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PREFACE 



This book has been prepared especially to meet the requirements of 
engineering students, structural draftsmen, and apprentices in structural 
drafting. It corresponds in scope to the duties of the structural steel 
draftsmen, and it therefore covers, not only the preparation of the de- 
tailed working drawings for steel structures, but also the design of the 
details of construction. It is a text-book in Structural Drafting, and it 
may be used as a text-book in elementary Structural Design. As a refer- 
ence book for structural draftsmen, it gives practical points as well as 
theory. A knowledge of the use of drawing instruments is presupposed, 
but the fundamentals of structural drafting are fully presented. The 
application of these fundamentals is illustrated by the drawings of many 
different types of members of steel structures. Exceptionally exhaustive 
are the chapters on the design of beams and the component parts of plate 
girders. The tables at the end of the book are sufficiently complete for 
most student courses, so that no steel manufacturers' handbook need be 
used. Many of the tables are arranged more conveniently for both stu- 
dents and draftsmen than the tables in the usual handbooks, particularly 
the tables for I-beams, channels, and angles. A more complete outhne of 
the book is given in Chapter I. 

The illustrative drawings have all been prepared by the author, but 
many of them have been adapted from similar or nearly identical draw- 



ings kindly furnished by structural companies, to which due acknowledge- 
ment is here made. The drawings and the standards of the American 
Bridge Company have been of exceptional value, and the drawings of 
the King Bridge Company, the Hay Foundry and Iron Works, the Bos- 
ton Bridge Works, the Mount Vernon Bridge Company, the Pennsyl- 
vania Steel Company, and the Central Railroad of New Jersey have 
been used to advantage. Abstracts from the Specifications of the Ameri- 
can Railway Engineering Association have been used freely throughout 
the text and in the tables by permission of the Committee on Publica- 
tions of that Association. 

Grateful acknowledgement is made to Professor J. C. Tracy, Head of 
the Department of Civil Engineering at Yale University, and to Professor 
J. R. Schultz, Head of the Department of Enghsh at Allegheny College, 
for their helpful criticisms of the manuscript. Professor Tracy gave much 
thought to the perusal of nine of the most fundamental chapters of Part 
II, and as a result of his constructive criticisms, these chapters, as well 
as the others in the book, have been greatly improved. Professor Schultz 
has read the whole manuscript and has made many valuable suggestions. 

Carlton T. Bishop 
New Haven, Connecticut, September 1919 
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STRUCTURAL DRAFTING 

AND 

THE DESIGN OF DETAILS 

PART I — INTRODUCTORY 



CHAPTER I 
OUTLINE OF THE BOOK — NOTATION — DEFINITIONS 

Synopsis: In this chapter are summarized the arrangement, the notation, and the 
special features of this book. Brief definitions are given to show the meanings of the 
engineering terms used in the text. 



1. Scope. — This book is planned to meet the requirements of en- 
gineering students, of apprentices, and of structural draftsmen. In 
scope it is designed primarily to correspond to the duties of the struc- 
tural draftsman. It is divided into three parts, emphasis being laid 
upon Part II — Structural Drafting. This Part II includes the funda- 
mentals of structural drafting, such as the methods of representation, 
of billing, and of dimensioning. The apphcation of these fundamentals 
to the drawings of common types of members is fully illustrated. In 
Part III the elements of design are shown with special reference to the 
design of details and of simple members with which the draftsman must 
be familiar. The design of other members and of complete structures 
is omitted for two reasons, (1) because they are usually designed in a 
special Designing Department instead of in the Drafting Room, and 
(2) because nearly all phases of structural design are admirably de- 
scribed in so many books that it would be futile to duplicate them here. 
Part I is introductory and is inserted primarily to give the student a 
conception of the relation between the drafting room and the other 
branches of the steel industry. Tables are inserted at the end of the 



book. These tables may supplant the handbooks of structural steel 
companies in some student courses. The tables are arranged to mini- 
mize the turning of pages when used either in drawing or in designing. 
This is accomplished by placing on one page the data usually given on 
several pages. For instance, by separating standard angles from special 
angles the properties of each may be shown on a single page. Further- 
more, the weights and areas of all angles are grouped with the gages of 
the angles and the areas of holes, an arrangement which is equally 
convenient for the draftsman when drawing and when designing. The 
scope and the use of the tables may be seen best by reference to the 
tables themselves and to the brief descriptions which follow them. 

2. The general arrangement of the book is planned for convenient 
reference. It is believed that the text will be used chiefly for reference 
by students, apprentices, and draftsmen. The shape of the book is 
such that it will stay open on the desk without the use of weights or 
clamps. The size of the pages was selected so that the drawings and 
the tables could be made reasonably large and clear without the use of 
intolerable folded inset sheets. 



PART I — INTRODUCTORY 



1. The author first planned a chapter which would give an outline 
of a course of study. It was felt that such an outline would simplify 
the assignment of student work, and that it would be useful to appren- 
tices and others who might use the book without instruction. It might 
also be of service to the younger instructors when planning to use the 
text for the first time. However, it was concluded that the large major- 
ity of readers would have no use for such a chapter. Each instructor 
should become familiar with the book before he adopts it as a text, and 
he should have little difficulty in selecting the proper sequence of para- 
graphs in the fundamental chapters of Part II. The author does not 
feel that it is wise for the student to devote much time to a study of 
the text before he begins to draw. The first drawing, if sufficiently 
simple, may be started at the first exercise, accompanied by references 
to the most important paragraphs that bear upon the drawing. This 
may be followed by other drawings each of which illustrates as many 
new points as the average student can master. The work should be 
progressive, but no drawing should involve points beyond the student's 
ability and he should be expected to make each drawing fundamentally 
correct. It may be difficult to obtain excellent results at the outset 
owing to the multiplicity of conventions and practical points which are 
new to most students; but to allow violations of drafting methods and 
conventions to stand uncorrected is a source of trouble. Reasonable 
requirements should be made and enforced, and all mistakes should be 
corrected by the students as a safeguard against repetition. It is rec- 
ommended that many of the penciled drawings be left uninked in order 
to facilitate the making of changes and to enable the students to make 
more drawings within the allotted time. The author has found it 
satisfactory to use printed forms for beam work at the beginning of the 
course, for they not only conform to the usual drafting room practice 
but they enable the student to concentrate his mind on points other 
than the arrangement of views and of dimensions Unes which he can 
learn gradually. In order to introduce the fundamentals as early in 
the course as possible it is expedient to have the students make free- 
hand drawings at their desks or at the blackboard instead of taking 
time for careful plotting. As soon as possible the data and suggestions 
given with each new problem should be reduced to a minimum in order 



to develop the student's resourcefulness. Frequent tests may be given, 
and one question on each test may well be devoted to the indication of 
mistakes on a given drawing, i.e., practice in checking. 

2. Numbering. — In this book all pages are numbered consecutively. 
Each figure bears the same number as the page upon which it may be 
found. This facilitates the finding of any figure to which reference is 
made. When more than one figure is placed upon the same page they 
are lettered, thus: Fig. 24 (a) and Fig. 24 (&) are both on page 24. 
The paragraphs are numbered on each page independently, beginning 
with 1. This is done to avoid large paragraph numbers. 

3. Cross references should be made to both the page and the para- 
graph. Reference to a page alone is not sufficiently specific, particu- 
larly where the paragraphs are short as in the fundamental chapters of 
Part II; reference to a paragraph without the page often results in an 
extended search because the paragraphs are of unequal lengths and on 
some pages no paragraph number is found. In this book the page 
numbers are followed by the paragraph numbers, while the paragraph 
symbol (1|) and abbreviation (Par.) are replaced by the colon, thus: 
Page 29 : 4. Furthermore, a distinction is made between two classes 
of cross references. Where an additional statement is required to sup- 
plement the text, needless repetition may often be avoided by reference 
to another, paragraph. These references are important. Other less 
important references are given for the convenience of those who do not 
grasp the full significance without them. Unless a distinction were 
made it is probable that students would either waste time in looking up 
points which may be obvious to them, or else they would become 
careless and fail to look up the more important references. In order to 
derive the greatest benefit from the cross references, therefore, the 
following interpretation should be made, viz.: 

All references which appear as part of the text or as separate sentences 
should be consulted, as for example: See page 23 : 2. 

All references which appear in parentheses need be consulted only 
in case additional information is desired, as for example: (page 29 : 4). 

4. Type. — Bold-faced type is used for convenient reference to show 
the topic of each paragraph. In some cases separate paragraph headings 
are used, but this plan is not rigidly adopted. Usually words or phrases 



CHAPTER I 



OUTLINE OF THE BOOK — NOTATION — DEFINITIONS 



are found which give the desired information, and when these are 
accentuated it seems unnecessary to duphcate them in special headings. 
In this manner the more important parts of a paragraph are often 
emphasized. Fine type is used to insert remarks or explanations at 
points where they would be more serviceable than in footnotes, but 
in such a manner that the sequence of the main text remains unbroken. 

1. Formulas are so often used blindly by persons who have little 
conception of their meaning that the author sometimes feels that no 
formulas should be used by students lest they become "handbook 
engineers." He believes that no one should use a formula who is not 
positive that he can derive it. In other words a formula should be 
considered an expression of a method arranged for convenience in apply- 
ing that method. It is a "short-cut " application of the method but it 
should not be used without a knowledge of the underlying principles. 
Comparatively few formulas are used in this book. These are not 
summarized for reference but appear only in conjunction with the cor- 
responding derivations which in turn are clearly indexed. It is hoped 
that this plan wiU tend to cultivate the proper use of formulas. 

2. Notation. — Considerable annoyance has been experienced on 
account of the lack of uniformity in the notation commonly used in 
formulas. For example, students constantly confuse bending moments 
and resisting moments in pound-feet with those in pound-inches; simi- 
larly in the usual reduction formulas, they often substitute the lengths 
of compression members in feet instead of in inches. While these 
mistakes are due chiefly to carelessness, yet they would be minimized by 
greater uniformity. In this book, all dimensions in feet, all moments 
\ pound-feet, and all quantities which involve compound units based 
^nrj the foot are expressed by capitals. Similarly, all dimensions in 

•inches, all moments in pound-inches, and all quantities which involve 



compound units based upon the inch are (with two exceptions) expressed 

by lower-case letters. 

The capital / is used for moments of inertia in inches to the fourth power, and the 
capital E is used for modulus of elasticity in pounds per square inch. These letters are 
so universally and almost exclusively used that it seems unwise to institute a change. 

Significant letters, or letters commonly used, have been chosen wher- 
ever feasible, even though a single letter may thus have more than one 
meaning. It is felt that these meanings are so distinct that there is 
little chance for ambiguity; further distinction is made possible by the 
use of primes or subscript letters. Letters used in the tables at the end 
of the book or in certain other places are not included in the following 
summary, since these letters have no special significance outside of the 
places where their meanings are apparent. The term "pound-feet" 
is adopted after due deliberation in preference to the more common 
term "foot-pounds." This is done primarily to distinguish the unit of 
moments from the unit of work. Both are compound units derived 
from the product of weights or forces in pounds by distances in feet; 
but work is measured by the product of a force by the distance through 
which the body acted upon moves, whereas a moment is the product of a 
force by the perpendicular distance from the force to a point about which 
there is a tendency to rotate. It is confusing, for example, for a student in 
going from a class in Mechanics to one in Structural Design to find the 
same term used for these two distinct meanings. Furthermore, it seems 
more natural to define a moment as "the product of a force by its lever 
arm " rather than as "the product of the lever arm of a force by the force 
itself." In practice it is customary first to select a force whose moment 
is desired, and then to find the distance from this force to the point of 
moments. Thus it is logical to put the unit of the force before the unit 
of the lever arm. 



# = lb. or lbs. = pound or pounds; also number. 
' = ft. = foot or feet. 
°' = sq. ft. = square foot or square feet. 
# ft. = lb. ft. = pound-feet. 
#/ft. = pounds per foot. 
#/sq. ft. = pounds per square foot. 



NOTATION 



a„ 



<j) = diam. = diameter. 

" = in. or ins. = inch or inches. 

sq. in. = square inch or square inches. 
# in. = lb. ins. =» pound-inches. 
#/in. = pounds per inch. 
#/sq. in. = pounds per square inch. 
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A = area, in square feet. 



B = panel length, in feet. 



compression. 

compressive stress, in pounds or in thousands of pounds. 



_ _ I degree of curvature, in degrees. 

depth, or diameter, in feet. 
Dh = depth from back to back of angles, in feet. 
Dg = effective depth between centers of gravity, in feet. 
T>r = mean depth between rivet lines, in feet. 
D« = depth between centers of splice plates, in feet. 
Dm, = depth of web plate, in feet. 

{stress in rivet at unit distance from center of rotation 
due to eccentricity, in pounds, 
modulus of elasticity, in pounds per square inch. 

F = flange stress, in pounds or in thousands of pounds. 



/* = 



moment of inertia, in inches ^. 
conventional sign for I-beam. 



left. 

length, in feet. 

conventional sign for angle. 



a = area, in square inches 
h = 



back. 

breadth of beam, in inches. 

unit stress in bearing, in pounds per square inch- 



c = 



center. 

width of strip, in inches. 

distance from neutral axis to the extreme fiber, in 
inches. 



d = depth, or diameter, in inches. 

dh = depth from back to back of angles, in inches. 

dg = effective depth between centers of gravity, in inches. 

dr = mean depth between rivet lines, in inches. 

(ia = depth between centers of splice plates, in inches. 

du, = depth of web plate, in inches. 

e = eccentricity, in inches. 

i rivet stagger, in inches, 
unit stress in the extreme fiber due to bending, in 
pounds per square inch. 

g = gage, in inches. 

h = effective depth of arch, in inches. 



k = distance in eccentric connections from the center of 
gravity to the center of rotation, in inches. 



I = length, in inches. 



■ The capitals E and / are used instead of lower-case letters in order to conform to common usage (see preceding paragraph). 
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M — moment, in pound-feet. 
Mb = bending moment, in pound-feet. 
Mr = resisting moment, in pound-feet. 

P = concentrated load, in pounds or in thousands of pounds. 



right. 
R = I radius of curvature, in feet. 

reaction, in pounds or in thousands of pounds. 

Rl = left-hand reaction, in pounds or in thousands of pounds. 

Rg = right-hand reaction, in pounds or in thousands of pounds. 

(S = stress, in pounds or in thousands of pounds. 



r = 



tension. 

tensile stress, in pounds or in thousands of pounds. 

conventional sign for Tee. 



U = unit load uniformly distributed, in pounds per foot or in 

thousands of pounds per foot. 
U' = unit load imiformly distributed, in pounds per square foot. 



V 



velocity, in feet per second. 

vertical shear, in pounds or in thousands of pounds. 



W = total load uniformly distributed, in pounds or in thou- 
sands of pounds. 



length of cover plates, in feet, 
unknown distance, in feet. 



X = 

Y = unknown distance in feet. 



Z = conventional sign for Z-bar. 



m = inoment, in pound-inches, 
ms = bending moment, in pound-inches, 
mfl = resisting moment, in pound-inches. 



P 



rivet pitch, in inches. 

projection of bearing plate, in inches. 



q = statical moment, in inches '- 

radius of gyration, in inches, 
radius of curvature, in inches. 

limiting value of one rivet, in pounds or in thousands 
of pounds. 



section modulus, in inches'. 

unit stress in shear, in pounds or in thousands of 
pounds. 



t = thickness, in inches. 



V = intensity of shear, in pounds per square inch. 



unknown distance in inches. 

horizontal distance in eccentric connections from a rivet 
to the center of gravity of a group of rivets, in inches. 

y— vertical distance in eccentric connections from a rivet to 
the center of gravity of a group of rivets, in inches. 

s = direct distance in eccentric connections from a rivet to 
the center of rotation, in inches. 
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+ = sign for upward forces, for forces toward the right, and 
for clockwise moments. 

C. L. or ^ = center hne. 
b. to b. = back to back. 



= sign for downward forces, for forces toward- the left, 
and for counterclockwise moments. 



o. to o. = out to out. 
D. L. = dead load. 
O.S. = outstanding. 



Sym. abt. $ = symmetrical about the center line, 
c. to c. = center to c\enter. 

PI. = conventional sign for plate. 
L.L. = live load. 
U.M. = universal mill (for plates with rolled edges.) 

l_j = conventional sign for channel. 

H equation = (HH = 0), or the sum of the horizontal components equals zero. 
V equation = (SF = 0), or the sum of the vertical components equals zero. 
M equation = (2Af = 0), or the sum of the moments equals zero. 



DEFINITIONS 



1. On the following pages are summarized brief definitions of the 
engineering terms used in Parts II and III of this book.* The defini- 
tions of some of these terms are not found elsewhere, and the definitions 
of many others are not readily accessible. It is hoped that the student 
will be encouraged to consult these pages whenever the meaning of an 
engineering term is not fully comprehended. No attempt has been made 
to give every interpretation of the words defined, nor to define such com- 
mon words as bridge, building, etc. It is intended that every definition 
is sufficiently complete to explain the use of the word in the text. 

Abutment. The masonry support at the end of a bridge or arch. 
Anchor. A device for fastening steel work to masonry. 
Anchor Bolt. A bolt which fastens steel columns, girders, etc., to masonry. 
Anchor-bolt Plan. A drawing -n^ich shows the location of anchor bolts. 
Angle. A common structural steel shape the cross section of which is 

in the form of a right angle. 
Apex. Panel point. 

* For a more complete glossary of engineering terms, see Waddell's "Bridge Engi- 
neering," John Wiley and Sons, Inc., New York. 



Architects' Scale. A measuring scale graduated for convenience in plot- 
ting dimensions in feet, inches, and fractions of inches, as distinguished 
from an "Engineers' Scale." 

Assembling Marks. A system of marks used on the component parts of 
a member to facilitate assembUng in the shop. 

Axle Load. The load from a truck, car, or locomotive applied to a struc- 
ture through the wheels at both ends of the axle, hence twice the 
corresponding "wheel load." 

Back-check. To approve or check the corrections of a checker. 

Base Angle. An angle which connects the bottom of a column to the 

base plate or cast base. 
Base Plate. A distributing plate upon which a column rests. 
Batten Plate. A plate used to hold the component parts of a member 

at the proper distance apart. Generally used in conjunction with 

lattice bars. 
Beam. A member which resists flexure or cross bending. Commonly 

an I-beam or a channel. 
Beam Girder. A member composed of two or more I-beams or channels 

fastened together by bolts with separators or by cover plates. 
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Bearing. The support upon which a member rests. The resistance to 
crushing, as offered by a member which bears against another or 
upon a support, also as offered by a component part of a member 
to a rivet or a pin. 

Bearing Plate. A plate used to distribute the bearing over a greater 
area, as at the end of a wall-bearing beam. 

Bearing Value. The amount of pressure in bearing, either total or per 
unit of area. 

Bed Rock. The solid rock which underUes the looser sand, gravel, etc. 

Bending Moment. A term which expresses the measure of the tendency 
of a beam to bend. It is the sum of the moments of all external 
forces on one side of the point of moments. 

Bent. A vertical frame or truss used to support other members. 

Bevel. The slope of a line with reference to another line. 

Beveled Washer. A cast washer arranged to compensate for the inclina- 
tion between a bolt or rod and the member through which it passes. 

Bill. A list of material, such as a shop bill, shipping bill, etc. To prepare 
such a bill. Also to express the size of a component part of a mem- 
ber on the drawing. 

Block and Tackle. A set of pulley blocks with ropes used for hoisting. 

Block Out. To cut out by means of a rectangular pimch. 

Blueprint. The form of reproduction of a drawing which is issued from 
the drafting department. Blueprints are made from tracings by 
exposing sensitized paper to the Ught. 

Board Measure. Lumber is measured in imits of one foot board measure, 
equal to one-twelfth of a cubic foot, two dimensions being taken in 
feet and the third in inches. The abbreviation M. B. M. stands for 
"thousand feet board measure." 

Bore. To enlarge a punched hole by means of a cutter which accurately 
pares the inner surface. 

Box Girder. A compound girder with two or more web plates which, 
with the cover plates, form a closed box. 

Box Section. A member in which the component parts enclose a space 
which is accessible only at the ends. 

Brace. An inclined member placed between other members to make a 
structure more rigid. 



Bracing System. A series of diagonals and struts placed between main 
members to resist wind or other lateral forces. 

Bracket. A projecting type of connection usually made of a plate and 
angles. 

Buckle. To bend or bow transversely imder the effects of a force. 

Buckle Plate. A steel plate which is buckled or dished at regular inter- 
vals to increase its resistance to transverse bending. Used in bins 
and in the floors of highway bridges. 

Building Code. A compilation of the building laws and ordinances of 
a city which relate to building construction. 

Butt Joint. A joint in which the ends of the parts connected are cut to 
bear against each other. The ends are held in place by means of 
splice plates, or similarly. 

Calk. To make the seams of boats, tanks, etc., watertight, either by 
driving oakum or something similar into the seams, or by forcing the 
sharp beveled edge of one of two overlapping steel plates into the 
face of the other by means of an air hammer. 

Camber. A comparatively flat vertical curve placed in the bottom 
chord of a truss or girder to counteract the sag. 

Cantilever Beam or Cantilever Girder. A beam or girder which projects 
beyond one or both supports. A cantilever beam may have one end 
embedded in a wall and the other end unsupported. 

Cap Angle or Cap Plate. An angle or plate at the top of a column or 
portion of a column. 

Casting. Anj^thing formed by pouring molten iron, steel, or other ma- 
terial into a mold and allowing it to harden. 

Center of Gravity. That point through which the resultant of the par- 
allel forces of gravity acting upon a body in any position must 
pass. If the body could be supported at this single point it would 
remain in equilibrium in any position. 

Center Punch. A cylindrical piece of steel with a sharp point protruding 
from one end. It is inserted in the holes of templets and struck with 
a hammer to make dents in the steel to indicate where holes are to 
be punched. 

Change Order or Change Slip. An order issued to make changes in the 
material already ordered from the mills. 
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Channel. A common structural steel shape the cross section of which 

is similar to that of an I-beam except that the flanges are on only 

one side of the web. 
Check. To approve the correct portions of a drawing and indicate the 

mistakes. To verify. 
Checker. A person in the drafting room who checks the drawings made 

by others. 
Checkered Plate. A steel plate with raised ribs to prevent slipping. 

Used for floors, stair treads, etc. 
Check Marks. Small v-shaped marks or dots placed over dimensions 

or other quantities to indicate that they have been checked. 
Chip. To cut off projecting parts, as with a pneumatic chisel. 
Chord. The main top or bottom member, or line of members, in a 

truss. 
Clearance. A space left between members, or parts of members, to allow 

for inaccuracies in cutting and to facilitate placing them in position. 
Clear Span. The length of span from face to face of abutments. 
Clearstory. The raised portion of the roof of a null building or similar 

structm-e, arranged with windows in the vertical sides. 
Clevis. A forging used to connect a clevis rod to a plate or angle. The 

clevis is arranged to screw on the end of the rod, and the plate is 

inserted between two flattened ends through which a pin is passed. 
Clip. A small connection angle. 
Collision Strut. An auxiliary member which gives intermediate support 

to the end post of a bridge. 
Column. A long member, usually vertical, which resists compression. 

It is the principal vertical member in a building. 
Column Base. The cast-iron base or pedestal upon which a column 

stands. Also the base plate and angles riveted to the bottom of a 

column. 
Column Formula. A formula by means of which the allowed unit stress 

in a column is determined. Its values depend upon the ratio of 

slendemess of the column.- 
Column Schedule. A drawing upon which is simimarized information 

regarding the composition and the lengths of different sections of 

the columns in an office building. 



Combination Sheet. A printed form upon which a drawing, a shop bill, 

and a shipping bill are combined. 
Combined Stresses. Stresses due to bending combined in the same 

member with direct stresses due to tension or compression. 
Compass. An instrument for drawing circles. 
Component. One of two or more parts into which a force or stress may 

be resolved. The force or stress is the resultant of its components. 
Compression Formula. Same as Column Formula. 
Compression Member. A member in which the principal stresses tend 

to compress or shorten the member. 
Concentrated Load. A load which is appUed over such a small area or to 

such a small portion of a member or a structm-e that in effect it may 

be considered as a single force. 
Concrete. An artificial stone made of cement, broken stone, sand and 

water which are first mixed together, and then placed in position and 

allowed to harden. 
Connection Angle. An angle used for connecting other parts. Connec- 
tion angles are often used in pairs. 
Connection Plate. A plate used for connecting other parts. 
Continuous Beam or Continuous Girder. A beam or girder which rests 

upon more than two supports. 
Contra-flexure. A change in the direction of bending in a colimin or a 

beam. 
Cooper's Conventional Loads. A system of concentrated wheel loads of 

two conventional locomotives followed by a train, commonly used 

in finding stresses in railway bridges. 
Cope. To cut away part of the flange of a beam to avoid iiiterference. 
Cored Holes. A hole in a casting made by means of a core in the mold 

which prevents the metal from flowing into the space. 
Cornice. The rain-tight jvmction of the overhanging roof and the side 

walls of a building. 
Corrugated Steel. Thin sheets of steel which are stiffened by having 

corrugations rolled in them. They are used for covering the roofs and 

sides of mill buildings. 
Cotter Pin. A cylindrical pin held in place by a split steel key or " cotter " 

placed through a hole in the pin. 
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Coxmter. An adjustable diagonal placed across one of the panels near 
the center of a bridge in the opposite direction from the main diagonal 
tension member in the same panel. Its function is to relieve the 
main diagonal from stresses which might cause compression under 
certain positions of the live load. 

Countersink. To ream a hole to receive the conical head of a rivet, bolt, 
or screw so that the end thereof will not project beyond the face of 
the part connected. 

Couple. Two equal parallel forces acting in opposite directions and in 
different lines. The moment of a couple about any point of moments 
is the product of one force by the perpendicular' distance between 
the two. 

Cover Angle. A splice angle placed inside another angle with both legs 
in contact 

Cover Plate. A plate riveted to the flanges of a girder or compression 
member to increase the area of cross section. 

Crane. A hoisting machine arranged to move heavy loads both verti- 
cally and horizontally. An overhead traveling crane is commonly 
used in mill buildings, being supported by longitudinal girders on 
opposite sides of the building. 

Crane Girder or Crane Runway Girder. A girder which supports one 
of the rails upon which a traveUng crane runs. Also a girder of the 
crane itself. 

Crimp. To offset the end of an angle by forging so it can overlap another 
angle without the use of a filler. 

Cross Bracing. Bracing with two intersecting diagonals. 

Cross Frame. Vertical transverse cross bracing between girders. 

Cross Hatch. To draw sloping shade lines signifying a cross section. 

Cross Section. A transverse section. Also a view representing the ap- 
pearance of a structure or member where cut by an imaginary sec- 
tion plane. 

Curved Ruler. A guide along which irregular curved lines may be drawn. 

Dap. To notch a timber to fit over another timber. 

Data Sheet. A sheet upon which are given the necessary data for the 
manufacturers of cranes, elevators, etc., that they may make them 
conform to the building requirements. 



Dead Load. The comparatively constant static load on a structure due 
to its weight, etc., as distinguished from the live or moving load. 

Deck Bridge. One in which the principal loads are applied to the top 
chords. 

Deflection. A lateral movement at right angles to the principal axis. 
Also the linear measure of such movement. 

Degree. A measure of curvature iii railway work. The degree is the 
angle at the center of a circular curve subtended by a 100-foot chord. 

Depth. The principal vertical distance in a horizontal member or struc- 
ture, or the corresponding dimension in an inclined member. 

Derrick. A hoisting machine so pivoted that a load may be swung 
horizontally. i 

Design. To proportion one or more members or parts of a structure to 
properly fulfill the requirements. Also the act of designing or the 
results thereof. 

Designer. One who designs. The title given to one whose principal 
duty is to design structures. 

Design Sheet. A drawing prepared by the designer showing the prin- 
cipal dimensions of a structure and the sizes of the designed members. 

Detail. To make a detailed working drawing. Also a connection or other 
minor part of a member in contradistinction to the main member. 

Detailer. One who details. The title given to a draftsman who makes 
detailed working drawings. 

Develop. In drafting, to represent a bent or curved part as if it were 
flattened into a plane. In designing, to make a connection fully as 
strong as the part connected. 

Diagram. An outline drawing or sketch in which each member is usually 
represented by only a single line, as an erection diagram or stress 
diagram. 

Diaphragm. A stiffening plate or similar part placed between the webs 
of a member, or from one member to another. 

Die. A steel form used in forging or cutting any piece. 

Dimension. A linear measurement indicated on a drawing upon a dimen- 
sion line which shows its extent and significance. 

Dolly Bar. A tool for holding a rivet in place while the opposite end 
is being hammered to form the second head. 
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Door Post. A vertical member in a door frame. 

Double Shear. The tendency to shear, or the resistance to shear, in 

two planes. 
Drafting. Making working drawings, usually including the designing 

of the details. 
Draftsman. One who drafts or makes working drawings. The title 

usually includes those who check the drawings. 
Drawing. A representation by means of lines drawn by pencil, pen, etc. 
Drill. To make a hole by means of a revolving cutting tool or drill. 
Driving Clearance. The distance from a rivet to the nearest projection 

which might interfere with the use of the machine which drives or 

upsets the rivet to form the head. 
Driving Nut. A nut which is temporarily screwed on the end of a bridge 

pin to protect it while it is being hammered into position. 
Eave Strut. A longitudinal strut between the tops of the columns of 

a building at the eaves. 
Eccentric Connection. A connection in which the line of action of the 

resultant stress does not pass through the center of the group of 

connecting rivets. 
Eccentricity. The distance from the center of gravity to some other 

point or center line. 
Edge Distance. The perpendicular distance from the center of a rivet 

or a hole to the edge of the piece which contains it. 
Effective Depth. The depth between centers of gravity of the chords, 

or the depth between the centers of pins. 
Effective Length or Effective Span. The length of span measured from 

center to center of end bearings. 
Elastic Limit. The maximum unit stress below which the unit deforma- 
tion is proportional to the unit stress. 
Elevation. The vertical distance from a reference surface or datum. 

Also a drawing or view which represents the projection of a member 

or structure upon a vertical plane. 
End Frame. The steelwork in the end of a building, especially when 

rafters are used instead of roof trusses. 
End Post. The vertical or inclined compression member at the end of a 

bridge truss. 



End Shear. The shear for a section taken near the end of a beam or 
girder. In a simple beam the section is taken just inside of the result- 
ant reaction, where it is maximum. 

Engineers' Scale or Decimal Scale. A measuring scale graduated in inches 
and decimals of an inch, as distinguished from an "Architects' Scale." 

Equilibrium. The forces which act upon any body are said to be in equi- 
hbrium when they so balance each other that the body has no tendency 
to move. For the "equations of equiUbrium" see page 183 : 2. 

Equivalent Load. A load or system of loads which causes the same effect 
as some other load or system of loads. 

Erasing Shield. A shield containing holes of different shapes through 
which parts of a drawing may be erased without disturbing the 
adjacent parts. 

Erection. The assembling and the connecting of the different members 
of a structure in their proper positions at the site. 

Erection Bolts. Bolts used in erection to hold members in position tem- 
porarily until the field rivets are driven. 

Erection Diagram. An assembly diagram made to show the interrela- 
tion between the members of a structure and to guide the erector 
in placing them in the proper position. 

Erection Mark. An identification mark which aids the erector in prop- 
erly locating a member. Same as Shipping Mark. 

Erection Plan. An erection diagram, more strictly appUed to horizontal 
projection rather than to elevations. 

Erection Seat. A seat angle riveted to a supporting member' to hold a 
girder or similar member in position until the supporting rivets are 
driven. 

Erector. The person in charge of erection, or collectively, the men who 
erect a structure. 

Erector's List. A list of the field rivets and bolts required to make the 
necessary field connections in a structure. 

Estimate. To compile the quantities, weights, and cost of a structure 
usually in advance of the construction. 

Expansion Bolt. A bolt used for attaching steel work to a masonry wall. 
The bolt is surrounded by a split sleeve which expands in the masonry 
as the bolt is tightened. 
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Expansion Rollers. A group of steel cylinders or segments of cylinders 
placed under the end of a bridge girder or truss to provide free longi- 
tudinal movement on account of temperature changes. 

Extension Figure. A dimension which extends beyond another dimension 
on the same line, as for example to the end of a beam (page 86: 5). 

External Force. A force such as a load or a reaction which acts upon a 
member, as distinguished from an internal force or stress. 

Extreme Fiber. The fiber which is farthest from the neutral axis. 

Eye Bar. A flat bar of rectangular cross section which is upset at each 
end to form an enlarged head. A hole is bored in this head for the 
insertion of a pin. 

Fabrication. The shop work required to convert the rolled shapes into 
complete structural members, or in short, the work done in a struc- 
tural shop. 

Face. To plane or smooth a surface. Also the exterior plane surface of 
any soUd. 

Factor of Safety. The ratio of the ultimate strength to the allowed work- 
ing stress. 

Falsework. A temporary trestle used to support a structure during 
erection or demolition. 

Fiber. One of the longitudinal elementary filaments which for conveni- 
ence are considered to exist in a beam or similar member. 

Field. A term used in conjunction with the work done on parts of a struc- 
ture at or near the site, in contradistinction to work done at the shop. 

Field Check. A partial checking of the drawings for a structure to 
insure the proper connection of the members in the field. 

Field Connection. A connection of different members in the field. 

Field Rivet. A rivet driven in the field, as distinguished from a shop rivet. 

Field Splice. A splice made m the field, in distinction to one made in 
the shop. 

Filler. A plate used to fill a space between two surfaces (page 96:4). 

Fillet. The additional metal which forms the curve at the junction of 
the flange and the web of a rolled shape (page 26: 1). 

Finish. To smooth a surface by planing. 

Fitter. A shop workman who assembles the component parts of a mem- 
ber and bolts them in position. 



Flange. The wider part of an I-beam or similar shape at the edges of 
the web. Also the corresponding portion of a girder or column; 
each flange is usually composed of angles or plates and angles. 

Flange Angle. An angle in a flange of a girder or similar member. 

Flange Plate. A plate in a flange of a girder or similar member. 

Flange Rivet. A rivet which attaches the flange angles to the web plate 
of a girder. 

Flange Splice. A sphce in the flange of a girder. 

Flange Stress. The stress in the flange of a girder due to bending. 

Flat. A plate not over 7 inches wide. 

Flexure. Bending. Commonly applied to the bending of a beam. 

Floor Beam. A beam in a floor. Also a transverse beam or girder placed 
at the panel points of a bridge to support the longitudinal stringers. 

Floor-beam Reaction. The load upon a floor beam at each line of stringers. 

Floor Plan. A plan showing the arrangement of the beams, etc., of a floor. 

Floor Plate. A plate of a steel floor, such as used in a furnace building. 

Footing. The masonry pier or foundation for a column. 

Force. That which tends to change the state of motion of a body. A 
force is known when its magnitude, direction, and point of applica- 
tion are known. 

Forging. An article formed by being hammered whfle hot. 

Foundation. The masonry which supports a steel structure. 

Foundation Plan. A plan which shows the layout of a foundation. 

Function. A quantity whose value varies to correspond to every varia- 
tion ia some other quantity. 

Gable. The triangular portion of the end of a building between the oppo- 
site slopes of the roof. 

Gage or Gauge. The distance from the back of the web to a rivet line 
in the flange of a channel or Z-bar; a similar distance in an angle; 
the distance between rivet lines in an angle or a flange of another 
rolled shape. Also the clear distance between the heads of the rails 
of a track, standard gage being 4.708 ft., or 4' 8§". 

Gas Pipe. Small wrought-iron pipe — often used in short lengths for 
separators. 

Gin Pole. A guyed pole, nearly vertical, equipped with blocks and tackle, 
used for lifting loads. 
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Girder. A compoiind member usually made of plates and angles de- 
signed to resist bending due to transverse loads, as a beam. 

Girt. A horizontal member in the side or end of a building used to sup- 
port the side covering such as corrugated steel. 

Government Anchor. A short rod with a V-shaped bend in the center, 
used to anchor the end of a wall-bearing beam. 

Graph. A diagram or chart used in determining values by scaling instead 
of by algebraic computation. 

Grillage. Tiers of beams laid across each other and imbedded in con- 
crete to form the footing for a heavily loaded column. 

Grip. The combined thickness of metal connected by rivets, bolts, or 
pins. 

Gross Area. The full area of cross section, in contradistinction to net 
area. ' 

Grout. A liquid mortar which can be poured to fill small voids or to 
make a smooth finish. 

Guard Rail. Auxiliary steel rails between the service- rails, or wooden 
timbers outside the service rails, for keeping a train on the ties in 
case of derailment. 

Gusset Plate. A connection plate which stiffens a connection, such as 
a plate which connects several members of a truss or a bracing system. 

Hand Hole. A hole made for the insertion of a hand in placing bolts 
or rivets which would be inaccessible otherwise. 

Hanger. A vertical tension member used to support a load. 

Heel Plate. A gusset plate at the heel, or main support, of a roof truss. 

Hinged Joint or Hinged Shoe. A joint or shoe arranged with a pin or 
roller to permit rotation due to the deflection of a truss. 

Hip. The jxmction of the top chord of a truss with an inclined end post. 
Also the intersection of two roofs, provided the drainage is away 
from the intersection, as distinguished from a valley. 

Hook Bolt. A bolt with a hook at the head end. 

I-beam. A common structural shape the cross section of which is in the 
form of a letter I. 

Impact. The increased effect of live loads when suddenly applied. Im- 
pact is usually provided for by adding a certain percentage of the 
quiescent live load. 



Indirect Splice. A splice in which the splice plates or angles are not in 
direct contact with the part spliced. 

Information Sheet. A sheet which may accompany a drawing to impart 
additional information. 

Initial Tension. The tension placed in counters and in diagonals of 
bracing systems to insure tightness. 

Internal Force. A stress within a member. 

Itemize. To add the item numbers, etc., to a shop bill. 

Joist. A beam which supports wooden flooring. 

Knee Brace. A short diagonal brace usually placed between a horizontal 
member and a vertical member. 

Lag Screw. A large wood screw with a square head like a bolt head. 

Lap Joint. A joint in which the connected parts overlap each other. 

Lateral. Sidewise, or at right angles to the principal axis. Also a diago- 
nal member of a system of lateral bracing. 

Lateral Plate. A connection plate or gusset plate in a system of lateral 
bracing. 

Lattice Bar. One of a series of zigzagged or crossed bars riveted to 
separated component parts of a member to hold them in position. 

Latticed Girder. A light parallel-chord truss similar to a plate girder 
except that the web plate is replaced by web members iisually made 
of one or two angles each. 

Laying Out. The marking of the steel from templets or otherwise indicat- 
ing where holes are to be punched and where special cuts are to be 
made. 

Layout. A preliminary drawing or sketch by means of which distances 
may be determined by scaling. 

Lean-to. A building with a roof which leans against another building or 
a wall. The roof slopes in one direction only, the higher edge being 
against the other building. 

Left. A member is so marked when made exactly opposite a correspond- 
ing member marked "right," the latter being represented on the 
drawing. 

Leg. One of the two flanges or parts of the shape called an angle. 

Lever Arm. The perpendicular distance from a force to a point of mo- 
ments. 
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Linear. Pertaining to line or to length. A linear dimension is usually 
one measured parallel to the length of a member. 

Lintel. A horizontal beam which supports a wall over an opening. 

Live Load. A movable load on a structure. 

Load. The weight supported by a structure or part of a structure. 

Loop-rod. A rod with a loop at the end through which a pin may be 
passed. 

Louvres. Series of horizontal strips of bent sheet steel arranged along 
the sides of a monitor to provide ventilation and at the same time 
to exclude rain or snow. 

Lug. A small projecting connection, as a connection angle. 

Masonry. A general term for structures made of brick, stone, or con- 
crete. 

Masonry Plate. A bearing plate placed on masonry. 

Material Order Bill. A Kst prepared in the drafting room showing the 
material to be ordered from the rolUng mills, or elsewhere. 

Member. A part of a structure which is completely assembled in the 
shop and shipped to the site where it is combined with other members. 

Mill. The machine or the plant in which plates and shapes are rolled. 
Also to plane the end of a member by means of a rotary planer or 
milling machine. 

Mill Building. A steel-framed building with a roof of comparatively 
large pitch and span, but usually without partitions, intermediate 
floors, or intermediate bracing. 

Milled Joint or Milled Splice. A joint or spUce in which the connected 
parts are milled to bear against each other. 

Milling Machine. See page 31 : 1. 

Mitered Joint. A joint in which the angle between the connected parts 
is bisected by the plane of contact. 

Modulus of Elasticity. The constant ratio (within the elastic limit) be- 
tween the unit stress and the unit strain. For steel of all grades 
this is between 28 and 30 milUon pounds per square inch. 

Moment. The tendency of a force to cause rotation about a given point. 
It is measured in compound units as pound-inches or pound-feet 
and is equal to the product of the force by its lever arm. 

Moment of Inertia. A term applied to the sum of the products of the 



elementary areas of a given cross section by the squares of their dis- 
tances from a given axis about which the moment of inertia is said tc 
be taken. 

Moment Plate. A splice plate designed to transmit the stresses in th« 
web of a plate girder due to bending moment. 

Monitor. The raised portion of the roof of a mill building or simila: 
structm-e, arranged to give additional ventilation or light througt 
the vertical sides. 

Mtiltiple Punch. A machine that punches two or more holes at once 

Nailing Strip. A strip of wood bolted to a steel beam or other member 
to which strip wooden flooring or sheathing is nailed. 

Net Area or Net Section. The effective area of metal in a cross section 
The rectangular areas of "all rivet holes cut by the section are de- 
ducted from the gross area of the member or part of member undei 
consideration. 

Net Width. The effective width of metal in a plate, the diameters of al 
holes in a section being deducted from the width of the plate. 

Neutral Axis. The intersection of a cross section of a beam or girdei 
and the neutral surface. 

Neutral Surface. The part of a beam which is neither shortened noi 
lengthened when the beam is bent. 

Office Building. A steel-framed building with intermediate floors anc 
columns, and a comparatively flat roof. 

O. G. Washer. A flat round cast-iron washer commonly used under £ 
bolt head or nut in timber construction. One face is of smaller dr 
ameter than the other, a reverse curve or "ogee" curve connecting 
the two. 

Order Bill. A material order bill. 

Orthographic Projection. See page 33:3. 

Outlooker. A small angle or similar piece fastened to an end purlin o 
a building to support the roof which overhangs the gable end. 

Overrun. The increase in the actual size of a structural shape above the 
size indicated on the drawing or order bill. 

Ojcy-acetylene Flame or Torch. An outfit used for cutting steel by burn 
ing a narrow slot by means of an intense heat. 

Packing. The arrangement of the different members on a pin. 
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Panel. That part of a truss between adjacent panel points. 

Panel Point. The intersection of the working lines of different members 

of a truss. 
Parabola. A curve in which the ordinates vary as the squares of the 

abscissas, or conversely. For the construct on, see page 260. 
Pattern. A wooden model for a casting, used in forming the mold. 
Pedestal. A cast-steel or cast-iron stool or support for a bridge girder. 
Piece Mark. An assembling mark. 
Pier. An intermediate masonry support for a bridge. Also a column 

footing. 
Pilot Nut. A nut which is temporarily screwed on the end of a bridge 

pin to guide it while it is being driven into position. 
Pin. A steel cylinder used for connecting the members of a truss, or 

similarly. 
Pin Plate. A reinforcing plate riveted to a truss member to give greater 

bearing on a pin. 
Pitch. The longitudinal distance between adjacent rivets in the main 

part of a member. Also the ratio of the center height of a roof truss 

to the span. 
Plan. A drawing which represents the horizontal projection of a struc- 
ture or part of a structure. 
Plane. To smooth to a plane surface. 

Plate. A flat piece of rolled steel of rectangular cross section. 
Plate Girder. A buUt beam with a solid web plate to which are riveted 

two flanges composed of angles or angles and plates. 
Pneumatic Chisel. A cutting tool, operated by compressed air, used 

for cutting off projecting parts. 
Pneumatic Reamer. A reaming tool, operated by compressed air used 

for enlarging holes. 
Point of Moments. A point where moments are taken, i.e., from which 

the lever arms of the forces are measured. 
Pony Truss. A bridge truss which is not deep enough to permit the use 

of overhead bracing between the trusses. 
Portal Bracing. The bracing in the plane of the end posts of a 

bridge. 
Post. A comparatively small compression member, usually vertical. 



Projection Line. A line drawn at right angles to a dimension line to indi- 
cate the extent of the dimension. 
Punch. To make a hole as explained on page 29 : 5. Also a punching 

machine. 
Purlin. A horizontal longitudinal mernber which rests upon the top 

chords of roof trusses to support the roof. 
Radius of Gyration. The distance from an axis of rotation to the center 

of gyration. For a given cross section, the radius of gyration about 

any axis is equal to the square root of the quotient of the moment 

of inertia about the same axis divided by the area. 
Rafter. An inclined member parallel to the roof slope which is used 

either to support the purUns in place of a truss, or, resting upon the 

purlins, to support the roofing. 
Rail Clamp. A small casting used for fastening a crane rail to the flange 

of a supporting girder. 
Ratio of Slendemess. The ratio of the length of a compression member 

to the least radius of gyration of its cross section. 
Reaction. The force on a beam, girder, or truss imparted by the support. 

It is equal and opposite to the pressure of the beam on the support. 
Ream. To enlarge a hole by means of a rotating fluted cutter. 
Reduction Formula. Same as column formula. 
Reinforced Concrete. Concrete in which steel bars are placed to 

strengthen it. 
Reinforcing Plate. A plate used to strengthen the weaker part of a 

member to develop the strength of the remaining parts. 
Resisting Moment. The moment of the internal forces which resist the 

bending moment on a beam or girder. 
Restrained Beam. A beam which is restrained or "fixed" at a support. 
Resultant or Resultant Force. The simplest single force or system of 

forces which can replace a system of forces and have an equivalent 

effect. 
Reversal of Stress. The changing of stress from tension to compression, 

or vice versa. 
Ridge Strut. A longitudinal strut along the ridge or peak of a roof. 
Right. A member is so marked when another member marked "left" 

is to be made exactly opposite from the same drawing. 
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Right Section, A section at right angles to the principal axis. 

Rivet. A short cylindrical rod of steel with upset heads used to rivet 
or fasten together component parts of a steel structure. One head is 
formed before the rivet is put in position, the other afterward. 

Rivet Code. The conventional representation of rivets under different 
conditions. 

Riveter. One who rivets or operates a riveting machine. A riveting ma- 
chine. Also an instrument for drawing small circles to represent rivets. 

Rivet Line. A line through the centers of a series of rivets. 

Rivet Pitch. The longitudinal distance between adjacent rivets in the 
main part of a member. 

Rivet Spacing. The dimensions which locate the centers of rivets. 

Rocker. A hinged shoe with a pin or other device to prevent unequal 
distribution of pressure upon the masonry when the supported 
girder or truss deflects. 

Rod. A rolled bar of steel with roimd or square cross section. 

Roller. A steel cylinder or segment of a cyhnder placed- under one end 
of a bridge girder or truss to facilitate longitudinal movement on 
account of temperature changes. Groups of rollers are held in place 
by a roller box, the whole forming a roller nest. 

Rolling Mill. The machine or the plant in which plates and shapes are 
rolled. 

Rotary Planer. See page 31 : 1. 

Rough Bolt. An ordinary bolt, as distinguished from a turned bolt or 
machine bolt. 

Round. A round rod. 

Ruling Pen. An instrument for drawing ink lines. 

Safe Load. A load which can be supported by a member without over- 
stressing the member. More commonly the maximum safe load. 

Sag Rod. A vertical or inclined tie rod used to prevent a girt or a purlin 
from sagging. 

Saw-tooth Roof. See page 113 : 2. 

Scale. A flat or triangular measuring stick used in plotting a drawing 
in proportion to the thing represented Also this proportion. 

Seat Angle. A small angle riveted to one member to support the end of 
a beam or girder. 



Secondary Stress. An indirect stress which results because the ideal 
conditions upon which the calculation of the principal or primary 
stresses is based are not realized. 

Section. A cut across a member or structure made by an imaginary 
plane. Also used in place of "sectional view." 

Sectional View. The projection of one segment of a member or structure 
upon a section plane. 

Section Line. To shade a sectional view by means of fine sloping lines 
representing the parts cut by a section plane. 

Section Modulus. The quotient of the moment of inertia of a cross sec- 
tion of a member by the distance from the neutral axis to the extreme 
fiber. 

Section Plane. An imaginary plane which cuts a section. 

Selvage Edge. The original woven edge of a piece of cloth where the 
threads are closer together than in the body of the cloth. 

Separator. A casting or piece of gas pipe placed between the webs of 
beams to keep them a fixed distance apart. 

Shank. The cylindrical part of a .rivet or bolt, as distinguished from the 
head. 

Shape. A general term for rolled steel of any cross section other than a 
plate. 

Shear. To cut by shearing (page 28: 1). Also an expression for the 
algebraic sum of certain forces which tend to shear a member. 

Sheared Plate. A plate which is rolled between two rolls and then 
sheared to the desired width at the mill, as distinguished from a 
Universal Mill plate which is rolled to the desired width by means 
of supplementary rolls. 

Shearing Stress. The internal forces which resist the tendency to shear. 

Shearing Value. The strength of a rivet, pin, or bolt in resisting shear. 

Shear Intensity. The shearing stress per imit area. 

Shears. A machine for shearing. 

Sheathing. A wooden covering of planks or boards. 

Shipping Bill. A list of members to be shipped from the shop to the 
site. 

Shipping Mark. An identification mark assigned to each separate mem- 
ber shipped. 
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.Shoe. The part of a bridge that transmits the load from the end pin of 

a truss to the bearing plate or rollers. 
Shop. The place where the component parts of a structure are fabricated 

into members. 
Shop Bill. A summary of material required for fabricating members in 

the shop. 
Shop Drawing. A working drawing prepared for use in the shop. 
Shop Rivet. A rivet which is driven in the shop, as distinguished from 

a field rivet driven at the site. 
Sidewalk Bracket. A bracket which supports the sidewalk of a bridge. 
Simple. Beam. An imrestrained beam which is supported at both ends 

only. 
Single Punch. To punch one hole at a time. 
Single Shear. The tendency to shear, or the resistance to shear, in one 

plane. 
Site. The final location of a structure. 
Sketch Plate. An irregular plate which is cut to dimension at the mill 

according to a sketch. 
Sketch Sheet. A small sheet or printed form upon which a drawing is 

made. 
Skewback. An auxiliary angle or other support for a floor arch. Also 

a bent plate or casting used to attach a diagonal rod. 
Skew Bridge or Skew Span. A bridge or span which does not cross a 

stream or roadway at right angles; the end of one truss or girder is 

not opposite the end of the other truss or girder. 
Skew Portal. The portal or the portal bracing of a skew bridge. 
Skids. Parallel supports of timber or metal used to elevate members a 

convenient distance above the floor of the shop to make them more 

accessible. 
Slab. A flat solid of considerable area but of relatively small thickness, 

such as a portion of a concrete floor between the supporting 

beams. 
Sleeve Nut. A long tubular nut having a right-handed thread in one 

half and a left-handed thread in the other, used for joining two rods 

and pulling them together to tighten them. 
Slope. The bevel or inclination of one line with reference to another; 



it is measured by the tangent of the angle of inclination expressed 

in inches to a base of one foot. 
Slotted Hole. An elongated hole with semi-circular ends and parallel 

sides. 
Sole Plate. A plate riveted to the bottom of a plate girder to bear upon 

a masonry plate. 
Solid Floor. Any type of floor construction other than the so-called 

open floor of a railway bridge in which the ties rest directly upon the 

stringers or girders. 
Span. The distance between the supports of a beam, girder, truss, etc- 

Also a bridge or similar structure which spans an opening. 
Specifications. That part of a contract which prescribes the allowed 

unit stresses and gives directions and restrictions regarding proper 

construction. 
Spiking Piece. A wooden strip bolted to a steel beam or similar mem- 
ber to which strip planking or sheathing may be spiked. 
Splice. The connection of two similar members or segments of mem- 
bers in the same straight line. 
Splice Angle or Splice Plate. An angle or plate used in a splice. 
Staggered Rivets. Rivets which alternate on two parallel rivet lines. 
Statical Moment. The product of an area by the distance from an axis 

to the center of gravity of the area (see page 202 : 1). 
Statics. That branch of Mechanics which has to do with systems of 

balanced forces acting upon bodies at rest. 
Steel. A modified form of iron used in construction. See Chapter III. 
Stiffener or Stiffening Angle. An angle used to prevent a plate from 

budding or to prevent a seat angle from bending. 
Stitch Rivets. Rivets placed at comparatively long intervals, usually 
■ in a member composed of two angles, to hold the component parts 

together and to equalize the stress between them. 
Straight-edge. A thin strip of wood, metal, or celluloid with a straight 

edge used as a guide in drawing straight lines. 
Strain. The deformation in a member caused by an external force. Strain 

is measured in linear units. 
Stress. An internal force which resists the tendency of an external force 

to change the shape of the body. 
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Stress Diagram. A diagram by means of which stresses are determined 
graphically. Also a stress sheet. 

Stress Sheet. A sheet upon which is recorded the stresses in the prin- 
cipal members of a structure. 

Stringers. The longitudinal members which support the track or the 
floor of a bridge. They are supported by transverse floor beams. 

Structural Company. A company engaged in the construction of steel 
structures. 

Structural Drafting. The preparation of the working drawings for the 
members of a steel structure, such as a bridge, a building, a tower; 
etc. 

Structural Shop. A shop where the rolled steel shapes are punched, cut, 
riveted, and otherwise prepared for use in a steel structure. 

Strut. A comparatively light compression member, usually with no 
intermediate connection. 

Sub-punch. To pimch to a smaller diameter. 

Substructure. The masonry abutments, piers, or foundation for a steel 
structure. 

Super-elevation. The vertical distance between the tops of the rails of a 
track on a curve. 

Superstructure. The main part of a structure above the masonry founda- 
tion or "substructure." 

Sway Bracing. Bracing in a vertical plane, as between the columns of 
a building or between the trusses of a bridge. 

Swedge Bolt. An anchor bolt with a nut at one end but with elliptical 
depressions near the other end to furnish greater bond when im- 
bedded in masonry. 

Tamp. To compact concrete, dirt, or other material by pounding. 

Tee or T-iron. A structural shape, the cross section of which is in the 
form of a letter T. 

Templet. A strip of wood upon which holes, cuts, etc., are laid out and 
from which the steel is marked accordingly. 

Templet Maker. One who makes templets. 

Templet Shop. The shop where templets are made. 

Tension Member. A member in which the principal stresses tend to 
lengthen the member. 



Through Bridge. One in which the principal loads are applied to a floor 
system near the bottom, and the trains, etc., pass "through" the 
structure between the trusses or girders. 

Tie. A light tension member, such as the diagonal in a bracing 
system. Also a transverse timber which supports the rails of a 
track. 

Tie Plate. A plate used to hold the component parts of a member at the 
proper distance apart. Generally used in tension members or else in 
conjunction with lattice bars. 

Tier. A row or layer placed above or below a similar row or layer. 

Tie Rod. A short rod used to tie the beams of a floor together in order 
to counteract the thrust from floor arches. Also a rod used similarly 
elsewhere. 

Trace. To copy a drawing or portion of a drawing upon a superimposed 
transparent sheet of tracing cloth or paper. 

Tracer. One who traces. A title given to a person in a drafting room 
whose chief duty is to trace drawings made by others. 

Tracing. A drawing on tracing cloth. 

Tracing Cloth. A linen cloth specially treated to make it transparent 
for use in copying drawings by tracing and blueprinting. 

Track. The rails, including their supports, along which a body or struc- 
ture with wheels or roUers may be rolled. The track on a railway 
bridge includes not only the service rails and the ties, but also the 
guard rails, and the bolts, spikes, and other fastenings. 

Traveler. A form of derrick used in erection; it is moimted on wheels 
so that it may be advanced as the work progresses. 

Triangle. A flat piece of celluloid or similar material used in draftmg. 
The three edges form a right tr' angle, and the complementary angles 
are usually 45°, or else 30° and 60°. 

Truss. A framed structure which acts as a beam The principal mem- 
bers form a series of triangles, and each member is primarily sub- 
jected to axial stress only. 

T-square. A T-shaped drawing instrument with a long thin blade at- 
tached to a shorter thicker head. The blade is used as a straight- 
edge for drawing parallel lines as the head is moved along the end 
of the drawing board. 
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Tumbuckle. Similar to a sleeve nut except that a transverse opening is 
provided at the center for the insertion of a crow-bar by means of 
which the tumbuckle may be turned. See sleeve nut. 

Turned Bolt. A machine bolt which is cut in a lathe to accurately fit a hole. 

U-bolt. A rod bent in the shape of the letter U with nuts on each end. 

Underrun. The decrease in the actual size of a structural shape below 
the size indicated on the drawing or order bill. 

Uniform Load or Uniformly Distributed Load. A load which is uni- 
formly distributed over a given distance. 

Unit Stress. The stress per unit of area, or the intensity of stress. 

Universal Mill Plate or U. M. Plate. A plate rolled in a Universal Mill 
which is provided with vertical rolls as well as horizontal rolls. A 
plate with rolled edges, as distinguished from a sheared plate. 

Upset. To enlarge the end of a rivet, a rod, an eye bar, etc., by hammer- 
ing or pressing into a die while hot. 

Valley. The intersection of two roofs provided the drainage is toward 
the intersection, as distinguished from a hip. 

Vertical Flange Plate. A vertical plate in the flange of a plate girder, 
either between the web and a flange angle or outside the vertical leg 
of an angle. 

View. In orthographic projection, a view is the projection of an object 
upon a plane by means of parallel lines. 



Washer. Usually a flat disc with a central hole, used imder the head 

or the nut of a bolt, or similarly. 
Web. The web plate of a girder, column, or other built member, or the 

corresponding thin portion between the flanges of an I-beam, channel, 

etc. 
Web Member. An intermediate member of a truss or latticed girder 

between the chords. 
Web Plate. The main plate of a plate girder, column or similar member, 

connecting the two flanges. 
Web Splice. A sphce in a web plate. 
Wheel Load. The load from a truck, car, or locomotive applied to a 

structure through a wheel. 
Wind Bracing. A system of bracing which resists stresses induced by 

the wind. 
Wind Load. A load on a structure due to wind pressure. 
Working Line. A reference line to which the dimensions of a member are 

referred; usually used in conjunction with the working lines of other 

members to form a system of working lines of a truss, latticed girder, 

of bracing system. 
Working Point. The intersection of two or more working lines. 
Z-bar. A structural shape the cross section of which is in the form of 

the letter Z. 



CHAPTER II 

THE ORGANIZATION OF A STRUCTURAL COMPANY — THE 
ENGINEERING DEPARTMENT 



Synopsis : The student should have a conception of the relation which the structiu'al 
steel drafting department bears to other branches of the steel industry. An abstract 
is given in Chapters II, III, and IV. 



1. The structural draftsman is not concerned directly with the manu- 
facture of steel or even with the rolling of the commercial steel "shapes." 
His drawings show how these shapes are cut, punched, and assembled 
to form members which in turn go to make steel structures. But every 
draftsman should understand the processes which are allied to the work 
of his company. The student has no time for a careful study of the 
different operations, but he should have a general idea of how steel is 
made and used. For his convenience an abstract is presented in this 
chapter and in the two subsequent chapters. Later he may acquire 
further knowledge from books or from inspection trips to rolling mills, 
to structural shops, and to erection sites. 

2. In the Estimating or Designing Department of a structural com- 
pany are made the preliminary design and the estimate of cost of a 
proposed structure. These may be based upon the customer's layout, 
or upon an original design submitted to the customer for approval. 
Usually several different companies furnish estimates in competition. 
After a contract is awarded the design sheet is forwarded to the Detail- 
ing or Drafting Department. The design sheet usually shows the main 
form and dimensions of the structure, the principal stresses, and the 
sizes of all main members, together with special instructions regarding 
the details. The work of the Designing Department is explained more 
fully on page 20: 2. 

3. In the Drafting Department the detailed working drawings are 
prepared for use in the shop. Various diagrams and lists are also made. 



such as the preliminary bills of material from which the steel shapes are 
ordered from the rolling mills. As far as possible, the material must be 
ordered before the drawings are made so that the mills may roll the 
steel while the drawings and the templets are being prepared. As soon 
as the drawings are made and checked, blueprints are sent to the 
templet shop, to the structural shop, and to others concerned. 
The work of the Drafting Department is described more fully on 
page 20: 4. 

4. The drawings are first sent to the templet shop where templets 
are made for most of the members. These templets are virtually pat- 
terns for cutting and punching the component pieces. They are usually 
made of wood. Not only can the work be laid out on wood with greater 
facility than on steel but the templets can often be completed before the 
steel arrives from the rolhng mills and thus the completion of the struc- 
ture is hastened. Furthermore, the work may be laid out on wood 
once and then the templets may be used repeatedly in marking many 
steel pieces which are alike or similar. 

5. The manufacture of steel and the rolling of the structural shapes 
are described in the next chapter. The finished shapes are shipped to 
the structural shop where all cuts and holes are first indicated on the 
steel by means of the templets. The steel is then taken to shears to 
be cut and to punches to have the rivet holes punched. The com- 
ponent parts of each member are then assembled, being held together 
temporarily by bolts until the shop rivets are driven. Other proc- 
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esses may be required on some members before thay are painted and 
shipped, as described more fully in Chapter IV, page 27. 

1. Erection.* — The different members of a structure are shipped to 
the site as far as practicable in the proper sequence for erection. The 
methods of erecting them differ with the size and the type of the struc- 
ture and with its location. Usually buildings are made self-supporting 
from the first, but truss bridges must be supported by "false work " 
or by other means until they are nearly complete. Locomotivp cranes 
are used extensively in the erection of mill buildings, girder bridges, and 
viaducts. Derricks are used for office buildings and "travelers" for 
truss bridges. Main members are usually placed in position first and 
secondary -members are filled in afterwards. Enough erection bolts 
are used to hold the members in position until the "riveting gangs" 
can drive permanent rivets. 

THE ENGINEERING DEPARTMENT f 

2. The Engineering Department includes the Designing or Estimat- 
ing Department and the Drafting or Detailing Department. Both 
departments are in charge of a Chief Engineer and often one or more 
Assistant Chief Engineers, although these officers are usually more 
directly concerned with the work of the Designing Department. The 
organization of the Designing Department differs in different companies 
and the procedure depends upon the organization and also upon the 
nature and the magnitude of the proposed structures. Some com- 
panies have a special contracting Department which acts as interme- 
diary between the Designing Department and the customers. Some 
designs are made by the customer's engineers or by consulting engineers, 
and the structural companies simply estimate the cost and submit bids. 
Some structures are so simple or so similar to other structures that the 
designers, or the contracting engineers in charge of branch offices, can 
make quite accurate estimates quickly without complete designs. Often- 

* See Thayer's "Structural Design," Vol. I, D. Van Nostrand Co., New York, and 
Merriman and Jacoby's "Roofs and Bridges," Vol. Ill, John Wiley and Sons, Inc., 
New York. For erection tools and specifications see Ketchum's "Structural En- 
gineers' Handbook," McGraw-Hill Book Co. Inc., New York. 

t See also TyrreU's "Mill Buildings," The McGraw-Hill Book Co. Inc., New York. 



times the customer has little conception of the type of structure best 
suited to his needs and the structural companies prepare alternate 
designs from which the customer may make selection. 

3. Design sheets or stress sheets are made by the designer or by a 
draftsman under his direction to illustrate the proposed structure. 
They show the general form of the structure, the principal dimensions 
and stresses, and the composition of each main member, as illustrated 
in Fig. 21. The design is made according to specifications approved 
by the customer. An estimator must have an intimate knowledge of 
drafting room methods and of shop methods and costs. He must 
know from experience how much to allow for the details of construction 
such as connection plates and angles. He must be familiar with the 
methods of erection and be able to determine the method best adapted 
to a given structure in a given location. The estimator may be assisted 
by draftsmen, tracers, and computers. As soon as a contract is awarded, 
the design sheet is adapted to the needs of the Drafting Department 
and any necessary alterations or additions are made. The design sheet 
should give all information necessary to enable the draftsmen to make 
the detailed drawings. It may be supplemented by an "information 
sheet " which gives the principal terms of the contract such as the 
time of delivery and whether the cost is quoted at a "lump sum " or 
at a price per pound. 

4. The Drafting Department is in charge of a Chief Draftsman. 
His subordinate draftsmen are usually divided into squads, each in 
charge of a "squad foreman " or "squad boss." The drawings for each 
contract are usually all made in one squad, the drawings for other con- 
tracts often being carried on simultaneously. The size of each squad 
varies with the amount of work being done under the direction of a 
single squad foreman from 3 or 4 to 16 or 20, the normal number being 
from 6 to 8. In each squad are checkers, detailers, tracers, billers, and 
computers. The detailers make the working drawings, and design the 
details. The drawings show how the standard shapes are cut and com- 
bined to form the different members. The number and the spacing of 
the rivets are given so that the members may be properly constructed 
and so that they may be easily connected to other members in the 
structure. As far as practical the parts are combined in the shop in 
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order to reduce the number of members to be shipped and to be erected 
at the site. The detailers often prefer to trace their own drawings or 
else to draw with ink directly upon the tracing cloth, thus making no 
use of the tracers. The detailers are often called upon either to make 
of to check shop bills and shipping bills and other lists of material. 
Most of the billing and the calculating of weights are done by younger 
men of limited experience often working in a separate squad under a 
chief biller. The checkers "check " or verify the drawings and indicate 
the mistakes. They are often called upon to make drawings also. They 
are men of greater experience than the detailers and they assist the 
squad foreman in laying out new work preparatory to ordering the 
material. The term " draftsman " has a double meaning. Some limit 
its use to detailers because they do the actual drafting, while others 
refer to everyone in the Drafting Department as draftsmen, particularly 
those who have reached or passed the rank of detailer. 

1. Method of Procedure. — When a new contract is received in the 
Drafting Department the Chief Draftsman studies the general character 
of the structure, notes the time limit if any, and assigns the work to the 
squad foreman who can best handle it. The squad foreman makes a 
careful study of the whole contract and adopts the method of procedure 
by which the work under his direction can be carried out most effi- 
ciently. In general his first aim is to have all main material ordered as 
soon as possible because of the usual delay at the mills. In some types 
of structure either he or his more experienced men can list most of the 
material directly from the design sheets. In certain classes of work 
such as truss work it may become necessary to make small layouts of 
connections, or even to begin the working drawings in order to deter- 
mine the lengths of the material; later these prehminary drawings may 
be given to detailers for completion. In other types of structure such 
as office buildings it may prove feasible to make the plans and diagrams 
before listing the material. These diagrams may be made so complete 
that the material may be listed from them quickly and accurately, and 
the detailed drawings may become routine work which can be done by 
men of limited experience. The preliminary lists of material are usu- 



ally sent to an Order Department where the material is summarized 
and the short pieces are grouped in multiple lengths to be cut after they 
arrive from the mill. The squad foreman divides the drafting among 
the detailers to the best advantage so that the work may be carried on 
efficiently and in logical order. Part of the drawings may be sent to 
the shop before all are completed and as far as practical an attempt 
should be made to complete the drawings in approximately the same_ 
order that the corresponding members will be erected. For example, 
the drawings of the ground floor beams in an office building should 
be made before the drawings of the roof beams. Erection diagrams 
should be made as. soon as possible so that the marks of all members 
may be recorded as soon as determined. Drawings should be checked 
shortly after they are made and the shop bill for each drawing should 
be made as soon as the drawing is completely checked. A shop bill is 
a summary of all the material required to make all the members repre- 
sented by a drawing. Later shipping bills and fists of rivets and bolts 
to be used in erection are prepared. 

2. The squad foreman should keep progress sheets so that he and 
the chief draftsman can tell what has been done, what is being done, 
and when and where the blueprints have been issued. He should 
keep separate files for the drawings and for the correspondence of each 
different contract. Usually all communications pass through the hands 
of the chief draftsman who writes all letters and serves as intermediary 
between the men in the drafting room and those outside. A detailed 
account of the duties of the draftsmen appears in Parts II and III. 

3. There should be greater cooperation between the engineering de- 
partment and other departments than sometimes exists. Shop men and 
erectors often complain of points in the design or the details of a mem- 
ber which bother them, but seldom do their criticisms reach the source 
of the trouble. It would be to the advantage of all concerned if the 
erectors and the shop foremen would issue periodical bulletins which 
would reach each designer, each draftsman, and each shop foreman. 
Suggestions and constructive criticisms could thus be presented in such 
a manner that future trouble might be avoided. 



CHAPTER III 
THE MANUFACTURE OF STRUCTURAL STEEL* 

Synopsis: Thia topic has no direct bearing upon the work of the draftsman but he 
should have a general idea of how steel is made. It is important that he know the 
form it is in when it first reaches the structural company. 



1. Iron. — Most of the iron bre is taken from open pit mines' in the 
Lake Superior region and shipped by boat and by rail to blast furnaces 
where it is smelted or reduced. The ores are oxides of iron and the re- 
ducing agent is carbon. A blast furnace is in continuous operation. It 
is charged at the top and the molten iron flows by gravity to the bottom 
where it accumulates until tapped at intervals of about 6 hours. Be- 
sides the ore the charge includes a flux, and the reducing agent in the 
form of coke which serves also as fuel. An intense heat is maintained 
by means of a continuous hot air blast. The blast is heated by being 
passed through a "stove " lined with fire brick. Four stoves are used 
in turn, the ones not in use being heated by the hot gases from the fur- 
nace. Limestone is the flux commonly used to unite with the impurities 
freed from the ore to form a fused mass called " slag." This floats on top 
of the iron and is tapped at a higher elevation. The iron tapped from 
a blast furnace is called " pig iron " because it is often cast into " pigs " of 
about 100 pounds for convenient handUng. Pig iron is used in iron 
foundries for making iron castings, but most of the pig iron is made into 
wrought iron or steel. When the steel furnaces are near the blast fur- 
nace the iron may be transferred in the molten state in large ladles. Pig 
iron contains small quantities of carbon (3 to 4 per cent), siUcon, sulphur, 
phosphorous, and manganese. It has so much carbon that it is not 

* The manufacture of iron and steel is treated more completely in many books, as 
for example: Stoughton's "The Metallurgy of Iron and Steel," McGraw-Hill Book 
Co. Inc., New York; Moore's "Materials of Engineering," McGraw-Hill Book Co. Inc., 
New York; or Burt's "Steel Construction," American Technical Society, Chicago. 



malleable at any temperature. The capacity of a blast furnace is about 
500 tons of iron per 24 hours. 

2. Structural steel is made by the "open hearth " process. A higher 
grade of steel for tools and instruments is made in crucibles or in electric 
furnaces. At first structural steel was made by the Bessemer process in 
a converter of from 10 to 20 tons capacity. A cold air blast was used for 
about 10 minutes after which the steel was ready to be poured. Besse- 
mer steel is inferior in quality and is less reliable than open hearth steel, 
and the Bessemer process has been largely superseded by the open hearth 
process. In the latter the charge is placed on a shallow hearth and sub- 
jected to a hot air blast. The charge includes besides the pig iron, iron 
ore, steel scrap, and usually limestone. Gas is used for fuel, and when 
the charge is melted the flux rises to the top. This flux contains the iron 
ore which forms a blanket to prevent the oxygen of the air from com- 
bining with the iron. The impurities in the iron become oxidized by 
the iron ore which in turn receives new oxygen from the air. The per- 
centage of carbon and phosphorus is thus reduced. The steel is tapped 
into large ladles where it is " recarbonized " by adding the proper amount 
of carbon and other ingredients to give the desired quality. Structural 
steel contains from 0.15 to 0.3 per cent of carbon. The capacity of an 
open hearth furnace is from 30 to 70 tons, and the operation requires 
from 6 to 10 hours. 

3. Rolling the Steel. — From the ladles the steel is poured into ingot 
molds and allowed to cool until sufficient crust is formed to permit 
handling. The molds are then stripped off and the ingots are placed in 
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ovens called "soaking pits " until the inside portion solidifies and the 
whole becomes of the proper uniform temperature for rolhng. Structural 
shapes are formed by passing the material between rolls of the proper 
shape, the cross section being reduced and the piece elongated at each 
pass. The ingot is first passed between the two cylindrical rolls of a 




Fig. 24 (a). Typical Roughing Rolls for an I-beam. 
{Courtesy of the Pittsburgh Rolls Corporation.) 

" blooming mill " and flattened. The rolls are then reversed and placed 
closer together and the material is passed between them in the opposite 
direction. In this manner slabs are made of suitable size to be placed 
in another mill to be rolled into plates. For other shapes, the ingot is 
rotated at right angles between successive passes to form a "bloom" of 
the size best adapted to the shape of the "roughing rolls." The blooms 
are cut into lengths which will result in the proper lengths of the final 



sections. The roughing rolls are grooved to work the blooms down gradu- 
ally to shapes which approximate the finished pieces, then "finishing 
rolls " are used. Both the roughing and finishing rolls are so shaped that 
at each pass the material is reduced in cross section to approach the 
finished shape. These rolls are " three high " so that they need not be 
reversed, the material passing alternately between the lower two in one 
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Fig. 24 (6). Typical Finishing Rolls for an Angle. 
(Courtesy of the Pittsburgh RoUs Corporation.) 

durection and the upper two in the opposite direction. Typical roughing 
rolls for an I-beam are illustrated in Fig. 24 (a), and finishing rolls for an 
angle in Fig. 24 (6). The material is handled on roller platforms on both 
sides of the rolls. These platforms may be raised or lowered to receive 
the steel at one elevation and deliver it at another. The material may be 
moved longitudinally by means of the rollers, and transversely by means 
of arms between the rolls. The whole operation is controlled electrically. 



CHAPTER III 



THE MANUFACTURE OF STRUCTURAL STEEL 



25 







Fig. 25(a). 



The Method of Enlarging Cross Sections by 
Spreading the Rolls. 



1. The Effect of Spreading the Rolls. — The finishing rolls are kept 
at a fixed distance apart during the rolling. When they are spaced at 

the minimum dis- 
tance the hghtest 
section of a group is 
made. When the 
rolls are spaced 
farther apart heav- 
ier sections are 
made, as indicated 
in Fig. 25(a). The 
effect of spreading 
the rolls is to in- 
crease the web 
thickness and the flange width of an I-beam or channel without changing 
the depth. The variations are indicated in the tables. Angles of 
different thicknesses may be rolled in the same mill but from Fig. 25 (a) it 
is apparent that as the rolls are separated the lengths of the legs as 
well as the thickness will be increased. The tables of this book con- 
form to the usual . practice and indicate only the nominal lengths of 
legs. Since the nominal size is the size only of the thinnest section 
of a group, the draftsman should take care to allow ample clearances 
for the overrun of the thicker angles. The increase in the length of 
the leg is equal to the increase in thickness. On account of this 
variation and also because of the wearing of the rolls and of the in- ^ 
accuracies in setting them, the lengths of angle legs and the widths of ^ 
I-beam and channel flanges are indefinite; dimensions should be « 
referred to the backs of angles and channels and to the center lines ^ 
of I-beams rather than to the rolled edges. 

2. Mill Variation. — Structural shapes other than plates are sawed 
to the ordered lengths as soon as they leave the finishing rolls, while still 
red hot. They must be measured and sawed into the proper number 
of pieces before the following piece leaves the rolls, and extreme accuracy 
cannot be assured. The usual "mill variation " is plus or minus | of an 
inch, and drawings should be so made that I-beams and channels par- 
ticularly can be used without being recut in the shop. In view of this 



variation, the mill orders should be given in lengths which are multiples 
of \ inch and preferably \ inch. The maximum length varies with the 
size from 50 to 90 feet.* 

3. Plates may be rolled in a mill with horizontal rolls only, or in a 
Universal Mill which has vertical as well as horizontal rolls. The hori- 
zontal rolls are brought closer together between successive passes of the 
plate until the desired thickness is reached. At each pass the length is 
increased, and unless vertical rolls are used the width also is increased. 
"Universal Mill" plates or "edged plates" having rolled edges are 
rolled up to 48 inches in width and in some sizes up to 100 feet in length.* 
All other plates have to be sheared to the desired width and they are 
termed "sheared plates." These are rolled up to 132 inches in width 
and the lengths vary inversely with the width from 15 to 47 feet.* Uni- 
versal Mill (UM) plates are used chiefly for the cover plates of bridge 
girders; sheared plates are used for most other work. Sheared plates are 
usually furnished unless Universal Mill plates are specified. Plate 
thicknesses vary by sixteenths of an inch from fV to 2 inches, the usual 
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range in structural work being from j\ to 1 inch except for fillers and 
bearing plates. Any width of plate may be sheared from larger sizes, 

* See tables of extreme lengths in Ketchum's "Structural Engineers' Handbook," 
McGraw-Hill Book Co. Inc., New York. 
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but the draftsman should attempt to use widths without fractions, and 
if over 24 inches in multiples of 2 inches. The 
reason for this is to reduce the number of differ- 
ent sizes, which expedites the filling of an order 
at the mill and simphfies the maintenance of a 
^ serviceable plant stock. 

1. The actual shapes of the cross sections of 

the angle, the standard I-beam, and the channel 

are shown in Fig. 25 (b). Plates, and round and 

Shapes used less commonly than 



TEE 



Fig. 26. 
square rods need not be illustrated 



formerly are shown in Fig. 26. The proportions of rails are shown on 
page 317. Curves are introduced to facilitate rolhng. These curves 
are disregarded in computing the areas of cross section and the weights 
per foot of length. The curves are not shown in the usual structural 
drawings, but the draftsman must constantly bear in mind their existence 
and make proper allowance. This is especially important in the places 
where the introduction of curves results in the use of more metal rather 
than less, as for example at the junction of the flanges and the web. Such 
additional metal is termed a "fillet " and it serves also to reinforce the 
web at critical points. 



CHAPTER IV 
THE FABRICATION OF STRUCTURAL STEEL 

Synopsis: This outline of the shop operations of a structural company is given 
primarily for students. A more thorough knowledge gained from observation is essen- 
tial to draftsmen. 



1. In order to make working drawings intelligently, it is necessary 
that a person have a very definite conception of their purpose and of the 
use to be made of them. To those who have had no opportunity to gain 
this knowledge this chapter gives an abstract of the more important steps 
taken in preparing or "fabricating" the steel for erection. The term 
" fabrication " is interpreted to include all the shop work necessary to lay 
out, cut, punch, assemble, and rivet into complete members, the steel 
shapes _as they come from the rolling mills. In general the steel shapes 
are handled cold during' fabrication in contrast to their being heated at 
the steel mills. A member may be a single piece as a beam or an angle, 
or it may be composed of many pieces as a girder or a truss. Shop work 
is preferred to field work because of better facilities; the work at the site 
should be reduced as much as practical considering the limits in the size 
of members due to the requirements of shipment and erection. 

2. Only the more elementary points can be mentioned here,* but 
students or others who seek employment as draftsmen must make a 
careful study of shop methods. It is sufficient for the more observing 
men to make frequent trips to the shop outside of their office hours, 
cultivating the habit of learning something new at each trip even in short 
visits during the noon hour. Many men wander blindly through the 
shop day after day without tangible results. For them a limited period 

* See also Thayer's "Structural Design,'' Vol. I, D. Van Nostrand Co., New York; 
Merriman and Jacoby's "Roofs and Bridges," Vol. Ill, John Wiley and Sons, Inc., 
New York; or Well's " Steel Bridge Designing," The McGraw-Hill Book Co. Inc., 
New York. 



of shop work or field work in the capacity of timekeeper may prove 
beneficial. 

3. Shop methods are to a certain extent dependent upon the size of the 
company, its equipment, and the nature of its output. In general most 
of the drawings are first used in the templet shop and then in the struc- 
tural shop. In some cases, such as simple beam work, the measurements 
may be laid out in the structural shop directly. Drawings for special 
work, such as eye bars, castings, rollers and pins, and forgings, are sent 
directly to the eye-bar shop, to the pattern shop and foundry, to the 
machine shop, or to the forge shop. Some companies are not equipped 
to handle all of this work but have it done elsewhere when occasion arises. 

4. The plant layout should be such that the material may pass from 
the receiving or stock yard to the shipping yard through the different 
operations with the least movement. The different machines should be 
arranged so that the material may pass from one to the other in logical 
order without interference. The material is handled by overhead travel- 
ing cranes, jib cranes, gantry cranes, small hoists, derricks, or small 
trucks or cars on narrow-gage or standard-gage tracks. 

5. In the templet shop ''templets " are made for the component parts 
of almost all plate and angle work and for some I-beams and channels. 
The templets are wooden strips or skeleton frames made of strips, upon 
which are shown the location of all holes and cuts. They are usually 
made from |" or |" planed pine boards. Templets for angles are made 
of one or two strips. (See Fig. 28 (o) and (6).) The single strip may or 
may not be the same width as the corresponding angle leg, but transverse 
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distances must be measured from the edge of the strip which will be 
placed at the vertex of the angle. The positions of all holes for shop or 
field rivets are carefully laid out on the templet and holes |" in diameter 
are bored in the wood through which the centers are indicated on the 
steel by means of a "center punch." When holes are to be punched in 
both legs of an angle one strip may be used for both or the templet may 
be made of two strips fastened together at right angles to fit over the 
steel angle. Distances are measured from the inner vertex to correspond 
to distances on the angle which are measured from the outer vertex. 
One strip must be full length but the other may be made of one or more 
short pieces instead of full length if the number of holes is small. When 
angles are made in pairs, i.e., rights and lefts (page 81 : 2) as stiffening 
angles or flange angles, a T-shaped templet is made. See Fig. 28 (c). 

^ One-half is used for one 

Uu^^u'u,,^ ^ |M^^^ angle and the other half 
for the other angle, the 
holes in the stem serving 
for one leg of each angle. 
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Fig. 28. Templets for Angles. 



For small plates full sized 
templets are used, but 
for large plates rigid frames are made from strips of wood in order to 
save lumber and to facilitate handling. Parallel strips may be used 
for the holes along the edges of a plate, cross strips being inserted 
wherever intermediate holes are required. Sufficient diagonals are 
added to prevent distortion. For small connection or "gusset " plates 
templets are often made of cardboard. This is more easily cut and 
punched than wood and it is sufficiently durable to be used many 
times. For I-beams and channels several types of templets may be 
used. For the flanges strip templets may be used if the number of 
similar pieces justifies their use; otherwise the holes are laid out di- 
rectly on the steel. The holes in the web may be (1) laid out on the steel, 
(2) laid out on full length templets, or (3) laid out in groups on separate 
templets which are located by direct measurement. The third scheme is 
well adapted to the use of standard connections, for the group templets 
may be used repeatedly for different contracts. In order to economize 
lumber and to reduce the number of templets to be handled and stored, 



one templet may often be made for pieces which are not identical. The 
pieces must be similar even though of different length, and most of the 
holes must be in the same relative position although not all of the holes 
need be punched in every piece. Special marks and notes are painted on 
the templets to indicate which cuts and which holes are to be used for 
each piece. The contract number, the drawing number, the size of the 
holes, the identification mark, and the number of pieces required, are 
painted on each templet. Since the detailed dimensions of a working 
drawing are used chiefly by templet makers, the draftsmen should pay 
particular attention to their needs. 

1. The Stock Yard. — As the steel arrives from the rolling mill it is 
unloaded in the receiving yard or stock yard by overhead cranes. Usu- 
ally enough material of different shapes is kept in the stock yard for the 
details and other parts which cannot be included in the original mill 
orders. Material required on account of changes or additions to a struc- 
ture may often be provided in this way without delay. Most of the 
material for each contract is ordered specially for that contract and it is 
held in the receiving yard until required. Since much of the material is 
ordered in multiple lengths, particularly plates and angles, it must be cut 
to dimension. This is usually done in the receiving yard or in the re- 
ceiving end of the structural shop from the "shop bills " upon which the 
required material is summarized. Plates and angles are cut cold by 
shearing, each by a single stroke. The plate shear has one fixed hori- 
zontal blade and one movable blade which moves in a vertical plane. 
One end of the movable blade is slightly lower than the other so as to 
cut the plate gradually instead of the whole width at once. The cutting 
edge of the upper blade is placed so it will just clear the cutting edge of 
the lower blade much as the two blades of ordinary scissors are arranged. 
Angle shears cut both legs at once, one leg being placed against a hori- 
zontal cutting edge and the other against a vertical one. A single knife 
with two cutting edges moves diagonally past these two. Diagonal cuts 
on plates and angles may be made by running in the material obliquely 
or by rotating the shears horizontally. I-beams and channels are usually 
ordered from the mill in the desired lengths because the flanges prevent 
them from being cut as simply as plates and angles. Special beam shears 
are made which cut first one flange and then the other but nearly an inch 
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of material is wasted at each cut. Circular " cold saws " are also used 
for sawing beams, especially the heavier ones and those with diagonal 
cuts. The oxy-acetylene flame is sometimes used when shears cannot 
be used advantageously. 

1. Some of the material becomes bent during shipment, par- 
ticularly the plates. Before they can be used in the shop they must 
be straightened by being passed between a series of straightening 
rolls. 

2. The first step in the fabrication of riveted work after the material 
is cut to length is the " la3rtng out." This includes the marking of the 
steel from the templets when templets are used, and also the laying out 
on the steel directly from the drawings when templets are not used. The 
wooden templets are clamped in the proper position on the steel and all 
notches and special cuts are marked with a piece of soapstone. The 
centers of holes are indicated by small dents in the steel. These dents 
are made by placing a "center punch" through the i" holes of the 
templets and striking the top of it with a hammer. The center punch is 
slightly smaller than the hole in the wood so that it can be centered 
easily, and a short sharp point protrudes from the end for making the 
dent. The soapstone marks which indicate the cuts are made more 
permanent by a series of center punch marks. White paint is used to call 
attention to the presence of all marks which might otherwise be over- 
looked. The contract number, the identification mark, the sheet number 
of the corresponding drawing, and the size of the holes are also painted 
on the steel, the first two being painted on at the mill or in the yard 
where the material is cut to length. 

3. Coping. — Comers of plates and angles may be cut off by the 
shears already described. Notches may be cut with special "blocking 
out " punches or by punching a series of circular holes and then smooth- 
ing the rough edges with a pneumatic chisel. Reentrant angles in plates 
should be avoided for they are difficult and expensive to make. I-beams 
and channels are coped and notched in a special coping machine or by 
means of an oxy-acetylene flame. A beam is "coped " at the end to 
clear the flange of a beam to which it connects. First the flange is 
blocked out and then the web is cut. Coping requires two or three 
strokes; some machines block out only one side of the flange of an I-beam 



at a stroke while others cut both sides. The flanges may be blocked out 
on one side only if desired. 

4. Other preliminary operations may be required in shaping the com- 
ponent parts of a member before they can be assembled. For example, 
the ends of "stiffening angles " which are to be placed against the inner 
faces of other angles must be rounded to allow for the curved fillets of the 
second angles (page 96 : 1). This may be effected (1) by grinding, (2) by 
planing, or (3) by chamfering with rotating cutters. When a stiffening 
angle is "crimped " or offset for one leg of the angle against which it is 
to rest, as shown in section BB, Fig. 102, it must be taken to the forge shop 
and bent while hot. Plates or other shapes occasionally have to be planed 
on the edges, and some plates must be planed on one side to insure a 
uniform bearing surface. A small cutting tool is made to pass across the 
surface repeatedly thus cutting a series of thin narrow strips until the 
desired depth or area is planed. 

5. Punching. — Holes may be punched, drilled, or bored. Rivet 
holes are usually punched to the desired size by "punches." The shape 
of the punch and the corresponding die is shown in Fig. 29. 
The punch housing is stationary; the steel to be punched is 
moved with the aid of a small hoist until the dent which in- 
dicates the location of a hole is directly below the small 
projection on the punch shown in the figure; the punch is 
then released and it passes through the metal. Most holes 
"are single punched," i.e., punched one at a time, but the 
larger plants are equipped with some form of multiple 
punch, in which any or all of the punches can be released 
at once. For example, multiple punches are used for punching groups 
of holes for standard connections in beams, and also for punching 
the holes in web plates and cover plates. In conjunction with the 
latter a spacing rack is sometimes used which can be set and used in 
advancing the plate to correspond to the desired rivet spacing. Special 
racks are sometimes used in conjunction with an ordinary punch for 
duplicating connection plates. The holes are first laid out on one plate 
and punched, then this plate is clamped in the rack under an indicator. 
A blank plate of the same form is clamped in the rack in such a position 
that the punch is in the same relative position as the indicator of the first 




Fig. 29. 
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plate. The rack is moved until the indicator falls into a hole, then the 
punch is released and a corresponding hole is made in the second plate. 
Obviously no benefit is derived from a multiple punch unless it can be 
used many times with each setting. 

1. Drilling. — Rivet holes are also drilled. In some of the highest 
class of work drilled holes are specified for they may be made true cylin- 
ders, accurately centered, with less damage to the surrounding metal 
than punched holes. Holes for important field connections are often 
drilled in both connecting parts through the same metal templet so that 
they will match exactly. Sometimes connecting members are held to- 
gether in the proper relative position and the holes are then drilled 
through both members at once to insure a perfect connection. Holes 
are also drilled in metal which is too thick to be punched. In general 
holes may be punched in metal as thick as the diameter of the punch, but 
it is difficult to prevent the punches from bending when the metal is 
thicker. Many specifications state that no holes shall be punched in 
metal thicker than f ". Fixed drill presses are used for small pieces such 
as base plates which are moved into position under the drills. Radial 
drills may be moved radially in an arm which can be swung about a 
vertical axis. Gang drills are used in some plants for drilling a large 
number of holes in heavy members; these are groups of radial drills 
mounted in a gantry frame which passes over the material to be drilled. 

2. Sub-punching. — Since holes in connecting parts are not always in 
perfect alignment, and since drilled holes are much more expensive, the 
holes in first class work are often sub-punched and reamed. The holes 
in each component part are punched about J" smaller than the desired 
diameter, then after the parts are assembled pneumatic reamers are used 
to ream out the holes to the proper size. 

3. Assembling. — After the component parts of a member are ready 
they are assembled by "fitters" and held in position by shop bolts. 
These bolts are usually longer than necessary, enough washers being 
used under the nuts to save time in tightening them. At least two bolts 
are used in each piece to keep it from twisting. 

4. Riveting, — The assembled members are next taken to the riveters 
who drive the red hot "shop rivets." These rivets may be driven (1) by 
fixed hydraulic or compressed air riveters, (2) by movable compressed air 



riveters or "riveting bulls" such as shown in Fig. 30 (a), (3) by pneumatic 
hammers shown in Fig. 30 (b), or (4) by sledges. Each rivet is made with 

one head; the other head is formed 
after the rivet is put into position. 
The diameter of the hole is made 
about tV" larger than the diameter 
of the shank of the rivet, so that 
the rivet can be inserted more easily; 
when a rivet is properly "driven" 
the new head should be well formed 
and centered and the shank should 
be "upset" to fill the hole. The 
rivets driven by machine are worth 
more than those driven by hammer 
because the enormous pressure 
(sometimes 100 tons) is suflacient 
not only to form good heads and to 
upset the shanks completely, but to 
bring and hold the component parts 
in perfect contact while the rivets 
are being set. Some " fixed " riveters 
can be raised or lowered to drive 
rivets in girders and similar mem- 
bers at different elevations as the members are moved along. Perhaps 
the majority of rivets are driven by movable riveters, either the member 




Fig. 30(a). Riveting Machine. 

{Courtesy of the Vulcan Engineering 

Sales Company.) 




Fig. 30 (b). Pneumatic Hammer. 
(.Courtesy of the Chicago Pneumatic Tool Company.) 

or the riveter being moved as is most convenient. Air hammers or 
sledges are used for driving rivets which are inacessible to the other 
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forms of riveters. When hammers are used, the rivets are held in place 
by "dolly bars" either of pneumatic type or simply bent rods with cup- 
shaped ends to fit the rivet heads. Countersunk and flattened rivets 
are driven by the same methods by substituting flat dies for those which 
form the "button heads " of the ordinary rivets. Holes for countersunk 
rivets are reamed by special reaming tools placed in the drill presses 
or in the pneumatic reamers. Projecting portions of countersunk rivet 
heads may be chipped off, if necessary, by means of a cutting tool or 
chisel placed in the pneumatic hammer. 

1. Milling. — The ends of members which are expected to transmit 
stress by direct bearing must be "planed," "faced," or "milled." This 
is done by means of a " milling machine " or "rotary planer " which has 
numerous cutters arranged near the edge of a circular cutting head. As 
the head slowly rotates it advances across the end of the member. Un- 
like the teeth of a saw, the cutters are set in the plane face of the head 
toward the member to be cut instead of in the periphery, and it is im- 
portant that they project equal distances from the face. The member is 
clamped in front of the planer and the latter can be turned horizontally 
to cut the member at the proper angle. Milling machines are often used 
in pairs so that both ends of a member may be faced at once. 

2. Boring. — Holes for the pins of pin-connected structures are bored 
by large boring machines. These are often arranged in pairs so that the 
holes at each end may be bored simultaneously at the proper distance 
apart. The holes are usually roughed out by punching either a large 
hole or a series of small ones, so that the shaft which holds the cutter may 
pass through. The cutter of the boring machine then enlarges the hole 
to the proper size. 

3. Inspection. — Each member is inspected when the shop work is 
completed. The inspector checks the important measurements and the 
field connectiens. He makes sure that every connection is provided for, 
and in general that the member is complete and properly made. He 
tests the rivets with a hammer and rejects any loose ones. 

4. Painting. — One or more coats of paint or oil are applied to each 
member before it is shipped. Surfaces whieh are inaccessible for paint- 
ing after the member is completed are given one coat of paint before the 
parts are assembled. 



5. Shipping. — Most members are first shipped by rail on open cars. 
They are loaded to the best advantage, the larger members being sepa- 
rated by wooden blocks to prevent damage during shipment. Long 
girders and chords may extend over two or three flat cars but they must 
be so mounted that they will not interfere with the passage of the train 
around curves. Many of the smaller loose pieces are bolted to larger 
members for shipment in accordance with notes on the drawings; others 
are wired together or boxed. 

6. Other operations are required to supplement those just described. 
Some plants are fully equipped while others have much of the miscellane- 
ous work done elsewhere. Among the most important departments may 
be mentioned the machine shop, the forge shop, the foundry, the pattern 
shop, the eye-bar shop, and the bolt, nut, and rivet shop. The machine 
shop provides for repairs and shop maintenance as well as for the special 
machine work required in the structures made for the customers. Here 
the various tools are sharpened and kept in good condition, and often 
some tools are made. Pins, rollers, and turned bolts are made in the 
machine shop, bed plates are planed, and castings are drilled and finished 
there. In the forge shop angles and other shapes are bent, rods are upset 
at the ends to neutralize the effect of thread cutting so that the full cross 
section of the rods will be developed, and loop rods, clevises, turnbuckles, 
etc., are made. In the foundry all steel and iron castings are made, as 
for example, column bases, bridge pedestals, and beveled washers. Pat- 
terns are used in making sand molds into which the molten iron or steel 
is poured. Patterns are made in a pattern shop by pattern makers not 
by templet makers for they require an entirely different class of work- 
manship. Patterns are models of the finished castings, made carefully 
to scale. They are made larger than the castings by the use of "shrink- 
age scales " to allow for the shrinking of the metal while cooling. In the 
eye-bar shop the ends of eye bars are upset in large hydraulic presses 
which form the heads. The pin holes are then punched and later bored ■ 
to the proper size. The bars are then annealed, i.e., heated and allowed 
to cool slowly in order to restore the uniform properties of the steel before 
the ends were heated and upset. Rivets and bolts are made from heated 
rods in special rivet and bolt upsetting machines. Nuts are punched 
from flat bars. After the bolts and nuts are cool they are threaded. The 
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separate departments mentioned in this paragraph are referred to as 
"shops" but they do not necessarily require separate buildings. For 
example, the pattern shop and the templet shop may be under one roof 
and the eye bars and the rivets and bolts may be made in the forge 
shop. It will be noted that similar operations are carried on in different 



departments, but. this is a matter of plant economy. For instance, 
it is cheaper to maintain milUng machines and boring machines in the 
main structural shop or in the eye-bar shop as well as in the machine 
shop than it is to carry all of the heavy members to the machine shop 
for milling. 
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CHAPTER V 

STRUCTURAL DRAWINGS — THE DRAWING 

Synopsis: In the first chapters of this Part II are given the fundamental principles 
of drawing. In this chapter are discussed the projection, the arrangement and the 
selection of views, the working units, and the scale. 



1. A Structural Drawing is a working drawing for steel construction, 
and it should fully represent one or more members of a bridge, a building, 
or other similar structure. It is made primarily for use in the templet 
shop and the structural shop, and it should not only give all the informa- 
tion necessary for the construction of the members in the shop, but also 
provide for their proper connection to other members in the field. Each 
member is composed either of a single piece of structural steel or a com- 
bination of the common rolled steel shapes, and for this reason many 
methods are necessarily used which are peculiar to this form of drawing — 
methods that are somewhat different from those used in other kinds of 
working drawings. It is essential that structural drawings be made and 
checked carefully, for the cost of replacing ruined pieces is great, and the 
resulting delay is expensive. 

2. A structural drawing may be subdivided into the following ele- 
ments, which will be discussed in separate chapters: 

The Drawing 

The Conventional Methods of Representation 

The Conventional Methods of Billing . 

The Dimensions 

The Notes, the Title, and the Border. 



THE DRAWING 

3. Projection. — Working drawings are drawn in orthographic pro- 
jection, and the third angle of projection is used. At times a knowledge 
of isometric, oblique, and cabinet projections, and of perspective drawing 
is of benefit to the draftsman, although usually not essential. In ortho- 
graphic projection, a "view " is not a true view as in perspective drawing, 
but it represents the projection, by parallel lines, of one face and the pro- 
jecting parts of a member upon either a horizontal or a vertical plane. 
A view which is projected upon a horizontal plane is termed a plan, while 
a view projected upon a vertical plane is termed an elevation. These 
terms are commonly used in erection diagrams, "show drawings," and 
design sheets, where the structure is treated as a whole, but they are not 
often applied to working drawings in which individual members are 
considered. 

4. The proper views of any member should be selected to represent 
that member to the best advantage. Two or more views are usually 
necessary, but no more views should be drawn than those required to 
show clearly the arrangement of the different pieces of which the member 
is composed, together with all the necessary dimensions. Much time 
and space may be wasted by drawing unnecessary views. The usual 
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TOP VIEW 




END 
VIEW 



BOTTOM SECTION 

Fig. 34. Arrangement of Views. 



views employed are: — the front view or front elevation, the top view, 
the bottom section, and the end views. A rear view becomes necessary 
in some cases, and frequently one or more sectional views. 

1. All views must bear a proper relation to one another as in Mechani- 
cal Drawing; see Fig. 34. The top view must be placed directly above 
the front view, and an end view opposite the front view near the end it 

represents. It is cus- 
I r^^ tomary in making struc- 

tural drawings to replace 
the bottom view by a 
bottom sectional view 
placed directly below the 
front view, but drawn as 
seen from above. The 
section plane is assumed 
to be passed just above the bottom details which are to be shown, in such 
a manner that comparatively few parts are cut. See page 37 : 2. 

The reason for substituting a bottom section for a bottom view is to obtain a better 
correlation between it and the top view, so that it will be more apparent whether a 
connection on one side of the top flange and a connection on the bottom flange are on 
the same or the opposite sides of the member. , 

A sectional view, other than the bottom section, may be placed any- 
where on the sheet, provided the position of the section is clearly indi- 
cated. It is the usual practice, however, to place the sectional view 
either at the end of the member, adjacent to or in place of an end view, 
or else in a break in the member, preferably in the main or front view at 
the point where the section is taken. In any case the sectional view must 
be drawn as seen looking toward the parts which are to be shown. 

2. The distances between the different views of a member are not 
necessarily equal, but they are made just great enough to provide ample 
room for dimension lines, explanatory notes, and other lettering which 
must be put on the sheet. Provision should be made also for any pro- 
jecting parts, such as gusset plates, base plates, or connection angles. 

3. The Position on the Sheet. — Most members are shown on the 
drawing separately, but in some classes of work, as for example truss 
work, it is convenient to draw several members together, even though 



they are to be shipped separately, in order to show their relation to each 
other and to save the dupUcation of details. (See Fig. 122.) As far as 
practicable it is well to draw horizontal members horizontally on the 
sheet, i.e., lengthwise, and to draw vertical members vertically, i.e., 
from the lower to the upper edges of the sheet. Long columns, or other 
vertical members which would appear too crowded in this position may 
be drawn lengthwise of the sheet. Inclined members may be drawn 
horizontally in order to economize space, unless it is desired to show their 
relation to other members. It is desirable to draw each member in such 
a position that the plans and the diagrams can be used to the best ad- 
vantage, without turning them needlessly. 

4. Parts Shown. — Only the pieces which are to be shipped with a 
member should be shown on the detail drawing of that member, although 
in unusual or complicated work part of a connecting member may be 
shown in outline, by the use of dotted lines or lines of red ink (page 
36 : 2). This should be done for the benefit of other draftsmen or of 
the erector, only to make more clear a connection which might otherwise 
be obscure or difficult to understand from the drawing — never if con- 
fusion is hkely to result in the shop. In drawing any view of a member 
it is unnecessary to show all the parts, such as connection angles or plates 
or rivet heads, which project from faces other than the principal one 
shown, merely for the sake of completeness; as a rule the drawing is 
thereby complicated, and valuable time is wasted. They should be 
shown, however, if the drawing is made more clear, or if an extra view 
may be dispensed with by so doing. 

5. If a member is practically symmetrical about its center line, it is 
necessary to show only one-half of the member with a note to the effect 
that it is "Symmetrical about the center line," or "Symmetrical about 
the center line except as shown or noted," or that "The other half is 
exactly like the half shown." It is customary to show the left end 
of the member. See page 86 : 5. By this method much excessive 
duplication may be avoided. Simple members are usually shown 
completely. 

6. The usual working units in structural work are feet and inches and 
fractions of inches expressed to the nearest sixteenth. Since many of the 
tapes used in the shop are subdivided to eighths only, it is more con- 
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venient for all concerned to use multiples of I", or preferably {", when- 
ever practicable, it being understood that each dimension is correct to 
within ^V') i-e., expressed to the nearest 16th. In a few instances it may 
become necessary to employ dimensions in 32nds, where dimensions are 
subdivided, or in 64ths, or in lOOths, for the sizes of pin holes. 

1. In order to obtain the best arrangement and appearance of a draw- 
ing, a preliminary freehand sketch of each member should be drawn on 
a separate sheet. This sketch should show the number and the arrange- 
ment of the views, the main dimensions, the number of dimension lines, 
and the position of the principal connections. The sketch need not be 
elaborate, but it should enable the draftsman to choose the best scale, to 
determine the distance between the different views, to plan the types of 
connections to use, and to report any missing information so that it may 
be supplied with the least possible delay. It will usually be found that 
the preparation of this sketch will actually save more time than is con- 
sumed in its preparation, and in addition the work will be arranged more 
advantageously. 

2. Although structural drawings are for the most part drawn approxi- 
mately to scale, it is unnecessary and undesirable to employ the same 
degree of accuracy used in map work; one is never permitted to scale a 
drawing to obtain a dimension, but is required to use the figured dimen- 
sions only. Time should not be wasted, therefore, in too accurate 
plotting, but greater stress should be laid upon giving the dimensions 
correctly. The more complicated drawings are drawn to a definite scale 
to avoid crowding, and to simplify the addition of other connections. In 
simple drawings, however, only the details are scaled, and the lengths 
between details are shortened to save space. Beams are usually drawn 
upon printed forms which determine the outline regardless of the actual 
dimensions required (page 83 : 4). The details may be drawn to 
approximately the same scale as the depth of the beam, and the distances 
between details estimated roughly proportional to the length. In 
columns or other long members it is sometimes convenient to use one 
scale for the details and a smaller scale for the distances between details, 
although these distances may frequently be estimated. Small distances, 
such as the thicknesses of angles or plates, are often exaggerated on small 
scale drawings to prevent the lines from running together. After a little 



experience the draftsman will be able to estimate small unimportant 
distances without the scale. 

3. The Scale. — Structural draftsmen use Architects' scales for the 
most part, although they have more or less use for Engineers' (decimal) 
scales also. The adoption of the best scale for the drawing of a large 
member depends upon the size of the piece, the size of the sheet, the 
number of the views, and the number of the dimension lines required. 
In some cases it becomes necessary to use more than one sheet to show a 
member properly. It is seldom practical to use less than §" = 1' except 
for plans and diagrams. The scale most used is f " = 1', but on small or 
complicated drawings the draftsmen often prefer to use 1" = 1'. The 
scales IJ" = 1' and 3" = 1' are used only for enlarged details or layouts. 

Either flat or triangular scales of different lengths and with different graduations 
may be obtained. Scales one foot long are most used. Triangular ones have all the 
required scales on one piece, but some draftsmen prefer several flat scales instead. 
A scale guard should be used with a triangular scale to prevent mixing different scales 
on one drawing. 

The scales are graduated in such a manner that dimensions may be plotted directly 
without conversion. The main numbered divisions of any of the scales represent feet, 
and the end foot is subdivided into inches and fractions of inches. Note that the zero 
mark for both the feet and the inches is at the end of this first foot instead of at the end 
of the scale. Dimensions less than one foot may be plotted to a given scale by means 
of the graduated end foot much as they would be laid off full size with an ordinary 
foot-rule. Dimensions over one foot may be plotted at one setting of the scale, pro- 
vided the scale is long enough, by placing the proper foot-mark at a given point and 
by plotting the other point opposite the proper fraction of an inch. For example, to 
plot 4'-5i" to a scale of |" = 1' select the proper edge of the scale graduated to 
I" = 1' and place the number 4 (4 ft. from the zero mark) at one end of the required 
distance and plot the other end 5j one-inch divisions beyond the zero mark (i.e., 6^" 
from the end of the scale). Fractions smaller than those represented by the smallest 
subdivisions may be interpolated. 

4. The Size of the Drawings. — Most structural companies have 
adopted sheets of standard size for their drawings, and with few ex- 
ceptions all drawings are made to conform to these sizes. The size of 
sheet most used for principal details and for diagrams is 24" X 36". 
Beams, castings, forge work, bills, and miscellaneous lists are made on 
smaller forms which vary in size with the different companies. Some 
companies have one or more intermediate sizes. For student use, "Nor- 
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mal " drawing paper (15" X 22") is well adapted to most work, the 
sheets of separate-leaf note books being used for smaller drawings, and 
"Double Elephant" (27" X 40"), or one-half of "Double Elephant" 
(cut to 20" X 27"), for larger drawings. For beam work and billing, 
small "Drafting Forms"* (8" X lOf") have been prepared by the 
author to correspond to similar sheets in use in the drafting rooms of 
structural companies. The uses of these forms are illustrated in Chap- 
ters XVII, XXIV, and XXVII, pages 83, 146, and 167. 

1. Drawings are made either on paper and then traced, or else on 
tracing cloth directly. The beginner should draw on paper first and then 
trace his work. Many experienced draftsmen make complete pencil 
drawings and then have them traced by "tracers " whose time is less 
valuable. The most satisfactory method for an experienced draftsman 
is to make the drawing directly on the cloth. He is thus enabled to 
draw many of the lines in ink without preliminary pencil lines, and con- 
sequently much time is saved. Other lines may be penciled on the cloth 
and later inked. See Chapter XII, page 65. 

2. Black waterproof India ink is used for structural drawings almost 
invariably. Colored inks are seldom used. Formerly the dimension 
lines were made with red ink, but nearly all the structural companies 
have changed to the use of black, because the red lines do not show dis- 
tinctly on the blueprints. Since the shopmen work from prints entirely, 
and use only the given dimensions without scaling, it is important that 
the dimension lines be clearly defined. Red ink is occasionally adopted 
to indicate parts of other niembers which are to connect to the one being 
drawn, in case the detail is complicated or unusual (page 34 : 4). The 
red ink is easily seen on the tracings by the draftsmen who are chiefly 
interested in it, and the lines may be faintly discerned on the prints by the 
erector without causing any confusion to the shopmen. However, red ink 
can be erased only with diflBculty and some red inks are liable to spread after 
the drawings are filed in cold vaults; the use of red ink should be hmited. 

3. The best results in drafting may be obtained by adopting some 
systematic method of procedure. This not only saves time, but also 
minimizes the chance of making mistakes, or of overlooking connections. 
Each draftsman may adopt his own method, and different classes of 

* Published by John Wiley and Sons, Inc., New York. 



drawings may require different steps, but the following order of pro- 
cedure will form a guide to the student when making a pencil drawing. 
Similar suggestions may be found for tracing (page 59 : 9), and for 
drawing directly on cloth (page 66 : 4). 

1st. Make a rough sketch of the member on a separate paper, indicat- 
ing the position of each connection, thus determining the number 
of views and the number of dimension lines. It is well to deter- 
mine the main dimensions also before starting the final drawing. 

2nd. Outline the principal view first, and draw the corresponding 
dimension lines. 

3rd. Outline the other views and draw the dimension lines. If 
preferred, the principal view may be completed first. 

4th. Write on the main dimensions. 

5th. Draw the details in the order of importance, beginning with the 
connections to the supports, if any. Put on each dimension as 
soon as determined, indicate the rivets and the holes, bill all the 
material, and add the necessary notes before proceeding to the 
next connection. 

The draftsman should constantly imagine himself in the place of the men 
in the shop in order to determine what information is needed on a drawing 
and how this information can be arranged to be of the greatest service. He 
should improve every opportunity to watch the shopmen at work, and to 
become famiUar with their methods. He should attempt to build up the 
drawing of a member in much the same order in which the member itself 
is built up in the shop, and he should never submit a drawing to be checked 
until he is satisfied that the members can be constructed as intended. 

6th. Complete the dimensions between the connections, spacing the 

necessary rivets or lattice bars. 

Note the sizes of the rivets and the holes. 

Make the title, and add any general notes which may be required. 
4. A draftsman should always check his own work as he goes along. 
He should thus be able to detect any blunders in time to correct them 
before a large amount of dependent work has been wasted. He can often 
save more time than he consumes in applying his checks, and in addition 
he is able to submit to the checker drawings which are comparatively 
free from mistakes — a point very much in his favor. See page 180 : 1. 



7th. 
8th. 



CHAPTER VI 



STRUCTURAL DRAWINGS — THE CONVENTIONAL METHODS 
OF REPRESENTATION 

Synopsis: In Structural Drawings the objects are not always represented in exact 
accordance with the principles of orthographic projection; certain lines are omitted 
for the sake of simplicity, especially those which represent curved surfaces. Such 
omissions, and the conventional methods of representing the common structural 
shapes, are explained in this chapter. 



1. The lines of a drawing are usually made of two widths; see Fig. 37. 
The dimension lines, the rivet lines, the projection lines, the working 
lines, and the cross-section lines are full black lines made as fine as prac- 
ticable, but not so fine 
as to appear ragged on 
the tracing or on the 
blueprint. The lines 
which represent the com- 
ponent parts of the mem- 
ber itself are black lines 
made heavy enough to 
show a contrast with the 
finer lines noted above. 



-Dimension LlneBg etc, 
^Detail Lines - vMble 
^Detail Lines- Invisible 
—Center Lines 

Section Planes -small 



Fig. 37. The Lines of a Drawing. 



S ) Section Planes- large 
iBardej' Lines- 



The lines which represent visible edges are made full, and those which 
represent invisible edges are made dashed. The dashes should be 
about one-eighth inch long, drawn as close together as practical, but 
with sufficient space between them so that on blueprints the lines are 
clearly dashed lines and not full lines. In short lines, or in the lines of 
small-scale drawings, the dashes may be shorter, and conversely may 
be lengthened in very long lines, particularly in drawings which are 
made to a large scale. The appearance of a drawing is greatly im- 
proved if large or uneven spaces between the dashes are avoided. 



Where hnes are close together, the dashed lines may be made slightly 
narrower than the full lines. Dashed lines are liable to be wider than full 
lines unless the setting of the pen is changed. Center lines are fine black 
lines, similar to dimension hnes except that they are made of dots and 
dashes alternating. Lines which indicate where sections are taken, are 
made of dashes with two dots between. These may be made either fine 
or coarse, depending upon which will show the most contrast with the 
surrounding lines. They may be continuous, or portions of them may 
be omitted to avoid confusion with other lines. Arrows should be placed 
at the ends of these lines to show which part of a cut member is represented 
in the corresponding sectional view. These lines which indicate a section 
should be lettered to correspond to the sectional view. Where space 
permits, circles may be placed at the ends of the lines with the letters 
inscribed ; otherwise the letters may be placed at the ends of the arrows. 
See Fig. 37. For the use of lines wider than the main lines of the draw- 
ing, see pages 37 : 2, and 54 : 7. For the method of inking wide lines 
see page 59 : 3. Dotted lines should be reserved for indicating compli- 
cated connections (page 34 : 4). 

2. Sectional views (page 34:1) are usually "cross hatched" or 
"section lined " so that they may be distinguished from other views. 
Only the parts which are cut by the section plane (page 34 : 1) should 
be section lined, and the position of this section plane should be selected 
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to illustrate the conditions to the best advantage. It is usually best to 
cut only continuous material so that the details will stand out more 
clearly. The cross-section lines are fine black lines (see above) drawn at 
uniform distances apart, inclined 45° with the principal edges of the 
parts cut. It is preferable to slope the section lines of adjacent compo- 
nent parts in opposite directions in order to accentuate the dividing sur- 
faces. The webs of I-beams and channels which are cut by section planes 
are usually made solid black for simplicity instead of section lined; 
similarly web plates are sometimes made solid, as in the bottom sectional 
views of plate girders. 

There are many devices on the market to aid the draftsman in spacing the section 
hnes uniformly, but with a little experience one can produce results which are quite 
satisfactory for this class of work with simply a T-square and a, triangle. If desired, 
the advance of the triangle can be made more uniform by means of a small strip of 
wood cut slightly smaller than the opening in the triangle. By alternately holding and 
sliding the wood and the triangle the latter may be advanced in accordance with the 
amount of clearance allowed. 

1. Breaks. — When part of a view is omitted the broken ends should 
be made so that they may be clearly distinguished from the actual ends. 
An irregular freehand line may be drawn to represent an imaginary cut 
across the member, but care should be taken not to draw such a line 
across a space between component parts where nothing is cut. These 
irregular lines may be omitted if the limits of each view stand out clearly 
from the dimension lines and from the other views. When a member is 
symmetrical about its center line and only one haK is detailed, the main 
lines of the drawing should not be stopped abruptly at the center line 
but should be extended short distances beyond; in this way one can tell 
at a glance whether one half or the whole of the member is shown. Typi- 
cal breaks are shown in Figs. 102, 122, 127, and 143. 



Fig. 38 (a). 



J 



Occasionally it may be desirable to indicate the true 



shape of a simple piece at the break in order to dis- 
pense with an additional view. This method is illustrated by Fig. 38 (a), in 
which the piece is considered to be cut by a plane at 45°. This method is 
not recommended for structural drawings although it is sometimes used. 
2. Curved surfaces may be indicated by shade lines if it is deemed 
advisable in order to illucidate the drawing (Fig. 40 (d)), but usually this is 



unnecessarj'. Some of the surfaces of the common structural shapes are 
connected by "fiUets" with curved surfaces (page 26 : 1), but it is 
customary to omit these curves from most drawings. Should it become 
necessary to show the actual forms, the dimensions given in Fig. 25 (b) may 
be used. 

3. For the most part a conventional representation is shown for each 
commercial shape of structural steel whether drawn separately or in 
combination with other shapes. This results in a considerable saving of 
time and hence of money. The main dimensions are usually scaled, but 
an experienced draftsman may estimate the spaces between some of the 
hnes, as, for example, those which represent the thickness of metal. As 
a guide to the student, suggestions are here given to enable him to show 
each shape in the conventional manner. 

4. The shapes most used in structural work are plates, angles, I-beams, 
channels, and round rods. Less frequently. Tees, Z-bars, rails, eye bars, 
and square rods are used. 

5. A plate is indicated in any view by a rectangle of the proper dimen- 
sions. The width and the length are scaled, but the thickness is usually 
estimated; the thickness is often exaggerated, if necessary, to show clearly 
whether a dimension extends to the face of the plate or to the center line. 

6. An angle is shown in its true shape in the end view (Fig. 38 (&)) ex- 
cept that the curves are omitted. (Compare Fig. 25 (6).) The front and 
the top views each have three lines 

fuft because visible 

drawn so that they bear the proper ■ '; * Zl 

relation to the lines of the end view ^^ "'"'*""' ■r- ueuany estimated 

in accordance with the usual prin- ^ l±— -^°i''Jl''J'£e^-"l°-'gi:!y^fe_____ J 
ciples of orthographic projection. 
Thus the inner line must be placed 



Fig. 38 (6). An Angle. 



near the proper outer line and be made full or dashed according to the 
position of the outstanding leg. The lengths of the legs are usually 
scaled, and also the thicknesses of heavy angles; the thickness of an 
ordinary angle may be estimated. 

7. An I-beam is shown conventionally (Fig. 39 (a)) as follows: 
End View. — The depth and the flange width are plotted to scale, the 
flanges being symmetrical about the web. The thickness of the web is 
estimated and often exaggerated if necessary to indicate clearly whether 
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a dimension extends to the face of the web or to the center Hne. The 
outside edges of each flange are made approximately of the same thick- 
ness as the web, and from the 

/Dashed because invisible . . , . ,. 

^.-^.-^j-^^----.-----.-^.-^.-=.-.---^^--.=-^^^'^ pomts thus located, sloping hnes 




,,Approiilmately ijt 



Thickness "t" estimated 



m 



Solid because cut by section plane 



are drawn until they intersect the 
web lines; all curves are omitted. 
(Compare Fig. 25 (6) .) These lines 
are drawn to a slope of 2 in 12. 



Fig. 39 (a) . An I-beam. 




Fig. 39 (6). 



The lines which represent the inner 
surfaces of the flanges of all standard 
I-beams and channels have a slope of 2 in 12. These hnes may be drawn most con- 
veniently and uniformly by means of a "beam bevel," which may be bought or easily 
made of celluloid, wood, or cardboard, in a form similar 
to that shown in Fig. 39 (6) . For occasional use a beam 
bevel may be added to a celluloid triangle either by 
cutting the bevels on the edge of the central opening, or by 
scratching one or two sloping lines, as shown in Fig. 39 (c). 
One of these lines may be placed coincident with the 
flange hne (perpendicular to the web) and then the whole 
triangle may be moved parallel to itself until the edge gives the desired slope hne. 

Front View. — Each flange of the I-beam is represented conventionally 
by two full lines spaced approximately to show the mean flange thickness. 
The distance between the outer lines of the two 
flanges is the depth of the beam to scale; each 
inner line is drawn so that, if extended, it would 
cut the sloping lines of the end view about mid- 
way between the web and the edges of the flange. 
The distance between the two lines of each flange 
is roughly one and one-half times the web 
thickness. 

Top View. — Two full lines are drawn to show 
the flange width to scale. The web is shown 




Fig. 39 (c). 



midway between these lines by two dashed (invisible) lines, the web 
thickness being estimated as before. 

Bottom Section. — This is similar to the top view except that the 
web is shown by a heavy black line equal in width to the web thickness 
(page 37: 2). 
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1. A channel is shown conventionally (Fig. 39 (d)) as follows: 

End View. — The depth and the flange width are plotted to scale. 
The thickness of the web is estimated and often exaggerated if necessary 
to indicate clearly whether a dimension extends to the back of the web 
or to the center line. The edge of each flange is made approximately of 
the same thickness as the web, and from the point thus located a sloping 
line is drawn until it intersects the inner web line; all curves are omitted. 
(Compare Fig. 25 (6).) This line is drawn to a slope of 2 in 12. (See 
note in fine print under I-beam.) 

Front View. — Each flange of the channel is represented conventionally 
by two lines spaced approximately to show the mean flange thickness. 
The distance between the outer 
lines of the two flanges is the 
depth of the channel to scale; 
each inner line is drawn so that, 
if extended, it would cut the 
sloping line of the end view 
about midway between the web 
and the edge of the flange. The 
distance between the two lines of each flange is roughly one and one-half 
times the web thickness. The inner lines of the flanges are full or 
dashed, depending upon whether the flanges are on the near side or on 
the far side of the web; this should correspond to the way the flanges 
are shown in the end view. 

Top View. — Two full lines are drawn to show the flange width to 
scale, one line showing also one face of the web; a single dashed line is 
added to show the other face of the web, the web thickness being esti- 
mated as before. It is important that the web be shown on the proper 
side of the flange to correspond to the other views. 

Bottom Section. — This is similar to the top view except that the 
web is shown by a heavy line equal in width to the web thickness 
(page 37 : 2) . The web should appear on the same side as in the top 
view. 

2. Round and square rods are represented by true views, the ends 
being shown as circles or squares, and the other views as rectangles. No 
shade lines are necessary. 



Fig. 39(d). A channel. 
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,Full because visible 



Fig. 40 (o). A Tee. 



E 



Dashed because invisible 



Full because -visible 
Dashed because invisible 



1. A Tee oi- T-iron is shown much like an angle, except that the stem 
is in the middle of the flange, and hence an additional line is required 

(Fig. 40 (a)). Note that both the 
stem and the- flange taper slightly, 
but in most drawings they may be 
represented by parallel lines. 

2. A Z-bar is shown convention- 
ally (Fig. 40 (&)) as follows: 

End View. — The depth and the flange width are scaled, but the 
thickness is estimated and often exaggerated; the thickness of the flanges 
is uniform and is equal to the web thickness. 

Front View. — • The depth is shown to scale between two fuU hnes. 
Additional lines are drawn just inside of these hnes to represent the inner 
edges of the flanges. One of these 
lines is full and the other dashed, 
because one flange is on the near 
side and the other is on the far side 
of the web; this should correspond 
to the way the flanges are shown in 
the end view. 

Top View. — The top flange is shown to scale between two full lines, 
one line showing also one face of the web; a dashed hne is added to show 
the other face of the web, the web thickness being estimated as before. 
A fourth line is drawn to show the outer edge of the bottom flange, the 
space between it and the dashed line representing the flange mdth to 

scale. The position of the full and 

|="=^— '^'^^■^-^'^-^-~-^'~~~~~'^"^'"'="~^'^^ ^ the dashed web lines should corre- 
spond to the other views. 

3. A rail is shown conventionally 
(Fig. 40 (c)) as follows: 

End View. — The head, the web, 
and the flange are drawn from the dimensions given on page 317. On 
large scale drawings these are drawn to scale, and the curves are often 
shown. Ordinarily, however, straight hnes are sufflcient, the depth, the 
width and the thickness of the head, and the width of the flange being 
sealed. 



=^ 

Vu/y because .visible 

Fig. 40 (6). A Z-bar. 



Fig. 40 (c). A Rail. 



Frord View. — The head and the flange of the rail are each shown con- 
ventionally by two hnes spaced approximately to show the mean thick- 
ness. The distance between the upper hne of the head and the lower 
hne of the flange is the depth of the rail to scale; each inner hne is drawn 
so that, if extended, it would cut the sloping lines of the end view about 
midway between the web and the outer edges of the head or of the 
flange. 

To-p View. — The widths of the head and of the flange are each shown 
by two Unes to scale. These lines are placed symmetrically about 
two dashed hnes which represent the web, the web thickness being 
estimated. 

4. An eye bar is shown in the main view to scale, from the dimensions 
given in the handbooks of the steel companies. The actual curves are 
drawn to scale. The edge and the end views appear as simple rectangles, 
although the curves are sometimes indicated 

by ILue shading, as shown in Fig. 40 (d). fc ^ I 

5. Lattice bars are usually made from ^-^ 

standard dies according to the billed size, as c=n„=s=^=====i 
explained on page 45 :2. For this reason it is Fig. 40 (d). An Eye Bar. 
unnecessary to show the bars on a drawing in 

detail. One or two bars are often shown on each sheet, being drawn 
from the dimensions given on page 315; other bars are indicated simply 
by center hnes drawn from center to center of end rivets, as shown in 
Fig. 137. Often the intermediate bars and rivets of a group may be 
omitted (compare page 41 : 1), only one or two bars being shown or 
indicated at each end of the group. Dashed hnes instead of full lines 
are sometimes used to indicate an independent system of lattice bars, as 
for example, when the bars on opposite sides of a member are shown in 
one view (Fig. 129). 

6. Shop rivets and holes for field rivets are usually indicated in the 
views where they appear as circles according to the Osborne Code, as 
shown on page 304. An open circle of the diameter of the rivet head 
indicates the shop rivet, and a circle of the diameter of the rivet hole, but 
inked sohdly, represents the field rivet. The diameter of the rivet hole 
is tV" greater than the diameter of the shank of the rivet (page 30 : 4), 
while the diameter of the head is as given on page 304. The drafts- 
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man can usually estimate the sizes of the circles closely enough when 
drawing to an ordinary scale; but he should be particular to show a con- 
trast in size between the shop and the field rivets as an added safeguard 
in case he should neglect to fill in all the field rivets. It is well to re- 
member that for a rivet of a given size the diameter sf the circle for a 
shop rivet is approximately one and one-half times as large as the diam- 
eter of the circle for a field rivet. 

After making a sample circle preparatory to di-awing a large number of rivets, the 
beginner should measure the diameter to see if it is approximately to scale; in fact, 
this test is so quickly made that an experienced draftsman can often apply it to 
advantage, particularly when drawing to a small scale. 

Other views of rivets and holes are shown only when an extra view may 
be avoided or the drawing may be made more clear thereby. In general 
the side or the sectional view of a hole for a field rivet is a rectangle filled 
in solid. A similar open rectangle represents the shank of a shop rivet 
to which are added semi-circular heads. See G20, Fig. 92. When 
shop rivets are countersunk, cross lines are drawn perpendicularly to each 
other and preferably at 45° with the rivet lines. See page 304. If 
countersunk on the near side (outside) the Unes are only outside the circle, 
and if countersunk on the far side (inside), the lines are inside. Similarly 
the lines extend outside and inside if countersunk on both sides. To 
show this distinction in field rivets, auxiliary circles must be placed out- 
side the others. Flattened rivets are indicated by Hnes which slope in 
one direction only, preferably at 45° with the rivet lines. The number 
of sloping lines shows the height of the rivet head in eighths of an inch, 
i.e., three lines for f " and two lines for \". Eivets flattened to \" would 
be useless but they may be countersunk without being chipped after they 
are driven; they will then not project more than one-eighth inch. In 
order to insure the detection of countersunk or flattened rivets, notes are 
often added to supplement the code, especially when the rivets are in un- 
usual places, as for example: "Rivets countersunk far side but not 
chipped," "Rivets countersunk and chipped both sides," or "Rivets 
flattened to \" near side." (Figs. 129 and 133.) Such notes are omit- 
ted on shoe plates and column bases, or wherever rivets are usually 
countersunk, provided they are clearly indicated. Rivets should 



never be countersunk in metal thinner than that indicated in the table 
on page 304. 

1. All holes for field rivets are usually shown, except in plate work or 
other work which requires a large number of field rivets, the position of 
which can be clearly indicated. All shop rivets should be shown in 
small connections and in all doubtful places, but some may be omitted 
when in large numbers if no ambiguity is Ukely to result. A short hne 
crossing the rivet line is often used to indicate the center of a rivet. When 
shop rivets are dimensioned in a group (page 49 : 7), the rivets at the 
ends of the group are shown, but most of the intermediate ones may be 
omitted ; it is well to indicate one space at each end of the group by means 
of a rivet or a cross line in order to emphasize the presence of intermediate 
rivets. On the pencil drawing enough rivets and holes should be shown 
to distinguish clearly between them when the tracing is made, without 
the necessity of further investigation. They may be made freehand in 
pencil, but they should be carefully made with a bow-pen or a "riveter " 
(page 60 : 3) on the finished drawing. 

2. Bolts are occasionally drawn to scale from the actual dimensions 
(page 304), but ordinarily simply the holes for the bolts are indicated 
in the same way as holes for field rivets, whether the bolts are to be in- 
serted in the shop or in the field. Shop rivets should never be shown 
where bolts are to be used. Bolts which are put in place permanently 
in the shop should be billed and noted on the drawing (page 53 : 3) . If 
necessary to differentiate between shop and field bolts, small squares may 
be drawn around the solid circles for the shop bolts as illustrated in Fig. 
140. 

3. Fillers are used to fiU the spaces between other surfaces and it is 
not usually necessary to draw any additional lines to represent them, 
since the Hnes would be coincident with Unes already drawn. When 
clearance is allowed between the edges of the fillers and adjacent edges, 
additional lines (dashed if invisible) may be drawn, although these are 
sometimes omitted if the drawing is clearer without them. Round 
washers are used as fillers where there is only a single rivet, as at stitch 
rivets (page 69 : 4). 

4. Beat Plates. — The true projections of bent plates and angles are 
usually simplified as shown in Figs. 143 and 149. The dimensions must 
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be shown accurately in the proper views, but most drawings would be 
complicated unnecessarily by an attempt to show all the edges. Often 
the drawing may be clearer and more easily interpreted if one view is 
drawn as if the plate or angle were not bent. The rivets and holes in 
inclined surfaces would appear as ellipses instead of circles (Fig. 78), 
but on account of the difficulty in making small ellipses this distinction 



is not always made on the drawing unless ambiguity would result from the 
use of circles. 

1. Other Materials. — • It is sometimes convenient to represent ma- 
terials other than steel according to standard conventions. The more 
common conventions for this class of work are shown in Fig. 42. 
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Fig. 42. Conventional Representations. 
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CHAPTER VII 

STRUCTURAL DRAWINGS — THE CONVENTIONAL METHODS 

OF BILLING 

Synopsis: In Structural Drafting the term "billing" has two meanings, viz.: (1) 
the statement on a drawing of the number and the size of the component parts of a 
member; and (2) the preparation of a list or "bill" which is a summary of all the 
material used in the construction of one or more members, as an order bill (page 162 : 1), 
or a shop bill (page 167 : 1). In this chapter are explained the conventional methods 
of billing material on the drawings. 



1. Billing. — The size or description of each component part of any 
member should be expressed or "billed " on the drawing near the prin- 
cipal view of that part. When two or more identical pieces occur 
together they may be billed together, but the number of pieces should 
indicate the number required at only one point of a single member. 
The object of billing is to show the commercial shape from which the 
part is to be cut, and the length of such shape required. The methods 
of billing must conform to the usual practice and indicate the com- 
mercial shapes in the same way that they are listed in the handbooks 
of the steel companies. The bill of material serves as the "name " of 
a piece, not only upon the drawing, the order bill, and the shop bill, but 
also upon the steel itself; it is painted upon the steel at the rolling mill 
as soon as the steel is cut to the ordered length, and it is used for iden- 
tification until the piece is placed in its final position in the structure, 
or until it is assembled with other pieces to form a member which is 
subsequently identified by means of a shipping mark (page 80 : 6). 

At the mill, the contract number as well as the bill of material is painted on the 
steel. If the material is recut in the shop to shorter lengths, the contract number and 
the revised bill are painted on each piece, along with the shipping mark and the assem- 
bling mark, if any (page 79 : 2). Similarly, the templets are marked to correspond. 
After a member is assembled and riveted it is painted before it is shipped; the con- 



tract number and the shipping mark are left uncovered or are repainted for use during 
shipment and erection. 

2. Certain abbreviations and conventional signs are used in biUing, 
as shown in the following paragraphs. The multiplication sign (X) is 
used simply to distinguish the different dimensions. It is pronounced 
"by"; thus 8 X i X 12'-0" is read "eight by one-half by twelve feet, 
no inches." Similarly, the sign (#) is used for "pounds," (#/ft.) for 
"pounds per foot" and (#/yd.) for "pounds per yard." In billing, 
the "per foot" and often the "per yard" are' omitted. The size of 
the cross section is expressed in inches in billing, even if over one foot. 
The length is the extreme distance at right angles to the other figures; 
a length of I'-O" or over is expressed in feet and inches, while a length 
less than one foot may be written in inches alone, unless it seems clearer 
to prefix the 0' thus: O'-IO". See the illustrations below. The con- 
ventional methods of billing the common structural shapes are as 
follows: — 



length 

(feet and inches) 



3. Plates: 














Number: 


PI. 


(or 


Pis.): 


width: 


thickness : 




(pieces) 








(inches) 


(inches) (fee 


Thus: 


1 PI. 8 X 


i X 10" 


, or 14 Pis. 24 X 


f X 9'-10i". 
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Note that the width is across the grain, while the length is along the 
grain. See IX-(9), page 76 : 1. If possible, plates of even ^idth, 

i.e., whole inches without fractions, should 
be chosen in order that stock "sizes may be 
used without being recut. 



Fig. 44. Usually the w-idth is the smaller dimension, but 

this may be reversed in case the longer dimension 
can be made a stock width more conveniently; or in case material may be saved by 
cutting several plates as shown in Fig. 44. 

When plates are used as fillers the Fl. or Pis. is replaced by Fill, or 
Fills. For other special abbreviations used in plate work see page 
45 : 7. For the areas and the weights of plates see page 321. 

1. Angles: 

Number: L(orLs): 'longer leg: shorter leg: thickness: length 

(pieces) (inches) (inches) (inches) (feet and inches) 

Thus: 1 L 6 X 4 X i X 7^, or 12 Ls 3 X 2^ X 1% X 10'-6". 

In the offices of some companies, the angle sign (L) is placed after 
the thickness, thus: 8-5 X 31 X f Ls-18'-3". For special abbreviations 
used for angles see page 45 : 7. For the weights and the dimensions 
of angles see page 303. 



2. 



I-beams : 








Number: 


depth: 


I (or Is): 


weight: 


(pieces) 


(inches) 




(pounds per foot) 



length 

(feet and inches) 



I 2 • 



Thus: one 12" I 31i# 18'-0", or 2-15" Is 42# 25'-7i 

In beam work the number of pieces often serves aJso as the number of 
members. If there is only one such member, the word "one" is used in 
preference to the figure "1". This obviates ambiguity between 1-S"I and 
18"I, etc., when poorly executed or indistinctly printed. The figure 1 is 
iised in billing single beams elsewhere. For the weights and the dimen- 
sions of I-beams see pages 298 and 299. 

3. Channels: 

Number: depth: l_l(orlsj): weight: length 

(pieces) (inches) (pounds per foot) (feet and inches) 

Thus: one 12" U 20|# 12'-10", or 7-8" Lsj lli# 15'-1U". 



For the method of billing single channels see preceeding paragraph. 
Note also that the channel sign (l_j) is made preferably with the web 
horizontal to diminish the UabiUty of confusion with the I-beam (I) if 
poorly made. A special interpretation is given to different ways of 
making this sign on floor plans. See page 157 : 1. For the weights 
and the dimensions of channels see pages 300 and 301. 

4. Rods: 

Number: diameter or side: °or °: rod (or rods): length 

(pieces) unches) (feet and inches) 

Thus: l-f o rod 12'-0", or 10-1"° rods ll'-Of". 

Xote that a circle (°) is used for round rods and a square (°) for 
square rods. 

5. Tees : 

Number : T (or Ts) : width of flange : length of stem: weight : length 

(pieces) (inches) (inches) (pounds per foot) (feet and inches) 

Thus: 1 T 3 X 3* X 8.6^ X 12'-11", or 3 Ts 4 X 3 X 9.3# X 13'-2". 
Xote the distinction between a 3 X 35 (3" flange) and a 3^ X3 

(3" stem), etc. 

6. Z-bars : 

Number: Z (or Zs) : depth: width of flanges: thickness: length 

(pieces) (inches) finches) vii^ches) (feet and inches) 

Thus: 1 Z 6 X 3i X t\ X S'-3i", or 4 Zs 3tV X 2| X A X 17'-0". 

7. Rails: 

Number: Rail (or Rails) ; weight: standai'd: length 

(pieces) (pounds per yard) (feet and inches) 

Thus: 1 Rail 85 #/ yd. A.S.C.E. 20'-0", or 16 Rails 100 f yd. A.R.E.A. 
33'-0". Note that the weights of rails are given in pounds per yard, 
instead of pounds per foot as in the case of other shapes; for this reason 
it is preferable to write the weight as above, although the (#/j'd.) is 
often written simply (#). The standards of the American Society of 
Civil Engineers, the American Railway Engineering Association, and 
the American Railway Association are in common use. The usual 
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lengths are 30 ft. for rails up to 60 #/yd. and 33 ft. for the heavier rails. 
For the dimensions and the properties of rails see page 317. 

1. Eye bars : 

Number : eye bar (or eye bars) : width of main bar : thickness : ^^^, , ^ " 

of holes 

(pieces) (inches) (inches) (feet and inches) 

Thus: 1 eye bar 14 X 1 X 15'-0" c. to c. of holes, or 2 eye bars 8 X 
f X 12'-0" c. to c. of holes. 

Note that the lengths of eye bars are given from center to center of 
pin holes instead of the extreme length. 

Eye bars are connected by means of pins. The distances from center to center of 
pins are calculated, and the eye bars should be made to correspond. The heads of the 
eye bars are upset while hot, and the holes are then sub-punched, i.e., punched to a 
smaller diameter than the required size. Two boring machines are carefully set so 
that the finished holes at both ends of a, bar can be bored simultaneously at the exact 
specified distance apart. The over-all length is therefore relatively unimportant. 

2. Lattice bars: 

Number: Latt. bars: width: thickness: length c. to c. of holes 

(pieces) (inches) (inches) (feet and inches) 

Thus: 22 Latt. bars 2i X i X l'-2|" c. to c. 

Note that the lengths of lattice bars are given from center to center 
of rivet holes. Since this is not in accord with the method of billing 
other material, the lengths should always be followed by " c. to c." 

The distance center to center of holes is much more important than the extreme 
length in order to insure an accurate matching of the holes. Furthermore, this dis- 
tance is used in setting the adjustable stop in a special lattice bar punch. This 
machine cuts out the material between the curved ends of two bars and punches the 
holes in these ends simultaneously according to standard dies, as indicated on page 
315. As the bar is advanced to the adjustable stop and punched again, a complete 
lattice bar is made at a single stroke. 

3. Washers: 

Number: washer (or washers) : diameter: thickness 

(pieces) (inches) (inches) 

Thus: 4 washers 21 X j. 

4. Rivets : 

Number: diameter: rivet (or rivets) : length 

(pieces) (inches) (inches) 

Thus: 450-f" rivets U" long. 



If rivets have countersunk heads the fact should be stated. The 
diameter of a rivet is the diameter of its shank (page 30 : 4). The 
length of a button head rivet is from the underside of the head to the 
end. The length of a countersunk rivet is the extreme length, includ- 
ing the thickness of the head (page 304). The number and the 
lengths of rivets are seldom specified except on the rivet hsts from 
which the field rivets are made and shipped. The size of shop rivets 
is given on structural drawings thus: f" rivets. 

5. Bolts: 

Number: bolt (or bolts) : diameter: length 

(pieces) '(inches) (feet and inches) 

Thus: 2 bolts | X 2, or 4 bolts 1" X l'-3" Ig. 

If a bolt has a countersunk head the fact should be stated. The 
diameter of a bolt is the diameter of its shank (page 304). The 
length of an ordinary bolt is from the underside of the head to the end. 
The length of a countersunk bolt is the extreme length, including the 
thickness of the head. 

• ' ' Diameter: hole (or holes) 

(inches) 

Thus: \i" holes. 

Rivet holes are made ^^" larger than the diameter of the rivets to be 
inserted. (Why? See page 30:4.) Most bolt holes in structural 
work are made tV" larger than the corresponding bolts, except holes 
for anchor bolts (pages 73 : 3 and 106 : 5). 

7. Special Abbreviations. — Adjectives may be used before the abbre- 
viations for plates and angles to aid in identification, as for example: — 

Bear. PI. for bearing plate, 

Bent PI. for bent plate, 

Gov. PI. for cover plate, 

Fl. PI. for floor plate, 

Reinf. PI. for reinforcing plate, 

Spl. PI. for splice plate, 

Web. PI. or Web for web plate, 

Flge. L. for flange angle. 

Spl. L. for splice angle. 

Stiff. L. or Stiff for stiffening angle. 



CHAPTER VIII 
STRUCTURAL DRAWINGS — THE DIMENSIONS 

Synopsis : Structural steel cannot be trimmed and fitted during erection as wood is 
cut in carpentry, but all parts of a structure must be made to fit the first time. Conse- 
quently, more elaborate precautions must be taken, first to insure the correctness of 
all dimensions, and second to make sure that the dimensions are so expressed on the 
drawing that they cannot be misunderstood. In few kinds of work is there a more 
exacting system of painstaking precautions and checks than in the work in a modem 
structural drafting room. The dra^^ings must be issued absolutely free from mis- 
takes, as far as possible, for each uncorrected mistake, unless detected in the shop, 
maj- cause the loss of a large sum of money. (For example, the use of 30'-0" instead 
of 30'-6" for the lengths of 1200 I-beams once caused a large loss.) In this chapter 
are given rules and suggestions for dimensioning a structural drawing, including the 
use of the dimension lines, the arrow heads, and the figures. 



1. In this book a distinction is made between the terms " dimen- 
sion " and " size." The former impUes the use of a dimension Hne 
upon which the dimension is written, whereas the "size " applies to the 
figures which are used in biUing (Chapter VII, page 43), and may refer 
to the depth, the width, the thickness, the weight, the length, or to 
various combinations of them. 

2. The dimensions form one of the principal parts of the working 
drawing. The shopmen and the draftsmen who use the finished draw- 
ings are never permitted to scale them, but must always use the figured 
dimensions. It is therefore important that all dimensions should be 
accurate, and the extent of each dimension should be apparent. A 
dimension is worthless unless it is of some use, unless it is perfectly 
legible, and unless there is no ambiguity regarding the two points be- 
tween which it is intended to extend. 

3. Dimensions should indicate the actual measurements of the piece 
represented, regardless of the scale used in the drawing. 
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4. The dimensions should be placed upon the drawing as soon as 
determined, while fresh in mind. The dimensions should usually be 
determined in the order of importance, the main dimensions first, and 
those for the details last. The main dimensions for a drawing are 
generally determined from the erection diagrams or the design sheets, 
while the dimensions for the details are found in the tables of this book, 
in the handbooks or the standards of the different steel or structural 
companies, or else they are supphed by the draftsman. 

5. Position. — Each dimension should be placed upon the drawing in 
such a manner that it wiU be of most use to those who read the drawing. 
The principal dimension should be made conspicuous by being placed 
upon a dimension line which intersects the fewest possible number of 
other lines. Thus the longest dimensions, such as over-all lengths and 
extreme depths, should be placed on dimensions lines which are farthest 
from the ^•iew to which these dimensions apply (usually the front 
%'iew), and the shorter dimensions, such as those for rivet spacing and 
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other subdivisions, should be on dimension Hnes nearest the view. In 
this way the hnes for long dimensions are not crossed by the perpen- 
dicular projection hnes which mark the ends of shorter dimensions. 
When there are several dimension hnes close together, it is often de- 
sirable to make the figures of the principal dimension larger and bolder 
than the rest. 

1. Dimension lines should be continuous black lines, as fine as prac- 
ticable without appearing ragged (page 37 : 1). They should be 
drawn parallel to the measurements to be dimensioned, and should 
extend between projection lines drawn at right angles to the dimension 
lines to indicate the distances intended. 

2. Dimension lines should usually be placed outside of the view 
dimensioned, and preferably between the views if more than one. At 
times, however, a few dimensions may be placed in a clear part of the 
view itself if space or clearness is gained thereby. 

3. Dimension hnes are usually placed about j" apart, although this 
may be reduced to j\" or increased to j\", depending upon the available 
space. The distance from the view to the nearest dimension hne is 
made twice the space between dimension lines, unless it must be in- 
creased to allow for projecting details, or for other shorter dimension 
lines. 

4. Arrow heads should be placed on the dimension hnes to indicate 
the extent of the dimensions. They should be made definite, otherwise 

the dimensions are useless. The size and the style of arrow 
heads depend upon their location. For main overall dimen- 
sions they may be made large and bold, as in Fig. 47 (a). 
Flat curved arrow heads appear more graceful and may be 
used wherever there can be no ambiguity, Fig. 47 (6), but 
when a dimension extends to one of two Unes which are close 
together, the arrow heads should be made short and wide, 
Fig. 47. so that the vertex is distinct. See Fig. 47 (c). They should 
not be made large when close together. Arrow heads gener- 
ally point away from the dimension figures, but in narrow spaces they 
may be reversed. See Fig. 47 (d). A dimension extends from the vertex 
of one arrow head to the vertex of the first arrow head in the opposite 
direction. Usually only one dimension is placed between these arrow 
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heads and this should be placed midway between them (except extension 
figures, page 86 : 5). 

5. Dimension figures should be made large and distinct. Words if 
illegible can sometimes be guessed, but figures never. Each digit should 
be carefully drawn or printed, not hastily made as in computation. 
Beginners have a tendency to make the figures too small or with too 
thin lines; they appear still thinner if not entirely illegible on the blue- 
print. Figures made with a crow-quiU pen, for example, are altogether 
too Ught. Simple figures should be made; curves should be avoided 
where straight lines can be used, thus: 

/ not 1, 2 not 2, 3 not 3, 4 not 4, 5 not 5. 

6. Dimension figures should usually be placed just above the dimen- 
sion lines. This practice differs from the system employed in machine 
drawing, where the figures are placed in breaks in the lines. In struc- 
tural drafting much time is saved by drawing the dimension hnes the 
full length, and then subdividing them into the required number of parts 
at will, particularly if this number is large. Dimensions should never 
be placed upon lines which are used for other purposes, as for example, 
main lines of the drawing, center hnes, rivet hnes, or projection hnes 
for dimensions at right angles to the ones in question. 

7. Fractions should be made with the hnes horizontal, never inclined. 
Thus, not only is space economized, and the general appearance of the 
drawing improved, but many serious mistakes are obviated; for ex- 
ample, / 1/16 might be either eleven-sixteenths or one and one-sixteenth. 
The figures of fractions should be nearly as large as the whole numbers, 
instead of one-half as high. If a figure of a whole number should be of 
a certain size to be clearly legible, it is equally important that each figure 
of a fraction should be of this size. 

8. Mistakes. — If a wrong figure is made it should be erased entirely 
and a correct figure should be made in its place. A correct figure should 
never be superimposed on an incorrect figure, even if made heavier, 
for the man in the shop may not know which is correct; neither should 
the first figure be crossed out and a new one written above it. 

This is contrary to the usual practice in keeping field notes in surveying in which a 
line is drawn through an incorrect measurement and the correct value written just 
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above. In surveying this indicates to the man who plots the notes that the measure- 
ment was repeated, which fact may prove of value when the notes are adjusted. In 
structural work the drawings are used only by men who are interested in the correct 
values, and nothing can be gained by exposing the draftsman's mistakes. 

1. When the space between the arrow heads is so limited that the 
dimension figures cannot be placed on the drawing in the usual man- 
ner, it is frequently possible to compress the figures laterally without 
reducing their height, thus making little apparent alteration, as shown 
in Fig. 47 (d). In case this method cannot be adopted the figures can 
be placed either below the line between the arrow heads, or else a little 
to one side with an arrow leading to the corresponding space, as shown 
in Fig. 47 (e). In all cases the figures should be made parallel to the 
dimension line. 

2. All figures and notes should be arranged so that they can be read 
from the bottom edge or from the right-hand edge of the sheet, or from 
a position between the two; i.e., the lettering should read from the left 
toward the right or from the bottom toward the top. Draftsmen soon 
become so familiar with figures and notes in these positions that they 
can read them all without turning the sheet. On fines which slope 
upward to the left and downward to the right, particularly on lines 
which are more nearly vertical than horizontal, the direction of the 
lettering is not so rigidly determined by a general rule but is left to the 
judgment of the draftsman. If the sloping dimensions of a member 
are used in conjunction with vertical dimensions more than with hori- 
zontal ones, it is often more convenient to have the figures read from 
the bottom toward the top; otherwise, it is better to print them from 
the left toward the right so that they can be read from the bottom of the 
sheet without turning the drawing. 

3. All dimensions should be expressed in feet and inches and fractions 
of inches. The fractions should be reduced to the simplest form thus: 
f not if. Usually no dimension should be used in structural drafting 
which is not a multiple of one-sixteenth of an inch ; in fact it is desirable 
to avoid fractions in sixteenths wherever possible, as explained on 
page 34 : 6. 

4. Decimals should be avoided in dimensions. Decimals from the 
handbooks should be converted into fractions, either by means of a 



table (page 333) or mentally. Approximately, 0.06 ^ tV> and this 
gives the correct result if referred to the nearest quarter of an inch, as 
for example: — 0.81 is 0.06 more than 0.75, hence t^ + f = it; and 
0.19 is 0.06 less than 0.25, hence i - tV = A- If a web thickness given 
in decimal form should fall midway between sixteenths, the higher 
sixteenth is usually chosen in dimensioning to allow for "packing," 
since paint, scale, bends, etc., do not permit the surfaces of two pieces 
to be brought into perfect contact. The tables at the end of this book 
express the web thicknesses in both decimal and fractional forms. 

5. The abbreviations (ft.) and (ins.) are not used in dimensioning. 
A single accent mark (') represents feet, and a double accent (") inches. 
Dimensions less than one foot are usually expressed in inches alone, but 
to avoid ambiguity dimensions of one foot or over (even if even feet) 
should always show both feet and inches with hyphens between. 

Note: The width of a plate is given in inches when billed (page 43 : 3), whether 
more or less than 12", but when given as a dimension with a dimension line it is expressed 
in feet and inches if I'-O" or over. Hence it is no exception to the general rule. 

The inch marks (") of dimensions less than one foot may often be 
omitted, provided there can be no doubt as to the meaning; but the 
inch marks should be used whenever the drawing can be made more 
clear thereby. The correct method of writing dimension figures can 
best be shown by examples, as follows: — 



Correct 




Incorrect 


1 

.2 


not 


oi 


2", or 61 


not 


0'-2", or 0'-6i" 


I'-O" 


not 


1' or 12" 


2'-0" 


not 


2' 


3'-4i" 


not 


3'-04i" 


4'-0f" 


not 


4'-|", or 4'-00f" 



6. Recurring Dimensions. — Ditto marks (") should never be used 
in place of dimensions. The use of arrows leading from one figure to 
two or more spaces should be avoided. Like dimensions should be 
repeated at every occurrence, unless grouped as explained on page 
49 : 6. 
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1. A dimension which is clearly given in one view should not be 
repeated in another, for it usually complicates the drawing unneces- 
sarily, and causes trouble if one is changed. 

2. Rivets and holes should be located by dimensions which extend 
to their centers. They should be dimensioned in the views which 
show them as circles, although exceptions to this rule are occasionally 
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Fig. 49. 



allowed in order to dispense with additional 
views (page 91 : 4). "Staggered rivets," 
i.e., rivets which alternate on two lines, 
should be dimensioned, not diagonally, but 
parallel to the rivet lines as if the rivets 
^mn' ~ "^^re on a single line. See Fig. 49. 

3. The gages of all structural shapes 

should be given in all cases (except latticed 

members, page 136:3). The standard 

gages given in the tables should be used, except in special cases which 

are noted elsewhere, as for example on pages 83 : 6, 106 : 3, 132 : 1, 132 : 3, 

136 : 1, and 139 : 3. 

4. The majority of edge distances are omitted unless they are im- 
portant. For example, a dimension should be given in order to limit an 
edge distance to provide ample clearance for a connecting part (page 
72 : 4), or to tie a group of rivets to an important edge to which a 
main dimension extends (Fig. 148). But if a connection plate or 
angle, or a web member of a truss, is shown without edge distances, the 
shopmen will make the distances on opposite edges equal; with this 
understanding many dimensions may be omitted. 

5. A line of rivet spacing should be confined to dimensions from 
center to center of rivets and holes, except at the ends where it is fre- 
quently necessary to give the distance from the first rivet to the end of 
the member or to some other definite point. Intermediate edge dis- 
tances and gages should never be given on the same line, because they 
are not used at the same time; they should be shown as separate dimen- 
sions, usually between the line of rivet spacing and the corresponding 
view of the member. See Fig. 49. 

6. Dimensions should never be given to the edges of the flanges of 
structural shapes, but always to the backs of channels and angles, to 



the center lines of I-beams, and similarly for other shapes. The back 
of an angle or a channel is a well-defined Une, but the outside edges are 
not so well defined. More important than this, however, is the fact that 
the lengths of legs and the widths of flanges are frequently different 
from what they are supposed to be. As a rule, such variation is of no 
consequence in structural work, but it should be considered, particu- 
larly in the case of thick angles. See page 25 : 1. For illustration, 
suppose a girder is composed of a |" web plate and 6x4 angles. 
The total width of each flange is theoretically I'-Of", but if the angles 
should "overrun," as they are likely to do, the width would be more. 
Ordinarily this increase would not matter and for this reason the 
dimension should not be given; in case the extreme width is limited 
by the clear distance between column flanges or for other reasons, the 
dimensions should be given with the understanding that in case of 
overrun, the outside edges of the angles would have to be planed — a 
process too expensive to be used unnecessarily. 

It is unnecessary to give the widths of flanges or the dimensions of fillets and other 
curves which apply to the manufacture of the steel rather than to the fabrication. 
It should be borne in mind that the drawings are to be used for the purpose of putting 
standard shapes together, and therefore many dimensions may be superfluous unless 
they are directly related to shearing, bending, punching, riveting or similar processes. 

When an angle with unequal legs is represented in only one view it is often neces- 
sary to indicate which leg is shown. This may be noted as for example "3" leg," 
but more frequently the length of the leg is put on in the form of a dimension with the 
understanding that it is no more exact than the billed length and that the angle need 
not be out in case of overrun. 

7. When three or more spaces are numerically equal and serve similar 
purposes, they may be dimensioned in a group, thus: — 5 (5) 6 = 2'-6", 
or 4 @ l'-2" = 4'-8", or as some companies prefer, 5 of 6 = 2'-6". If 
the rivets are staggered (page 49 : 2), the spaces are given just as if 
the rivets were on the same line, although the abbreviation "alt. spa." 
for "alternate spaces" is sometimes added, thus: — 5 alt. spa. @ 
6 = 2'-6". Edge distances and gages should not be combined with 
distances from center to center of rivets and holes in this method, but 
should have the dimensions repeated, even though identical. In the 
same way it may be preferable to separate one or more of the spaces 
from the group if they serve purposes in addition to the spacing of 
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rivets along the same line as the rest of the group, as for example, the 
2§ and 3 inch spaces in Fig. 49 which locate rivets in the stiffening 
angles and spUce plates. 

1. When a long Hne of shop rivets and holes for field rivets are dimen- 
sioned in a single group, and the holes occur at such intervals that spaces 
must be counted to determine their location, a supplementary dimen- 
sion line may be added for the holes only, as in the top flange, Fig. 103. 

2. If two or more lines of dimensions extend between the same points. 
the sum of the dimensions in each line should be the same as in the 
others. If a line of dimensions extends practically the whole length of 
a member it is well to complete it by adding one or more dimensions to 
afford a check with the over-all length. This is of special benefit to the 
templet maker, who would otherwise have to procure his own total for 
a check. 

Checking Subdivisions: Never complete a line of dimensions between two points 
without adding them to see if the sum equals the proper distance between those points. 
Neglect of- this precaution is a source of much trouble. 

3. Dimensions should be placed upon the drawing in such a manner 
that the shopmen will not be compelled to add or subtract dimensions 
in order to obtain the figures they need. For example, one hole in the 
connection angle on the flange face of colunm C5 Fig. 137, is tied to one 
rivet in the other leg (or else each could be tied to the same end of the 
angle); otherwise, the templet maker could not make the templet for 
the angle without findiug the total distances from the rivet and from the 
hole to the bottom of the column and then subtracting these two sums. 
Similarly, the holes in the connection plate pb near the center of this same 
column are dimensioned independently of the rivets; a line is drawn, 
however, to show that the top holes and rivets are opposite. 

4. No rivets or holes should be located by more than one method of 
dimensioning. They may be determined either by dimensions at right 
angles to each other (rectangular coordinates), or by "slopes and dis- 
tances " (polar coordinates), the slopes of the rivet hues being indicated 
in the usual manner (page 50 : 7) and the distances along these hnes 
being given. A combination of these two methods is not only unneces- 
sary, but is liable to cause difficulty in the shop, for the points that 




Fig. 50. (a) 



coincide on a small layout in the drafting room might fall noticeably 
apart on the full-sized templet. In order to avoid ambiguity on the 
drawing in case a line which locates one rivet or hole happens to pass 
through another rivet or hole which is located in another way, 
the line should be made to pass around the second rivet or 
hole by means of an arc of a circle, as shown iii Fig. 50 (a). 
Whether the drawing is made accurately to scale or whether 
the hne would actually pass through the center or not is 
immaterial, the object of the arc being to show clearly that 
the line is independent of the second rivet or hole. 

5. For field connections — ■ connections of different members in the 
field — the dimensions on the drawing of one member should be given 
in exactly the same way as the corresponding dimensions on the draw- 
ing of the other member so that each person who uses the drawings 
may see at a glance that these dimensions do correspond. 

6. The rivets in the ends of the lattice bars of a single system of 
latticing are dimensioned in groups much as staggered rivets are dimen- 
sioned (page 49 : 2) ; each space is measured parallel to the axis of 
the member latticed, from the center of the rivet at one end of a bar to 
the center of the rivet at the other end. See Fig. 137. The method of 
dimensioning a double system of latticing is the same as for a single 
system, the rivet at the intersection of each pair of bars being shown 
but not dimensioned. See Fig. 124. For lattice bars with two rivets 
at each end, see Fig. 127. f 

7. The slope of a Ime, i.e., its "bevel," with reference 
to another Kne is given, as shown in (a) Fig. 50 (6), by in- 
dicating dimensions on two mutually perpendicular sides 
of a right triangle; the hypothenuse of this triangle is 
either coincident with or parallel to the line whose direc- 
. tion is to be given, and the other sides are respectively 
parallel and perpendicular to the reference line. The 
dimension on the longer perpendicular side is always 12", 
.vhile the corresponding dimension (in inches and frac- 
tions) on the shorter side must be calculated. This 
shorter dimension is usually obtained directly from dimensions between 
working points, as explained on page 76 : 2, without the necessity of 
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knowing the actual value of the angle. Angles are almost never given 
in degrees and minutes on structural drawings but the corresponding 
slopes are used. 

A workman in the shop usually has no such means as an accurate protractor for 
laying off angles, but he must work with a two-foot rule, a steel tape, or other device 
for laying off linear measurements. 

Parts of trusses or bracing systems are often laid out on the floor of 
the templet shop from the main dimensions instead of on the bench, pro- 



vided that the extreme dimensions do not exceed 30 or 40 feet. If the 
dimensions between working points are not clearly shown on the draw- 
ing they may be given on the triangle without being reduced to a base 
of 12", as shown in (b) Fig. 50 (b). The two schemes may be combined as 
in (c) Fig. 50 (b) in order to show the dimensions between working points 
for the convenience of the checker, and the corresponding reduced 
dimensions for use in the shop. This method may be used when a 
draftsman is in doubt as to whether the work will be laid out on the 
floor or on the bench. 



CHAPTER IX 



STRUCTURAL DRAWINGS — THE NOTES, THE TITLE, AND 

THE BORDER 

Synopsis: Structural drawings are made as self-explanatory as possible without 
supplementary notes, although notes can often be used to advantage. Some of the 
more common notes are discussed in this chapter, and suggestions are given for making 
titles and borders. 

THE NOTES 



1. Drawings should be made complete and clear without the use of 
notes whenever practicable, but unless the drawing is perfectly clear, 
short and concise notes should be added wherever necessary. Care 
should be taken to make each note expHcit and easily understood. 

2. AH general notes which apply to the whole drawing should be 
placed near the title, usually to the left, as in Fig. 98. Examples of 
the more common general notes are those which give the sizes of rivets, 
holes, and washers, the maximum pitch of rivets, and information 
regarding specifications, paint, inspection, and erection. 

3. All other notes should be placed in clear spaces near those parts 
of the drawing to which they apply. If a note is too long for the avail- 
able space, it may be placed to one side with a reference to it at the 
proper point, as for example, "See note." If more than one such case 
occurs on one sheet, the notes may be numbered or lettered. 

4. If the rivets and holes for any drawing are not all of the same 
size, the general note (see above) should be modified thus: "Rivets 
f" except as noted," or "Holes if" unless noted" (Fig. 104). All 
rivets or holes of sizes other than those specified in the general note 
should be clearly noted. Such exceptional rivets or holes may be dis- 
tinguished on the drawing in one of several ways, thus: (a) by placing 
the note at one end of that dimension line which locates all the rivets 
or holes in question but no others, as in F6, Fig. 90; (b) by drawing 
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supplementary lines with arrows to indicate the desired rivets or holes, 
as in ME, Fig. 117, or FIO, Fig. 147; (c) by drawing arrows from the 
note to those rivet lines which pass through all the rivets or holes noted 
but no others, as in the bottom view, Fig. 135; (d) by encircling the 
desired rivets or holes by a freehand loop or ring which in turn is connected 
to the note, as in the top view. Fig. 135; this ring should not include any 
dimensions or notes (page 181 : 1) ; (e) by noting all the rivets or holes in one 
view by a special note near the view as in B16, Fig. 92, or by a general 
note near the title as in Fig. 99. In order to attract attention to a change 
of size, the American Bridge Company has adopted the use of a heavy 
diamond as illustrated in most of the figures referred to above. Counter- 
sunk and flattened rivets are often noted as explained on page 40 : 6. 

5. An identification mark is assigned to each member which is to be 
shipped separately. If more than one drawing appears on a sheet the 
identification mark should be placed conspicuously near the drawing of 
the corresponding member. For further description of such "Shipping 
Marks," see page 80 : 6. 

6. The number of pieces to be made from each drawing should be 
clearly stated, either under the detail, as in beam work (Fig. 87), or at 
the right of the sheet above the title (Fig. 100). When more than one 
or two members are shown on one sheet a tabular " Required List " is 
made, as shown in Fig. 147. 
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1. Reference to other drawings may be made in order to save the 
repetition of details. Usually reference is not made to another sheet 
unless a system of assembUng marks is used, as discussed more fully 
on page 79 : 2. The size of all material should be given on each sheet, 
and also the spacing of all holes for field connections to facilitate com- 
parison with the drawings of connecting members. The outline of all 
material should be completely shown in at least one view to prevent 
the shopmen from overlooking a whole connection or other detail. The 
shop rivets and the dimensions which locate the shop rivets and cuts 
may be referred to another detail, provided the latter is complete in 
every respect without further reference to a third detail. 

2. Loose Pieces Bolted. — Small pieces, such as splice plates, fillers, 
or connection angles, which cannot be riveted in the shop without com- 
phcating the field work, may either be shipped separately, or else bolted 
for shipment to one of the members to which they are eventually to be 
attached. The latter method is to be recommended wherever feasible, 
for the number of items shipped is reduced, and the pieces are available 
at once when needed for erection. Pieces which are bolted for ship- 
ment are fastened temporarily in or near their final positions by means 
of two or more bolts each. On the drawing, a note should be placed 
immediately following the billed size of any piece so bolted, thus: "Bolt 
for shipment," or "Bolt to ship." See Fig. 125. It is well to give each 
piece a separate mark for identification in case it becomes detached 
unless the nature of the piece is sUch that its proper position can be 
readily determined. 

The temporary bolts used are of odd lengths as picked up in the shop; sufficient 
washers are added to facihtate tightening and removing the bolts. 

To avoid handhng loose pieces in the field it is often feasible to make them enough 
longer so that they can be riveted in the shop independently of the field connections 
(Fig. 160) ; this should never be done, however, if the erection is rendered more diffi- 
cult thereby. 

3. In case pieces 8.re to remain bolted in the completed structure 
without having the bolts replaced by rivets in the field, all the holes 
should be filled with permanent bolts of the proper size. The bolts 
should be billed on the drawing in the usual way (page 45 : 5), directly 
under the billed size of the piece bolted. See Fig. 133. A note, "Bolt 



complete " may be added to insure the use of a full number of bolts 
of the proper length, instead of a few temporary bolts (see above). The 
bolt heads are sometimes drawn but ordinarily, for the sake of simplicity, 
only the holes are indicated (page 41 : 2). 

4. Different Members Combined. — When several members differ 
from each other slightly, i.e., in minor details, one drawing may be 
made to represent all of these members and the differences may be 
stated in notes. This should not be done, however, unless the differ- 
ences can be made clear and definite in notes which are' brief and com- 
paratively few in number; otherwise, drawings become so complicated 
that more time is lost by the shopmen than is saved by the draftsmen. 
This is often due to the fact that additional connections are discovered, 
or the design is changed, after the drawing is started. It is essential, 
therefore, to plan any combination very carefully before the drawing 
is commenced, using a sketch upon which are indicated the various 
connections. The notes regarding special connections follow the corre- 
sponding billed material, if any; otherwise, the holes may be noted as 
indicated on page 52 : 4. If there are more than a few simple differ- 
ences, it is better either to draw an additional view (Fig. 137), or to 
make another drawing. In the latter case it may be possible to show 
on one drawing simply the outUnes of all parts which are like those on 
the other, and to draw in detail only those parts which are different 
(Fig. 117). In order to shorten notes, when several different members 
are represented by the same drawing, one member may be referred to 
another after the shipping mark, as for example: — "C12, same as Cll 
except as noted," it being understood that every note which applies to 
Cll applies also to C12. The mark "C12 " will not appear in any of the 
notes, therefore, except where it differs from Cll. See also page 81: 3. 

5. All notes should be made positive, except in rare instances. This 
precludes the use of the word "omit." • For example, if several mem- 
bers are represented by one sketch, and some of the details are on part 
of the members only, as the holes for rods in MN, Fig. 117, it is better 
to note that the holes are "in MN\, and MN2" rather than that they 
are "omitted in MN3" It is much more important to all concerned 
in making a member to know which details are to be placed on that 
member rather than to know which are not. 
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THE TITLE 

1. A title is placed in the lower right-hand comer of each fuU-sized 
sheet, for convenient reference and for use in classification. This uni- 
form position enables a person to look through a pile of drawings for a 
particular sheet by merely turning back the comers. The title is com- 
posed of two parts, one of which refers to the specific drawing, the other 
to the company which makes the drawing. 

2. The first part of the title contains the names of the members on 
the sheet, or the part of the structure shown; also the name of the 
structure, the name of the customer, and the place where the structure 
is to be situated. This part of the title is usually made of freehand 
letters about -j^" high, of simple Gothic style, and all capitals. 
Elaborate titles should be avoided, since they add to the expense, 
and are not in harmony with the rest of the drawing. Some com- 
panies maintain small presses for printing the titles of the larger 
contracts. 

3. The second part of the title is more general, and is usually printed 
by means of a press or placed on the drawing by means of a rubber or 
metal stamp. If the drawing is made in the drafting room of a struc- 
tural company, the title contains the name of the company, and the name 
of the plant which fabricates the work; also blanks for the initials of 
the man in charge of the contract, of the detailer, of the tracer, and of 
the checker, together with the date of each signature. Additional 
blanks are often left for the signature of the man who makes a field check 
or the engineer who approves the drawing. Below these, and at the 
extreme bottom of the sheet next to the border, are placed the contract 
number and the sheet number. The contract number should be made 
bold and conspicuous and in a uniform position. A single letter "C " 
can be made more prominent than either "Cont. No." or "Contract 
Number " and although not as significant it has been found convenient 
for reference. If desired, the line for the number may be placed opposite 
the middle of the letter, leaving room for the sheet number below, as 
shown in many of the titles on the drawings of this book. Titles made 
in the offices of consulting engineers or in the structural departments of 
railroad or other companies are usually somewhat simpler than those 



made in the offices of structural companies; in general they are similar, 
but they have comparatively few signatures. 

4. The smaller drawings and hsts are usually made on printed forms 
which contain the name of the company with blanks for the plant, the 
structure, the nature of the drawing, the initials of the detailer and 
the checker, with dates, and the contract and sheet numbers as shown 
in Fig. 85. 

5. Sheet Numbers. — Drawings should be niunbered in different series 
in order to facihtate the reference to a sheet of a given number. For 
example, the maia drawings (24" x 36") of a contract may bear simply 
numbers, but other sheets should have a prefijced letter to distinguish 
them, thus : E for erection diagrams, B for beam details and other small 
drawings, C for combination sheets, S for shop bills, R for shipping bills, 
SR for combined shop and shipping bills, EF formisceUaneous lists, etc. 

THE BORDER 

6. A simple border should be drawn on each fuU-sized sheet to form 
the boundary, to keep the sheets of uniform size, and to improve the 
appearance. Ornate borders should be avoided. Comers should be 
simply rectangular. Borders are not drawn on the smaller printed 
forms. 

7. An effective border is composed of a heavy line with a light line 
I" outside. The nominal dimensions of the sheet, as for example 
24" X 36", indicate the size of the finished tracing, and a rectangle of 
this size should be penciled to serve as a guide in trimming the cloth. 
The fine line is drawn J" inside of this to indicate where the blueprints 
are usually trimmed, and the heavy line is drawn J" inside the fine 
line to form the border on the prints. This makes the dimensions 
inside of the border each two inches less than the nominal size of the 
sheet, as for example, 22" X 34" for a 24" X 36" sheet. If smaller 
sheets are adopted, as for example 15" X 22" for student use, the fine 
Une of the border had better be omitted, the heavy line only being 
used, I" inside the edge of the sheet. In this case the tracing cloth 
and the blueprints should both be cut the same size as the sheet of 
paper. The heavy hne should not be over ^\" wide nor wider than can 
be drawn with a single stroke. See page 59: 3. 



CHAPTER X 

INKING AND TRACING 

Synopsis: Every draftsman should cultivate the abiUty to ink a drawing well. Some 
men are naturally more skillful than others, but any draftsman can develop skill with 
practice, if he follows with reasonable care the common rules for inking. Such rules 
and suggestions for inking are given in this chapter. 



1. Structural drawings are made primarily for use in the shop, and 
therefore accuracy, speed, and utility are of much more importance than 
appearance. On the other hand, it is highly desirable that a drawing 
be neat, well arranged, and well executed, although it is not so important 
in this work as in map or architectural work. A good looking drawing 
not only adds to the prestige of the draftsman, but also gives to all who 
use it greater confidence in its accuracy. The appearance of a drawing 
is determined largely by the arrangement on the sheet, and also by the 
skill of the person who inks it. There are many practical rules for inking 
and tracing with which every draftsman should be familiar, whether he 
is a skilled tracer or not; by their adoption he will be enabled to make 
drawings much more definite and useful than he could otherwise, and he 
will gradually develop skill along the proper lines. 

2. Three methods of making drawings are commonly used. A draw- 
ing may be made on paper and then inked ; it may be made on paper and 
then traced in ink upon tracing cloth ; or it may be made directly in ink 
on tracing cloth. The rules for inking are practically the same in all 
three methods. 

3. The Care of Tracing Cloth. — Tracing cloth should never be folded 
or creased, for permanent cracks would result. It should not be handled 
with moist hands, and water -should not be allowed to come in contact 
with it, for not only would the surface be thus spoiled for inking, but it 
would also be rendered opaque so that white spots would show on each 
print taken from the tracing. 



4. The dull or unglazed side of the tracing cloth is used for structural 
drawings for three reasons, viz.: (1) the dull side is the only side upon 
which pencil marks can be readily made or erased; not only is this cf 
advantage at times to the tracer and to the detailer but it permits the 
checker to note corrections in pencil directly on the drawing (page 181 : 1) ; 
moreover, if a part or the whole of a drawing is to be made in pencil 
directly on the tracing cloth (page 65 : 3) it must necessarily be made 
on the dull side; (2) extensive erasures may be made with less apparent 
unjury to the cloth than on the glazed side, especially if several erasures 
are made in one place; and (3) the tracings may be more easily handled 
and filed because they are less Hable to curl. 

5. Before the cloth is stretched, the selvage edges should be torn off. 
These edges are woven with the threads closer together than in the body 
of the cloth, and are not so susceptible to atmospheric changes. Unless 
they are removed, the cloth is liable to pucker from one day to the next, 
particularly if there is a noticeable change in the amount of moisture in 
the air. It is often impossible to restretch the cloth flat until the 
selvage is removed, and at times it is difficult to do so at all; hence it 
is important to remove the selvage before the cloth is first stretched. 
Since the threads are parallel to the edges, the selvage may be torn off 
without difiSculty, provided reasonable care is exercised to prevent the 
cloth from tearing at right angles to the desired direction. The width 
of the strip to be removed is usually apparent, and varies from | to J 
of an inch with the different makes of cloth. Enough should be re- 
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moved to eliminate all the puckers, and to leave the cloth perfectly 
flat. 

1. The cloth should be tightly stretched over the drawing to be traced, 
and held in position by thumbtacks. At least four tacks should be used, 
one in each corner, two diagonally opposite tacks being placed first. 
Additional tacks may be used, if necessary, to keep the cloth taut. The 
tracing cloth should be enough larger than the finished drawing to permit 
tacking the cloth to the board in such a manner that all thumbtack holes 
will be cut off when the completed tracing is trimmed to the proper size. 
The corners of the cloth may be folded under so that each tack passes 
through two thicknesses of cloth and is thus less liable to tear out. Be- 
fore the cloth is tacked completely, great care should be taken to see that 
the paper drawing is so placed that all horizontal lines are truly horizontal 
in order that the T-square may be used to the best advantage. If the 
drawing paper is too small to be held by the same tacks, it should be 
fastened before the cloth is put on. Two tacks are usually sufficient for 
this purpose and if put at the upper corners will seldom be in the way of 
the T-square. It may be desirable to use small upholsterers' tacks, 
driven with a hammer, to fasten the drawing paper to the board, for they 
wUl not interfere with the instruments during the making of the drawing 
or of the tracing. Some draftsmen prefer to use these tacks for holding 
the tracing cloth in place also, particularly when the T-square or the tri- 
angles must be used near the comers; but if the cloth needs to be re- 
stretched very frequently the use of such tacks is hardly practical. 

2. Before beginning to trace, the draftsman should make sure that the 
surface of the cloth is in condition to receive the ink properly. This 
may be ascertained by trial on a small piece of the same cloth, upon the 
margin of the sheet which will be subsequently trimmed off, or even upon 
one of the lines of the drawing itself. Some of the better grades of tracing 
cloth will often "take " ink without treatment, and it is preferable to use 
it that way. More frequently the surface of the cloth is slightly oily 
and the lines appear ragged. The common method of overcoming this 
disadvantage is to sprinkle upon the cloth powdered chalk or pumice 
stone, specially prepared tracing cloth powder, or even talcum powder, 
and to rub it in with a clean cloth. After a thorough rubbing has spread 
the powder over the whole surface, another clean cloth, or a brush, should 



be used to remove completely all the excess powder to prevent the clog- 
ging of the pen. If too much powder remains, much of the ink falls upon 
it rather than upon the cloth, and the lines easily wear away. Further- 
more, when too much powder is used, the eraser soon becomes clogged and 
is made less effective. Accordingly, it is often preferable to "surface " the 
cloth by means of a sponge eraser, rubbing the grease off instead of cover- 
ing it or absorbing it with the powder. This is particularly true when the 
effects of the oil are not very apparent, for the cloth is thus rendered much 
more satisfactory to work upon. The surface of the cloth should be kept 
clean, and the path of the pen cleared of all lint, dust, and pieces of eraser. 
A brush should be constantly available for this purpose, but care should, 
be taken that all ink on the drawing is dry before the brush is used. 

3. The draftsman's equipment should include a good ruling pen,* and 
he should not only be familiar with its use, but also be able to keep it in 
good working order. When not in use the pen should be left with the 
nibs separated in order to relieve the springs. 

The ruling pen should be held between the thumb and forefinger, resting against the 
middle finger to hold it firmly. The adjusting screw should be held away from the 
draftsman so that it may be readUy turned with the middle finger to change the setting. 
The nibs should be parallel to the straight-edge, and the handle should be slightly 
inclined, with the top in advance as drawn from left to right. The handle should re- 
main in a plane through the Hne to be drawn, the plane being nearly perpendicular to 
the plane of the drawing. See page 58: 6. The pen should never be piished back- 
ward, even for a short distance, but should always be hterally "drawn." 

It is important to keep the pen clean. The pen should not be filled 
until the draftsman is ready to use it, and it should be used practically 
continuously while it contains ink. Even when interrupted from work 
the draftsman should take time to wipe his pen before laying it down. 
This can be quickly done if a large cloth is kept hanging near the left- 
hand corner of the board or in some other convenient place. 

Old tracing cloth, thoroughly washed with soap and water, makes an ideal pen wiper. 
The wipers which are furnished with bottles of ink are too small to be serviceable. A 
pen wiper should be free from lint. 

* For more complete treatises on drawing instruments and their use see Blessing 
and Darling's " Elements of Drawing," John Wiley and Sons, Inc., New York; French 's 
"Engineering Drawing," McGraw-Hill Book Co., Inc., New York; or Kirby's "The 
Fundamentals .of Mechanical Drawing," John Wiley and Sons, Inc., New York. 
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If inlv is permitted to dry in the pen it should be removed before the pen is used again. 
If allowed to remain it will cause the pen to corrode; this will not only make it more 
difBcult to keep clean, but will eventually prevent precise work. Dried ink should 
never be removed from a pen with a knife or scratcher for the inner surfaces will become 
so roughened that the ink will not feed properly. Furthermore, a much simpler and 
more effective method is to dip the pen in red ink, which will dissolve the caked ink 
80 that it may be wiped off. To avoid all of this, the draftsman should form the habit 
of always wiping his pen before laying it aside even momentarily, while the ink is still 
liquid; it takes only a moment for the ink to dry enough to clog the pen, and after 
this happens it is usually a waste of time to attempt to use the pen again without 
refilling it. 

The ink should flow as soon as the pen touches the cloth. In case the pen has been 
left unused only for a moment and the ink has dried shghtly in the extreme point, the 
flow may often be started without refilling the pen by maldng a few short strokes on a 
piece of paper, wood, or cloth. It is a good plan to wipe occasionally the side of the 
pen which bears against the straight-edge, for tliis not only keeps the ink flowing well, 
but prevents, in large measure, the ink from running under the straight-edge. If, 
when the pen is adjusted for fine lines the ink cannot be started by the expedients 
just mentioned, the nibs may be separated temporarily until a heavy line can be 
drawn, and then readjusted to give the desired width. 

The ruling pen is usually filled by means of the quiU in the cork of the ink bottle. 
When used immediately after a lettering pen or othei' pen in which considerable ink is 
left, the ink may be transferred from one pen to the other; this saves ink and often time, 
and'prolongs the life of the pen wiper. Similarly, ink may be restored to the bottle by 
touching the pen to the quiU. Care should be taken to avoid getting any inlc on any 
part of the pen other than between the nibs, particularly on the part that bears against 
the straight-edge. The pen while being filled should never be held over a drawing. 

It is important not to get too much ink in the pen, particiilarly for fine-line work. 
It is difficult to retain a constant width of hne if the amount of ink in the pen is greatly 
increased; it is better to increase the amount slightly before the pen is entirely empty. 
Experience will show the proper amount to use in pens of different shape under different 
conditions. For short fine lines the depth of inlc above the pomts should seldom 
exceed j^ or | of an inch. 

1. If a pen is not working well, a draftsman should be able to fix the 
points so that a clear-cut even line of any width from the finest to the 
coarsest can be drawn. If the points are too dull it is impossible to draw 
fine lines satisfactorily, and if the points are of uneven length one edge 
or the other of a coarse hne will be ragged. If a pen is in good condition, 
it should be possible to draw lines at different speeds without having 
them vary in width, or to stop the pen completely and start it again with- 
out leaving a pool or other evidence of having stopped it. 



To sharpen a pen, rub the outside surface first of one nib and then of the other on a 
fine oil stone. In order to keep the outside siu-face of a nib curved, the pen should be 
moved in the form of a figure eight, with a slight rocking motion, so that the whole 
edge of the nib is sharpened uniformly. Care should be taken to avoid maldng flat 
spots, or sharpening one nib more than the other. After both are sharpened so that 
the edges show no shiny worn places, make the two nibs of the proper relative length 
by drawing the pen hghtly along the stone, holding it in the same plane as when draw- 
ing a hne, i.e., approximately normal to the stone, but swinging the handle in this 
plane to give a curved edge. Test the lengths of the nibs by drawing several heavy 
fines of different widths. If a hne appears ragged on one side, the nibs do not bear 
evenly, or else one nib is too dull. If the pen wiU draw heavy fines well, test it for 
fine fines. The nibs may have been dulled shghtly in the process of evening theii 
lengths; if so they should be re-sharpened. If reasonable precautions are taken to 
avoid excessive grinding the draftsman should be able to obtain edges at the fijst trial 
which are even and yet of the right sharpness. The pen should not be left too sharp, 
for it will either cut the cloth or else make such a deep impression that it is diffieult to 
erase a line when occasion arises. 

2. The legs of the compasses should be bent at the knuckle joints 
until the pen and the arm which carries the pivot point are both perpen- 
dicular to the plane of the cloth. The compasses should be set to the 
proper radius by placing the pivot point at the center of the arc and 
moving the pen until it is immediately above the line to be inked, close 
to the drawing but not in contact with it. In drawing a curve the com- 
passes should be inclined so that the top of the pen is slightly in advance 
of the point. A curve should be drawn with a continuous motion, and a 
complete circle should be closed by carrying the pen a httle past the be- 
ginning. The weight of the pen is sufficient to insure a good line without 
additional pressure, and care should be taken to avoid pressure sufficient 
to alter the radius or to move the pivot so as to cause a crude junction. 

3. The lettering pen should be well adapted to the individual who uses 
it, with a pen-holder of suitable size so that the hand will not become 
cramped. Some draftsmen obtain excellent results with fine points 
while others cannot use them without spreading the nibs so as to make 
lines of uneven width. A long fine stub pen will usually give excellent 
results for most letters and figures of a structural drawing (page 47 : 5), 
a fine pen being provided for drawing arrows and arrow heads or special 
work for which the stub is too coarse. A ball-pointed pen is often used 
for titles and other prominent lettering. Some draftsmen use a ruling 
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pen for a lettering, but when this is done a special pen should be kept for 
the purpose for it cannot be kept in condition for ruling. 

1. Two bottles of best quality India waterproof black ink should be 
used, one for instrumental work and the other for lettering. The former 
should have a quill for filUng the ruling pen, but the latter may have the 
quill cut off, because it is quicker and more satisfactory to dip the letter- 
ing pen into the bottle than to use the quill. The bottle with the quill 
should be kept corked except during the actual fiUing of the pen, but the 
other may be left uncorked as long as the lettering pen is in constant use. 
This would not be feasible if only one bottle of ink were used; so much 
dust collects in the open bottle, and so much ink evaporates leaving a 
deposit, that the ink is soon unfit for use in drawing pens, though it may 
still be used in lettering pens. Each new bottle of ink should be reserved 
for instrumental work, the remainder of the ink in the former bottles 
being combined for lettering. Ink should never be diluted with water; 
if it becomes too thick for use it should be thrown out and replaced. 

2. If red ink is used, a quality should be selected which can be erased. 
No red ink can be erased so easily as black ink, and some red inks cannot 
be removed at all. It should be waterproof; otherwise it is Hable to 
spread when stored in cool vaults. 

3. An ink bottle should never be shaken, for no benefit is derived and 
the sediment is stirred up so that it is liable to get into the pen. Further- 
more, bubbles are formed in the neck of the bottle which draw the ink 
from the quill, so that it is difficult to obtain enough to fill the pen. 

4. Frozen ink is useless and it is usually unsatisfactory when thawed. 
The bottles should be kept away from windows in extremely cold weather 
to prevent the ink from freezing. 

5. The straight-edge should be placed between the draftsman and the 
line to be inked, so that the near side of the pen bears upon the far side 
of the straight-edge. Care should be taken to keep the pen against the 
straight-edge, but to exert no more pressure than necessary to insure 
this. The pressure should be constant, for otherwise the width of a Une 
will be reduced as the nibs of the pen are pressed together. The pressure 
of the pen upon the cloth or paper depends upon the sharpness of the pen 
and the quality of the surface, but it should never be greater than neces- 
sary to insure an even line. 



6. The draftsman should not attempt to draw too close to the straight- 
edge, lest the ink run under and blot. This distance depends somewhat 
upon the shape of the pen and the thickness of the straight-edge, but 
after a little practice the draftsman will learn how close he can work to 
the best advantage. One-fiftieth of an inch may be taken as a guide to 
the beginner; this corresponds very closely to the smallest division (j") 
on the scale of 1" = 1'. After inking a hue one should never attempt 
to pick up the straight-edge until it has been moved a safe distance away 
from the fine, i.e., toward the draftsman. Otherwise it is difficult to pick 
it up without letting it slip into the wet ink and cause a serious blot. 

7. An easy posture should always be assumed before a line is drawn, 
for it is difficult to do good work in a cramped position. The drawing 
board may sometimes be turned to advantage. Lines should be drawn 
with a full arm motion, with the third and fourth fingers resting lightly 
upon the straight-edge as a guide to give better control. The elbow 
should not be rested upon the drawing. Near the end of the line the 
guiding fingers should be stopped just before the fingers which hold the 
pen, to facilitate stopping the pen at the exact point. This may be done 
in such a manner that the motion of the pen will not be interrupted. 
Very short lines may be drawn with this finger motion alone. 

8. Each full line should be drawn with a continuous stroke. It is 
important to have sufficient ink in the pen to complete the line. If it is 
discovered that the ink will give out before the end of the line is reached, 
it is best to stop abruptly, preferably at some intersection, and to begin 
at the same point after refilUng the pen.. If the ink runs out before the 
draftsman is aware of its being low, the ragged part of the line should be 
retraced after the pen is refilled. In this event it is important to try the 
pen on a separate sheet to make sure that the Une is of the proper width 
before applying it to the drawing, for a pen is hkely to make a wider line 
after being cleaned, and refilled than when nearly empty. 

9. It is well to draw all Unes which are of the same width at one setting 
of the pen, if possible, in order to gain uniformity. Even the pens 
which are made so that they may be opened and cleaned without chang- 
ing the setting do not always make lines of the same width before and 
after cleaning. In order to produce a more constant flow, the pen should 
be refilled before it is entirely empty. 
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1. Care should be taken to stop the pen at the exact end of each line 
in order to give a finished appearance to the drawing. The pen should 
be lifted immediately, when the end is reached, to prevent the ink from 
running out and forming a pool, which it is liable to do, particularly 
when the pen and the cloth are not both in perfect condition. The pen 
should always be lifted vertically to avoid a false mark. 

2. Lines should be drawn away from intersections, as far as possible, 
rather than toward them, particularly when several lines meet in a com- 
mon point. A line should never be drawn to meet another line until the 
latter is perfectly dry. 

3. Heavy lines which represent web sections (page 37 : 2) and other 
lines which are wider than the main lines or the border lines of a drawing 
should each be made of two or more component parts, i.e., part of the 
width should be drawn and allowed to dry, then another part, and so on 
until the full width is completed. If the full width is drawn with one 
stroke or setting of the pen, the ink will flow so freely that it will take too 
long to dry, will pucker the cloth, and will make it impossible to get clean 
intersections because the ink will form a pool where two lines meet. If 
three lines are used for building up a heavy line, the first two are drawn 
to form the boundaries of the required line, and they should be so drawn 
that they are parallel and entirely within the desired width. After these 
two component parts are dry, the third line may be drawn to fill in the 
space between them. It should not be necessary to use more than three 
lines and usually two will suffice. Border lines are generally not so wide 
that they cannot be drawn with a single stroke, but often two strokes 
will give better results. 

4. In the inking of several parallel lines, the triangles or T-square 
should be used in the same manner as in the penciling of the lines to in- 
sure their being parallel. If only a single triangle is used in the attempt 
to ink over the pencil lines, a slight variation usually results, which is 
quite apparent. For methods of drawing many parallel lines equidistant, 
as in cross section lining, see page 37 : 2. 

5. All curves should be inked before the straight lines which are tan- 
gent to them. A straight line is tangent to a curved line when the center 
of the one is tangent to the center of the other, the width at the point of 
tangency being no greater than the width of either line at any other point. 



If the straight line is narrower than the curved line, as for example the 
projection line for a dimension to the extreme outside of a curved surface, 
the outer edges should be tangent instead of the centers. 

6. At practically no time should it be necessary to wait for ink to dry. 
It does not require much ingenuity to find something to do on one part 
of the drawing while the ink is drying on another part. The man who 
idly fans the ink with a triangle not only wastes valuable time, but at- 
tracts the attention of others to the fact that he is not at work. 

7. On rush work of revision, or other work which is confined to a small 
part of the drawing, it may be desirable to ink in the vicinity of wet lines. 
This may be done by placing a triangle on each side of the wet lines, and 
then laying across these two triangles a third triangle to be used as a 
straight-edge. This cannot blur the wet lines since the straight-edge is 
elevated above the surface of the cloth in such a way that it cannot touch 
the lines. For a small area it may be sufficient to lay one triangle across 
the central opening of a large triangle. Care should be taken not to 
draw a line which will intersect a wet line or figure. 

8. A blotter should never be laid upon wet drawing ink to hasten dry- 
ing. In fact the blotter should never be used on a drawing except to 
absorb superfluous ink from a blot or from a line to be erased, and then 
only by touching its corner to the crest of the pool, without touching the 
cloth. If the blotter touches the cloth when wet, it makes the ink pene- 
trate so deeply that it is "difficult to erase it, in fact more difficult than if 
it were allowed to dry without the use of a blotter. 

9. In order to obtain the best results in inking or tracing, a systematic 
method of procedure should be followed. The tracing should not be 
started until the penciled drawing is complete, especially if the tracing is 
made by a person other than the one who makes the drawing. In case 
the drawing and the tracing are done by the same draftsnian, he should 
either make the penciled drawing complete, or else work directly upon 
the tracing cloth, as explained in Chapter XII, page 65. The only 
modification of this rule is noted on page 66: 1. The order of procedure 
given in the following paragraphs is recommended. 

10. All the lines of a drawing should be inked before any of the figures 
or notes. For widths of lines, see page 37:1. Ordinarily it is best to 
ink all the lines which are of one width before changing the setting of the 
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pen for another width (page 58:9); but if the work is to be interrupted 
for a considerable length of time so that atmospheric changes might cause 
the cloth to expand or contract it may seem better to confine the inking 
to one view, or to so much of the drawing as can be completed before the 
interruption, especially if the drawing is comphcated and the number of 
intersecting hues is large. 

1. All fine line curves should be inked first, and then the rest of the 
fine lines, including the dimension lines, and the center lines, but not 
including cross section lines, or fine fines which are tangent to heavy line 
curves. The horizontal lines should be drawn first, beginning at the top 
and working down the sheet to save waiting for the ink to dry; next the 
vertical fines, beginning at the left and working toward the right; and 
then all other Unes of the same width, working in some systematic order 
to prevent the omission of any. 

2. The heavier main lines of the drawing should be inked next, follow- 
ing the same order as given for the lighter lines in the preceding paragraph. 

3. The rivets and holes may be put in next. These should never be 
drawn until the lines are drawn, for it is simpler and more satisfactory 
to center the rivets on a line than it is to draw a line through the centers 
of a row of rivets. The rivets should always be drawn approximately to 
scale with a bow-pen or a riveter. 

Few bow-pens can be adjusted to make circles small enough for the general require- 
ments of structural drafting, and riveters are much better adapted to the purpose. 
The riveters fitted for ink only, i.e., riveting pens, are recommended instead of those 
which are interchangeable for itiV and for pencil. A fixed needle point is held verti- 
cally while the revolving pen is twirled arotmd it. The pen can be set to make a 
circle which is so small that it is virtually a period, and can be lifted out of the way 
while the needle point is being centered. Such a riveter should form part of the equip- 
ment of every structural draftsman. 

The appearance of any drawing is marred by freehand rivets and holes. 
For the conventional method of indicating rivets and holes, and for the 
sizes of the circles, see page 40: 6. All shop rivets of the same diameter 
should be drawn with one setting of the riveting pen in order to make 
them of uniform size, and the same precaution should be observed in 
drawing the holes for the field rivets. The latter may be filled in solid 
at once, but considerable time is required for the little puddles to dry so 



that they will not smear, and for this reason it may save delay to wait 
until the rest of the drawing is completed before filling in the holes or 
else to fill them in a few at a time while dimensioning. Some draftsmen 
prefer to draw aU arrow heads before putting any of the dimension figures 
on the drawing; in this case the open holes may be filled in at the same 
time. See page 47 : 4 for the styles of arrow heads. When filling the 
circles for the field rivets it is an excellent plan to sUp a blotter under the 
cloth to absorb any ink that may run through the holes made by the 
needle point of the bow-pen or the riveter. By using a little forethought 
the draftsman can usually plan his work so that the ink will be dry on 
part of the drawing by the time that he completes the holes and arrow 
heads on the rest, so that he can proceed at once with the dimensions. 

4. After the arrow heads have been inked, the dimension figures may 
be put on, but this should be done systematically in order that none will 
be omitted. On some drawings it may be well to ink them in the order 
of importance, and on others in the order in which the shopmen will use 
them, thus making sure that sufiicient dimensions are given. If the 
penciled drawing is weU made, however, the dimensions on one view may 
be inked first, one line of dimensions at a time, and then the dimensions 
on the next view, and so on. When a detail is dimensioned chiefly in one 
view, but has a gage or a few similar figures in another view, it is well to 
ink these figures in connection with the rest of the detail, rather than to 
wait until the remainder of the view is inked. 

5. After the drawing has been dimensioned, all material should be 
billed as outlined in Chapter VII, page 43; then the list of members 
required and all notes should be inked, first the specific notes on various 
parts of the drawing, then the general notes, as outUned in Chapter IX, 
page 52. For aU of this work pencil guide Unes should be used, not 
merely by beginners, as students are wont to beheve, but by experienced 
draftsmen as well. Guide fines are essential to all good lettering; hke 
the carpenter's staging, they are used by the best men as well as by the 
novices, but, hke the carpenter's staging, they should be removed after 
the work has been completed. To obviate the necessity of ruling and 
erasing fines on each drawing, a small sheet ruled once for all with parallel 
fines at proper distances apart, may be slipped under the tracing cloth 
where the lettering is to be, and used instead of the pencil guide lines. It 
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is convenient to have a large number of parallel lines on this sheet not 
only to provide for notes which have many lines, but also to simphfy the 
placing of the sheet in the desired position. Diagonal red lines drawn 
at the standard slope for inclined letters are of great assistance in main- 
taining a uniform slant in lettering. A convenient size for this sheet is 
5" X 8"; if smaller it is difficult to place it under the cloth in the right 
position. Sheets with different spacing may be made for various sizes of 
letters, or different spaces may be combined on one sheet, if the change 
from one to the other is made conspicuous. Uniform spaces of tV" make 
good units, for a single space may be used for small notes, two spaces for 
Required Lists, and three spaces for titles. Simple freehand letters 
should be used entirely, and the draftsman should practice lettering until 
proficient, for a good looking drawing may be easily marred by crude 
lettering.* Slanting letters are preferable to vertical letters because 
* The beginner should obtain some standard book on lettering, such as Reinhardt's 



deviations from a uniform slope are less apparent than deviations from 
the vertical. Most draftsmen can letter more rapidly with sloping letters 
than with vertical letters. 

1. Finally the title should be traced and the border inked. For sug- 
gestions for making the title and the border see page 54 : 1-7. 

2. As soon as the tracing is removed from the board it should be turned 
face downward so that the draftsman may ascertain if any ink has passed 
through defects in the cloth, or through holes made by the instruments. 
All such blots should be removed, for they would cause spots on the prints 
and thereby mar the appearance just as if on the face of the tracing; they 
might cause serious trouble if an important figure was thus altered or 
obliterated. 

"Lettering for Draftsmen, Engineers and Students," D. Van Nostrand Co., New 
York; Blessing and Darling's "Elements of Drawing," John Wiley and Sons, Inc., 
New York, or French's "Engineering Drawing," McGraw-Hill Book Co., Inc., New York. 



CHAPTER XI 

ERASmG 

Stnopsis: It frequently happens that parts of structural drawings must be removed 
on accoimt of mistakes or changes. Every draftsman should learn to erase in such a 
manner as to leave the least possible evidence of erasure, even when several erasures 
are made in the same place on a drawing. 



1. To erase any part of a drawing properly is just as important as to 
ink or trace properly, and the draftsman should expect to devote a con- 
siderable part of his time to painstaking and careful erasing. In the 
first place, he must correct his own mistakes and errors of judgment, and 
in the second place, he must frequently make changes which may be due 
either to mistakes of others or to changes in design. Many good looking 
drawings are practically ruined by careless erasing. 

2. The object of erasing is not merely to remove part of a drawing, 
but to remove it in such a manner that other lines and figures may be 
placed in the same spot without having the change apparent on the blue- 
print. This can be accompUshed only by a person who fully reaUzes the 
difficulty, and who exercises great care and patience. 

3. Erase Willingly. — The first and often the only indication of friction 
between a beginner and his superiors usuaUj' arises because he objects to 
erasing. While he should never make changes until he approves them, 
yet he should stand in readiness to beheve that the more experienced 
checker has good reasons for most changes and he should try to see his 
point of view; moreover, the objections of the novice are more Ukely to 
be heeded, if, instead of attempting to convince the checker that minor 
changes should not be made because they involve too much erasing, he 
reserves his arguments for more important matters. The friction should 
be between the draftsman and the drawing not between the draftsman 
and the checker. To argue over erasing is usually futile, and more time 
is lost than would be used in making the corrections at once; furthermore, 
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the draftsman is Hable to lower himself in the estimation of the checker. 
He should be more tactful. 

4. The draftsman should profit by the criticisms of the checker, and 
guard against mistakes similar to those which have been corrected on 
former drawings. Erasing mistakes wiU often help bim to remember them. 
A new man is judged not so much by the mistakes he makes, as by the 
mistakes he makes a second time; if he is careful not to repeat any mistake 
it wiU not be long before he wiU outrank the men who are not so careful. 

5. Ink should be removed from tracing cloth by means of an eraser. 
The secret of erasing on cloth is to rub so Ughtly and slowly and with such 
frequent rests, that the cloth will not become noticeably heated ; if it be- 
comes a bit warm the preparation which makes the cloth transparent 
wiU become softened so that the eraser will remove it. If this prepara- 
tion is once removed the cloth is made opaque so that a white spot will 
show on the blue print, and the surface cannot be restored for further 
inking. A little experience will show how many strokes may be made 
without heating the cloth, the temperature of which may be tested with 
a dry finger. '^Tien there are several different parts to erase, the drafts- 
man can rub a few strokes in one place, then in another, and so on, until 
enough time has elapsed to allow the first part to becolne entirely cool, 
when the process may be repeated. The cloth should be supported by a 
smooth hard surface before the eraser is applied; unless the drawing 
board is unusually free from holes and dents, a triangle or something 
similar should be placed under the part to be erased. 
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1. The Eraser. — Either an "ink eraser " or a "pencil eraser " may 
be used for removing ink from tracing cloth. The former is more effective 
but it is liable to scratch or injure the cloth. One may obtain more satis- 
factory results with a pencil eraser if one has abundant patience and 
avoids excessive speed so that the cloth never becomes heated. When 
the ink is quite thick part of it may be removed with an ink eraser and 
the remainder with a pencil eraser. Whenever an ink eraser is used it 
should be followed by the use of a pencil eraser to clean the drawing 
properly. The center of contact should be kept on the ink to be re- 
moved lest the adjacent cloth become seriously damaged before the 
fact is realized. An eraser will often become soiled or clogged from use, 
particularly when used on heavy lines or on smooth paper. It should 
be cleaned by being rubbed on clean rough paper or on a clean portion 
of the drawing board reserved for the purpose. The Avhite or "ruby " 
erasers are firmer and better adapted to the removal of ink than the 
"emerald " ones; they are also more likely to be self -cleaning. 

2. A special ink eradicator for tracing cloth is on the market but it 
should not be used too generally. It should not be used for small 
erasures, since it cannot be confined to small area to good advantage and 
it should never be used if any erasures or scratches haA-e been made pre- 
viously within the same area. For taldng out a whole detail or other 
large portion of a drawing the liquid eradicator usually proves satisfac- 
tory. 

3. A knife or metal scratcher should not be used on a drawing in 
place of an eraser. The surface of the cloth is so damaged that it is 
impossible to re-ink properly the portion which has been scratched. The 
cloth often becomes so opaque where a knife has been applied that the 
scratched portion shows on the print almost as distinctly as if the ink 
had not been removed, and furthermore, the lines appear ragged. A 
very sharp scratcher in the hands of an expert can be used sparingly to 
advantage ; but as a rule, the use of a knife or scratcher is a confession of 
laziness, for there is nothing to recommend it except that it is sometimes 
easier to scratch out a small section of a line than it is to erase it and then 
have to replace the surrounding lines Avhich may be erased also. This 
advantage is offset by the fact that drawings fiequentl}- have to be re- 
traced when a later rcAision necessitates inking Avhere a knife has been 



used. Erasing with a knife nearly always involves the risk of injury to 
the cloth, and is in this sense a dangerous habit which is not justified by 
the results ; better results are almost invariably obtained when an eraser 
is used. 

4. When erasing a figure, a rivet, or small detail, which is close to other 
lines or figures, one may use an erasing shield to protect the surrounding 
parts, and thus simplify the filling in afterwards. 

A shield may be made by cutting any desired size and shape of aperture through a 
thin, tough card. Erasing shields of nickle-plated brass or of steel may be bought, 
those of steel being recommended, if used enough to keep them from rusting, because 
they are much more durable. 

5. A brush should be used to remove all pieces of eraser and other 
foreign matter from the drawing as soon as the desired parts have been 
erased. If pieces of eraser adhere to the cloth they may be brushed off 
more easily if a little tracing cloth powder (page 56 : 2) is sprinkled over 
them. 

6. The stirface of the cloth where any erasure has been made must be 
treated before ink is appHed, or the ink will spread. Although chalk or 
pumice stone are frequently used, it is better to polish the cloth, for 
the new lines will be more durable if on the cloth itself, than if partly 
on the powder. A triangle or other hard surface should be sUpped under 
the cloth, and a smooth, clean piece of soapstone or celluloid rubbed over 
the erased area until the cloth shines. Other hard surfaces may be sub- 
stituted for the soapstone, but they are Hkely to soil the cloth. An end 
of a celluloid triangle serves very well if the corners are rounded and used 
for this purpose only, care being taken to avoid the worn part when the 
triangle is used as a straight-edge. 

7. After erasures have been made and the cloth has been polished, all 
lines and figures which have been erased by mistake should be replaced 
whether there is anything to be added or not. This point is frequently 
overlooked, especially if only a small portion of a line is erased, but it 
requires only a few such omissions to mar the appearance of a drawing. 
In order to prevent blurring or blotting, especially if the erased surface 
is not very smooth, the heavier lines should each be built up by making 
several fine lines until the desired width is obtained, no line being drawn 
until the preceding one is dry. 
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1. If pencil lines are used on the tracing cloth, they may be left until 
the tracing is finished, and then removed along with any accumulated 
dirt. The author prefers a soft sponge eraser for this purpose, particu- 
larly if it was used at the beginning instead of powder to surface the cloth 
(page 56 : 2). Care should be taken to rub between the lines as far as 
possible, rather than across them; rubbing the lighter lines tends to make 
them too dim to print well especially if the cloth has been surfaced with 
powder. The pencil lines may also be removed by rubbing the surface 



of the drawing with a cloth dampened with benzine; the benzine does not 
affect the waterproof ink. Care should be taken to use only clean cloths, 
lest the whole drawing be made dingy. Many draftsmen prefer, the use 
of benzine on account of its simplicity, but for various reasons many 
companies do not furnish it. The author feels that benzine renders the 
cloth more liable to crack in handling and thus the usefulness of a draw- 
ing is somewhat impaired. 



CHAPTER XII 
DRAWING DIRECTLY IN INK ON TRACING CLOTH 

Synopsis: The advantages of this method over the method of drawing on paper 
and then tracing are shown; suggestions are given regarding the use of this method. 



1. Method Recommended. — Drawings may be made on paper and 
then inked or traced, or they may be made directly on tracing cloth. 
Some companies adopt one system, some another, while still other 
companies allow each draftsman to choose for himself. The majority 
of structural drawings are so similar to drawings already made that it 
is possible to draw many lines in ink without drawing them in pencil 
first. For this reason the method of maldng drawings directly on trac- 
ing cloth is recommended whenever practicable. 

2. Some of the companies that adopt the system of penciled drawings 
employ tracers, who simply trace the drawings made by other men. 
The tracers are apprentices, recent college graduates, or others of hmited 
experience who are thus enabled to learn the points peculiar to the 
structural company for which they work as well as the usual conven- 
tions of the drafting room. Soon after a tracer becomes proficient he 
is usually allowed to make drawings himself, and his place is taken by a 
new tracer. By this process it is difficult to keep the tracing up to the 
proper standard and the tracings may be issued in very poor form ; the 
detailer may have to spend considerable time in preparing the tracings 
for the checker, or the checker may have so many errors to indicate that 
he cannot work efficiently. It is poor economy to allow good men to 
spend valuable time on drawings, only to have much of the meaning and 
good appearance lost through careless tracing; hence it is often better 
for draftsmen to make their own tracings. If the draftsman were to 
trace his own pencil drawing he would not need to make it quite so 
complete as if another person were to trace it; but even less penciling 



would be required were he to make his drawing directly on the cloth 
instead of on paper. In this way he might ink many lines and figures 
without first making them in pencil. 

3. Arguments. — Although it is more serious to make false lines in 
ink than in pencil, this should not prevent any careful draftsman from 
adopting this method of inking much of the drawing without previously 
penciling it. He should cultivate accuracy by strict attention to his 
work, and he should check his work repeatedly to avoid carrying a mis- 
take so far that it will entail extensive alteration. When first attempting 
this method, the draftsman should ink only the lines and the figures 
which he is sure are right; on subsequent drawings he will find that a 
larger number may be inked, and it is believed he will gradually become 
an enthusiastic advocate of this method. Most men who are opposed 
to the method have not given it a fair trial; or they have attempted to 
ink too much, and naturally no time has been saved. The men who 
still persist in making complete pencil drawings after years of experience 
are being outranked, for the most part, by men of equal ability who 
work more efficiently by drawing directly in ink on the cloth. Even if 
an occasional drawing has to be retraced on account of mistakes made 
in inking directly on cloth, this fact should not be given too much weight, 
for the chances are that the same mistakes would have been made in 
pencil. If that part of the pencil drawing which is correct can be pre- 
served and traced, so also can the same part of the inked drawing be re- 
traced just as quickly. Doubtless a little more time is taken in making 
the original drawing in ink than would be taken to make it in pencil, but 
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since comparatively few drawings need be retraced, this loss is more than 
balanced by the time saved in making other drawings directly in ink on 
the cloth; this gain is approximately the difference between the time 
required for drawing once in pencil and then tracing, and the time 
required for simply drawing in ink once. 

1. Not all drawings are well adapted to this method of drawing 
directly in ink. If a large number of pencil lines must be drawn, many 
of which may have to be erased, better results would probably be ob- 
tained by making a pencil drawing on paper. Sometimes the two 
methods may be combined to advantage. Thus, if a drawing is so 
complicated that the best positions for the different views must be 
determined by trial, the preliminary work may be done in pencil on 
paper; but as soon as the views are finally located and all necessary 
pencil Unes drawn, this much of the drawing may be traced, and the 
remainder completed on the cloth just as if all the lines were so drawn. 

2. A drawing must be carefixlly planned in advance if the whole or 
any part of it is to be inked without previous penciling, in order to in- 
sure a good arrangement and to avoid crowding. This is not an argument 
in favor of a complete pencil drawing, because such preliminary plan- 
ning should be done also before a pencil drawing is started, so as to 
avoid the necessity of shifting the cloth while tracing to effect a change 
in the arrangement. The number of views and the number of dimen- 
sion lines should be determined, and also the extreme dimensions of 
each view, including the main member and all projecting parts. If any 
sectional views are to be placed in breaks in other views their positions 
should be anticipated to avoid erasing spaces for them later. 

3. A sheet of clean paper should be placed underneath the tracing 
cloth before a drawing is started on the cloth; the paper makes the 
hues more distinctly visible and also covers the thumbtack and other 
holes in the board so that there is less danger of holes being punched in 
the cloth by the pencil. 

4. Illustration. — As soon as the number of views and dimension 
lines and the main dimensions of a member are determined, points may 
be plotted to indicate the position of each line that extends practically 
the full length or depth of the member in each view; pencil lines may be 
drawn if necessary to show where these long lines stop. Then these full 



length lines, both dimension lines and Unes of the main drawing, may be 
drawn in ink without being drawn first in pencil, with a corresponding 
saving of time. In case some of the lines represent parts which are to 
be behind details to be added later, these lines may be drawn in pencil 
or omitted altogether until the details have been located; then the lines 
may be inked, with dashes to represent the invisible portions. For 
example, let us consider the drawing of a plate girder with cover plates 
(Fig. 102) . Suppose that front, top, bottom, and end views are required 
and that the girder is symmetrical about the center line. From a pre- 
liminary sketch we find how many dimension lines are needed. Points 
may now be plotted with due regard to margins and spaces between 
views to insure a good arrangement. Vertically, these points will show 
the position of (1) all full length dimension lines; (2) the three lines of 
each flange angle in the web view, with the corresponding rivet lines 
(usually at the standard gage); (3) the eight lines in the top view for 
the cover plate and flange angles, with the corresponding livet lines 
(usually two in number) ; (4) same as (3) for the bottom sectional view. 
Horizontally, these points will show the position of (5) the left end and 
the center line of the girder; (6) the cover plate and flange angle lines of 
the end view which are the same as those in the top view, and in addition 
the lines of the stiffening angles and their rivet lines; (7) the full depth 
dimension lines. Now the pen may be filled and set for fine lines, and 
lines may be drawn in the following order: (1) a continuous vertical 
line at the end of the girder drawn from the bottom view to the top 
view; (2) a dot and dashed line at the center drawn from the bottom 
view to the top view; (3) all horizontal dimension Unes and rivet Unes, 
including lines from the end view to the front view to indicate the depth 
from back to back of flange angles; the rivet lines should extend beyond 
the end of the girder to the proper dimension lines; (4) the rivet lines 
in the end view and the vertical dimension lines. Now the pen may be 
set for wider lines, and the following lines may be drawn : (5) the cover 
plate lines of the top view, provided the plate extends full length; (6) 
the lines which show the outstanding legs of the flange angles in the 
web view; (7) the heavy web line and the other lines of the bottom 
view, except the cover plate lines which cannot be drawn until the lengths 
are determined; (8) the vertical lines of the end view (except the dashed 
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lines) and the end line of each of the other three views; (9) the hori- 
zontal lines of the end view. The pen may now be set for shghtly nar- 
rower lines (page 37 : 1) and the dashed Unes may be drawn (10) for the 
flange angles in the top view, and (11) in the end view. The main 
dimensions may now be recorded in ink. Thus the drawing is well 
advanced without the use of a single pencil line. As soon as the stiffening 
angles are located, points may be plotted to show the three lines of each 
angle and the corresponding rivet lines. The rivet lines may be inked, 
then the stiffening angles in all three views, and the remaining lines of 



the flange angles in the web view which must be dashed behind the 
stiffening angles now located. As soon as the spacing of the rivets in the 
web view is determined and the totals checked in each panel as well as 
in the full half-length, the necessary rivets may be plotted and the cor- 
responding lines and dimensions inked. Similarly the other views can 
be completed, and when the cover plate lengths are definitely determined 
they may be shown in the top, front, and bottom views. The rivets 
and holes may be shown, the material may be billed and the notes and 
title may be made directly in ink without being penciled. 



CHAPTER XIII 
RIVET SPACING 

Synopsis: Rivets must be spaced to conform to general rules and specifications 
which are in common use; such rules are given in this chapter. The spacing is also 
dependent upon the number of rivets required under different conditions, as explained 
in the chapters of Part III. 



1. " Rivet spacing," as a general term, refers to the dimensions 
which locate either shop or field rivets. These dimensions extend in- 
variably to the centers of the rivets. " Rivet pitch " is a more specific 
term usually limited to the spacing which locates the rivets that con- 
nect the component parts of a built member in the direction parallel to 
the longitudinal axis. This term is most frequently appHed to the 
flange rivets of plate girders, in which the pitch at different points must 
be determined from the given loads, as explained in Chapter XXXVII, 
page 241. 

2. General rules for the spacing of rivets are given in this chapter 
to conform to those in common use. The spacing is also necessarily 
dependent upon the number of rivets required to satisfy the conditions 
of loading and other considerations which are discussed in different 
chapters of Part III. 

3. Each structural company adopts a set of standards for the guid- 
ance of its draftsman in order to make the drawings more uniform. 
Each draftsman should follow, whenever it is feasible, the standards of 
the company for which he works. 

4. The specifications which accompany each contract should be care- 
fully read, and the rivet spacing should never violate any clause therein. 
For the most part the different sets of specifications are quite similar; 
the rules of this chapter conform to the majority of them. 

5. Standard Gages. — The flanges of I-beams and channels are so 
narrow that the usual rules for clearance and edge distance cannot be 
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applied transversely. Standard gages which will best meet all require- 
ments are therefore adopted. The gages given in the tables on pages 
298 to 302 inclusive are in common use, although the standards of some 
companies differ slightly. Standard gages for angles are also adopted 
as shown on page 303. These standard gages should be used in all 
places unless there is good cause for deviation. However, it is usually 
better to change the gage slightly on one drawing than it is to make 
the distance between rivets on two or more drawings result in sixteenths 
or eighths, as in connection angles for beams and girders (pages 83 : 6 and 
106:3), or in the flanges of girders and columns (pages 106:3 and 136: 1). 
The rivets in diagonal bracing are often placed in the centers of the 
angles instead of at standard gages (page 139: 3). The two rows of rivets 
in a 6-inch angle are often separated more than usual to accommodate 
the spacing on the members to which they connect, as in the base angles 
of columns (Fig. 133) or in struts (Fig. 147) . 

6. The minimum spacing of rivets should be such that the strength 
of the metal between rivets fully develops the strength of one rivet. 
The minimum pitches for the rivets in the flanges of plate girders should 
be determined from the table on page 306 in accordance with the condi- 
tions of each problem, as explained on page 255:2. In most other cases 
it is more convenient and sufliciently accurate to use a certain minimum 
space for each different diameter of rivet regardless of other conditions. 
The values most commonly specified for absolute minimums are either 
" three diameters," i.e., three times the diameter of the rivets, or else 
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the " usual minimum " tabulated on page 305; these specifications differ 
only for the smaller rivets. A preferred minimum is also shown to be 
used in work of the better class. These values are based upon average 
conditions. (Compare with the values for rivets in a single line given 
on page 306.) No two rivets should be placed closer together in any 
direction than the proper minimum space. The minimum spacing for 
staggered rivets in tension members should be taken from the diagram 
on page 305, as explained on page 209 : 1. 

1. The maximum spacing of rivets differs not only with their diameter, 
but with the type of member and the position of the rivets in the mem- 
ber. When rivets are staggered on two lines, as in the flange angles of 
girders or columns, the maximum pitches given below refer to the dis- 
tance from a rivet on one line to the next rivet on the other line measured 
parallel to the rivet line as if the rivets were on a single line. (Compare 
the next to the last sentence of the preceding paragraph), (a) In gen- 
eral, the maximum pitch of rivets measured parallel to the principal 
axis of a member is 6" for 1", |" or f " rivets, 4J" for |" rivets, and 
4" for I" rivets. Many specifications limit the pitch of f" rivets to 5". 
(6) The pitch should not exceed 16 times the thiclmess of the thinnest 
exposed plate or other shape, (c) For girders, which support moving 
loads applied to the flanges, as crane girders, or stringers of bridges and 
viaducts, a maximum pitch of 4 or 4J inches is usually specified for the 
flange rivets, (d) The pitch of the rivets which fasten the component 
parts of a compression member together should not be more than four 
diameters at the ends of the members and opposite the connections of 
heavy loads. This close spacing should extend the full depth of such 
connections, and at the ends for a distance which is variously specified 
as equal to one, one and a half, or two times the width of the member; 
the mean value of one and a half may be used unless otherwise specified, 
(e) Rivets in tanks should not exceed about four diameters to make the 
joints watertight.* (/) Rivets which do not transmit much axial stress 
may be spaced farther apart than the values given above; thus the 
rivets which fasten skew-back angles for floor supports to the webs of 
beams and girders may be I'-O" apart, rivets which connect stiffening 

* See table of spacing for watertight joints in Ketchum's "Structural Engineers' 
Handbook," McGraw-Hill Book Co., Inc., New York. 



angles to channel struts or stiffening channels to crane beams l'-6", 
countersunk rivets in column bases from 9" to I'-O", and stitch rivets 
as indicated on page 69 : 4. 

2. Wide Cover Plates. — The rivets in the flange plates of a compres- 
sion member are usually placed in two rows unless the distance between 
the rivet lines, measured at right angles to the principal axis, exceeds 
forty times the thickness of the outside plate; in this case four rows 
would be used. If two or more plates project 3" or more beyond the 
edges of the angles, an extra row of rivets must be used to fasten them 
together, the pitch being twice that of the rivets which connect the 
plates to the angles. 

3. " Edge distance " is a term applied to the perpendicular distance 
measured from the center of a rivet or hole to the edge of any structural 
shape. When possible the edge distance should be at least one and a 
half diameters, and preferably two diameters, as tabulated on page 305. 
This is especially important in the direction of the line of stress. Smaller 
edge distances are unavoidable in the flanges of the smaller beams 
(page 68 : 5), and it may seem best to use them in comparatively light 
work in places where the available space is limited, but it is usually best 
for the novice not to make such exceptions without due counsel. The 
edge distance should not be more than 5" nor more than eight times the 
thickness of the thinnest exposed plate or other shape. 

4. Stitch Rivets. — A member composed of two angles should have 
them riveted together at frequent intervals in order that the stress may 
be distributed equally between the two angles. If the angles are sep- 
arated on account of connections to gusset plates, a washer is placed 
between them at each rivet in order to maintain a uniform distance 
between the angles. These equalizing rivets with or without washers are 
called " stitch rivets." They need not be dimensioned, but the proper 
number should be shown or else the approximate spacing should be noted. 
The distance between the last rivet of one connection and the first rivet 
of the next connection should be divided approximately equally. Stitch 
rivets are spaced from 2'-6" to 3'-0" apart in tension members, but from 
l'-6" to 2'-0" apart in compression members on account of the tend- 
ency of the latter to buckle. The specifications for railway bridges 
sometimes limit the spacing of stitch rivets in tension members to I'-O". 
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1. Lattice bars are used in light compression members or diagonals 
instead of web plates or cover plates, and on the mider side of chord 
members where it would be impractical to use cover plates. Tie 
plates should be used at the ends of each group of bars. For the sizes 
of tie plates and lattice bars, see page 216 : 2-3. For the method of 
billing and the method of manufacturing lattice bars see page 45 : 2. 
For the method of representing and dimensioning lattice bars see pages 
40:5 and 50:6. Either " single latticing" or "double latticing" 
may be used as shown on page 315, double latticing being used when 
the distance between rivet Knes is more than l'-3". A rivet is placed at 
each intersection of double lattice bars. The inclination of double lattice 
bars with the longitudinal axis of a member should not be less than 45°, 
i.e., the distance from center to center of rivets in any bar, measured 
parallel to this axis, should not exceed the corresponding distance meas- 
ured at right angles to the axis. The inclination of single lattice bars 
with the longitudinal axis varies from 60° in important members to 45° 
in comparatively light and unimportant ones; for most work an in- 
clination of from 50° to 55° proves satisfactory. When single lattice 
bars are used on opposite sides of the same member the bars should 
alternate, as shown in Fig. 129. The clearance between the end bar 
and the tie plate should preferably be from j" to IJ", or else the bar 
should overlap the plate with a common rivet. The spacing for different 
groups of lattice bars on the same or similar members should be made 
so that the bars are interchangeable as far as possible. 

2. Practical Points. — (a) Every separate piece should contain at least 
two rivets even if one rivet is strong enough, because a single rivet is 
not sufficient to hold the piece in position properly, (b) Rivets should 
be spaced with due regard to the appearance of the finished member; 
for example, a single small pitch between two large pitches in a girder 
flange is conspicuous (page 70 : 4). (c) When multiple punches are to 
be used, the rivet spacing should be given so that the punches can be 
used to the best advantage. In multiple beam punches the spacing is 
usually fixed. In multiple plate punches the spacing may be made to 
correspond to the drawing, but the work may be facilitated if the holes 
for intermediate connections are made to line up with the other holes, 
(d) Templets are often made to serve for several different members; 



this fact should be borne in mind when the rivets are spaced. Long 
lines of rivet spacing on similar members should be kept alike as far as 
possible, the different spaces being kept near together, preferably at the 
ends so that different short templets may be used in conjunction with 
one long one. The differences may often be made in the same templet 
by boring different sets of holes; the centers of these holes should not 
fall less than J" apart or they will interfere with each other. 

3. Usual Spaces. — The rivets which connect the main component 
parts of a member are spaced as far apart as is compatible with the con- 
ditions outlined in the preceding paragraphs, in order to minimize the 
number of rivets to be driven. But the rivets which connect one mem- 
ber to another, or part of one member to another part, are placed at the 
usual minimum or the preferred minimum distances as far as possible 
in order to reduce the size of the connecting material. 

4. Continuous Rivet Spacii^. — The following suggestions may aid the 
beginner in spacing long hnes of rivets which extend virtually the whole 
length or depth of a member: — (a) First locate all rivets which are 
determined by given conditions, such as those in cormections to other 
members, those near the ends of compression members, or those which 
must line up with other rivets on account of fixed gages or working 
lines; then complete the spacing of the intermediate rivets as follows: 
(6) If the number of intermediate rivets is determined by the stress 
the rivets are spaced approximately equidistantly. The available dis- 
tance is divided into the proper number of spaces (one more than the 
number of intermediate rivets) ; imless the result is a multiple of J", the 
nearest J is usually chosen for part of the spaces, another value being 
used for the one or more remaining spaces. L'sually one odd space will 
serve to balance the line satisfactorily unless the spacing should be 
kept symmetrical as in the stiffening angles of a plate girder when two 
should be used, (c) If the intermediate rivets are spaced at a fixed 
pitch (usually the maximum allowed) as in columns or chord members, 
the number of such spaces is determined and any remainder is noted. 
This remainder may be inserted as a special space provided it is larger 
than the adjacent space; otherwise it is better to add it to one or more 
of the maximum spaces and subdivide the sum; this should preferably 
be arranged so that not more than one space results in sixteenths, and 
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so that all of the spaces are smaller than the fixed pitch but equal to or 
larger than the adjacent space for the sake of appearance. When more 
" balancing spaces " than one are used they may all be placed at one 
end of the group, or part may be placed at each end. (d) If the rivet 
pitch changes at intervals as in the flanges of plate girders, enough spaces 
of each pitch are used to extend the proper distance from the end (page 
241 : 5) . Near the center, enough spaces of the last pitch must be used to 
complete the total length; in case a remainder is left, one or more odd 
spaces may be inserted at the last change in pitch, but the odd spaces 
should be larger than one pitch and smaller than the other for the sake 
of appearance. The odd spaces should not be placed at the center of 
the girder because a few small spaces in the middle of a group of large 
spaces would not look well. The spacing should be made symmetrical 
about the center line; the center line should therefore fall either at a 
rivet or midway between two rivets, whichever gives the better arrange- 



ment of balancing spaces. If the girder is divided into fixed panels by 
stiffeners, care should be taken that the spaces in each panel total the 
proper amount, and that ample driving clearance is allowed for all rivets 
(page 73 : 5) . (e) For the benefit of the shopmen sixteenths and 
eighths should be avoided whenever practicable. For instance, rather 
than make ten equal spaces in sixteenths, eight or nine spaces can be 
made alike leaving one or two odd spaces, not more than one of which 
involves sixteenths. (/) After a Ine of rivet spacing is completed it 
should always be totaled to make sure that the sum equals the proper 
amount; * similarly the sum of the spaces which subdivide any other 
dimension should equal that dimension, (g) The multiplication table 
for rivet spacing on page 307 may be used to advantage in this work. 

* There is a small adding machine (The Architects' Calcumeter) on the market, 
which is admirably adapted to this purpose, but at present its price is beyond the 
reach of the average draftsman. 



CHAPTER XIV 
CLEARANCE, AND ERECTION CONSIDERATIONS 

Synopsis: There are many points which the draftsman should consider in order to 
make the erection of a structure not only possible but comparatively easy. Clearance 
should be allowed so that members or parts of members may be assembled without 
interference, and so that rivets may be driven by machine. 



1. Clearance should be provided wherever possible to facilitate the 
assembling of the component parts of members in the shop, and the 
erection of the whole members in the field. Clearance is of greater 
importance in field connections than in shop work because of the diffi- 
culty in handling the larger pieces which are involved and which must 
be put into comparatively inaccessible places. It is much simpler to 
trim a smaU piece in the shop than it is to cut a whole member in the 
field. The more common places where clearance should be provided 
are (a) between the component parts of a member, (6) between the pro- 
jecting parts of a member and the members to which it is to connect, 
(c) at the ends of a member which is to be inserted between the faces 
of the supporting members, and (d) between each rivet and any 
projecting part which might interfere with the use of a riveting 
machine. 

2. Provision for Overrun. There is often a variation between the 
actual size of a structural shape and the size indicated on the corre- 
sponding drawing. This variation may be the result of the methods 
of rolling the material at the mills, especially angles, as explained on 
page 25 : 1; or it may be due to inaccurate cutting either at the mill or 
at the shop. In any event, due allowance should be made so that the 
assembling of the different parts will not be made unnecessarily difficult. 
For example, the rivets which connect the diagonal members of trusses, 
latticed girders, or bracing systems to the gusset plates should be so 
placed that these members may be cut short enough to avoid any inter- 
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ference with the chords or other members. This provides for any 
variation in the lengths of the diagonal members or in the depths or 
widths of the chord members. See pages 76 : 1 and 138 : 5. Similarly 
I-beams and channels are ordered short enough to allow for overrun 
as explained on page' 88 : 1, to avoid the necessity of recutting them. 
If the members are assembled in the shop the usual clearance is J", 
but if assembled in the field the clearance is increased to ^". In 
order to eliminate sixteenths and preferably eighths from the billed 
lengths of the members the above values may be increased by xV" or 
I", or in some cases reduced by ^V"- 

3. In some places tight fits are necessary, but this work involves 
additional expense and should be avoided whenever possible. Stiffening 
angles of plate girders are usually fitted so that the outstanding legs are 
in contact with the flange angles. These angles must not only be cut 
carefully to length, but they must be cut to clear the curved fiUets of 
the flange angles (page 26 : 1). Similarly, stiffeners are used under seat 
angles and in similar places. 

4. Projecting parts should be arranged so that they wiU not interfere 
with the erection of a member. Clearance should be left between 
members which connect independently to the same member. One or 
more angles of a member may have to be cut shorter than the remaining 
angles, as for example the chords of W 2, Fig. 111. Similarly a mem- 
ber may have to be notched or blocked out as in Figs. 87 and 104. 
The amount of clearance should be at least ^". 
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1. Erection Clearance. — When one member is to frame at riglit angles 
between the faces of two other members and is to be connected by- 
means of angles riveted to the webs, as for example B 10 (Fig. 87) and 
S 1 (Fig. 98), the extreme distance from back to back of connection 
angles should be made less than the clear distance between the faces of 
the supporting members in order to allow " erection clearance." It is 
not always possible to allow sufficient clearance to permit the member 
to be swung- into position without moving the supporting members; 
for if the ratio of the width of a member to its length is large, the neces- 
sary clearance would be so great that the surfaces could not be drawn 
together to make a satisfactory riveted joint. But even if the support- 
ing members must be spread while the other member is being inserted, a 
little clearance is desirable as a safeguard against an overrun which 
would prevent restoring the supporting members to their proper posi- 
tions. The amount allowed varies from ■^" to f^" at each end; some 
companies contend that •}^" is practically negligible on account of the 
paint, scale, and careless shopwork which may counterbalance it; but 
from a larger clearance may result loose joints, or else the columns and 
girders which support long lines of such beams may be drawn out of 
plumb. For most work ^" or ^" at each end should be allowed 
for erection clearance; thus: in order to make the length back to back 
of angles free from sixteenths, a total clearance of -fs" should be sub- 
tracted if the clear distance between supports results in sixteenths; 
otherwise |" should be subtracted. No erection clearance is required 
when one end »f the member is wall bearing or otherwise free to move, 
or when the member frames diagonally between two other members. 

2. Seat Angles. — The end of a beam or a girder should be supported 
entirely by end connection angles, or else by a seat angle or some form 
of bracket, but never by a combination of the two because of the diffi- 
culty in making both act at the same time. Erection seats should be 
provided to support girders with end angles until the rivets are driven 
(Fl, Fig. 99) ; erection seats may also be provided for heavy beams or 
for beams which are to be connected to opposite sides of a web plate by 
the same rivets. Usually an erection seat is shown J" lower than the 
bottom of the girder so that if inaccurately set it will not prevent the 
placing of the rivets. When seat angles or brackets carry the whole 



load, top angles or side supports should b^ provided to prevent the beams 
or the girders from overturning. Top angles should be shipped bolted 
so that they may be removed during erection if desired. A clearance of 
\" should be left between the tops of the beams and these angles to pro- 
vide for any increase in the depth of the beam on account of the spreading 
of the flanges or the use of worn rolls during manufacture; a similar 
clearance of \" should be left between the angles and the tops of girders. 

3. Holes for anchor bolts for columns and girders should be made 
Tff" or f" larger than the bolts. This either simplifies placing mem- 
bers on bolts which are already set, or else provides for drilling holes in 
the masonry after the steel work is in position. The holes should be 
located with these points in view. 

4. Other Connections.* — The extreme width or depth of web mem- 
bers, top struts and laterals, and other members which must be inserted 
between two gusset plates, should be made |" less than the clear distance 
between the plates, thus allowing a clearance of iV" on each side. A 
like amount should be used if possible at column splices (page 276 : 4). 
When plates must be inserted between angles it is desirable to have the 
space between the angles |" more than the plate thickness; when this 
is not feasible, care should be taken that no shop rivets are placed in 
either leg of the angles which will prevent their being spread sufficiently 
to allow the plates to enter. If such rivets are required they should bew 
left to be driven in the field (Fig. 135). Often splice plates and con- 
nection angles may be held in position by one or more shop rivets (Fig. 
133), but if erection is thus made more difficult it is better to omit all 
shop rivets and to ship the pieces bolted (Fig. 135). 

5. Driving Clearance. — Both shop and field rivets are preferably 
driven by machine as explained on page 30 : 4, and if possible rivets 
should be so located that the machines can be used. A careless drafts- 
man sometimes locates rivets which can be driven only with the greatest 
difficulty, if at all. 

A common mistake among novices is to space the rivets in the cover plates of columns 
or girders independently of the stiffening angles on the web; as a result the outstanding 
legs of the stiffeners often interfere with the driving of the rivets in the cover plates. 

* See also Ketchum's "Structural Engineers' Handbook," McGraw-Hill Book Co., 
Inc., New York. 



74 



PART II — STRUCTURAL DRAFTING 



In order that machines may be moved into the proper position for driv- 
ing rivets, sufficient driving clearance must be provided between the 
rivet heads and any projecting parts to allow for the dies which form 
the heads. The amount of driving clearance required under different 
conditions is given in the tables at the bottom of page 304. 

1. Other Erection Considerations. — (a) Too much care cannot be 
taken to insure the proper erection of each member at the site. Not 
only should the holes of one member match exactly the holes of a con- 
necting member, but the erectors should be able to put every member 
into position without interference and without undue labor. The difii- 
culty of attaining this end increases in proportion to the size of a con- 
tract and to the number of detailers and checkers who work upon it 
simultaneously. (6) Field rivets should be so located that they can be 
driven when the members are in position; bent plates and projecting 
parts of other members are liable to interfere, (c) Any mistake which 
leads to cutting or drilling in the field is very expensive, partly because 
of the lack of facilities but more especially because of the number of 
skilled workmen who are delayed during the investigation which neces- 
sarily precedes any alteration. If a member must be returned to the 
shop for changes, or if a new piece must be made to replace a member, 
the delay in erection is often very costly. 

• An actual blunder may be cited to show the importance of studying the structure as 
a whole. Two girders at right angles to each other were to be connected to the same 
column, one to the web and the other to the flange. Each connection would be correct 
if used independently or if one of the girders extended in the opposite direction, but the 
detailer and the checker both overlooked the fact that the two girders would intersect 
and hence could not be in position at the same time. It was necessary to cut one 
girder short and make it frame into the other; also to strengthen the other column con- 
nection to support the combined load. 

(d) Details should be arranged to facilitate erection whenever possible, 
but this is especially important in replacements, such as office and loft 
buildings, and railway bridges, so that the old structures may be left 
intact until the last possible moment. Special types of connections are 
often used for this class of work in order to reduce the number of field 
rivets (page 89 : 2). (e) The draftsman should be familiar with common 



methods of erection * in order to anticipate special requirements for which 
provision should be made on the drawings. Rivet heads which pro- 
trude far enough to prevent swinging a member into position should be 
flattened or countersunk (page 40 : 6), or else left to be driven in the field. 
" Hand holes " may have to be bored through solid web plates to give 
access to the inside of box sections for driving rivets. Similarly, shop 
rivets may be omitted from lattice bars or tie plates so that they may 
be removed temporarily (Fig. 129). Single field rivets at the intersec- 
tions of the diagonals of vertical bents may require special stagings for 
the riveters. Such rivets are very expensive and they should only be 
used when unavoidable. (/) When the position in which a member is 
to be erected cannot be readily determined from the member or from 
the erection diagrams, one end of the member should be marked N., S., E., 
or W., or otherwise, to show the proper position. Shopmen should always 
place a member right side up, before painting the shipping mark on the 
side. This system will prevent the erection of a member upside down. 
In some cases it may seem desirable to make the spacing of one or two 
rivets different at the two ends to prevent interchange. Similar pre- 
cautions should be taken to avoid mistakes in assembling connection 
angles or other parts of members which may cause trouble in erection. 
(g) When two or more members are to be supported by the same field 
rivets, they must all be erected before the rivets are driven. Such 
conditions are usually apparent from the erection diagrams, but the 
draftsman should make sure that any unusual connections are noted or 
indicated on the diagram in such a manner that the erector will not 
drive any rivets prematurely, (h) Bridge details should in general be 
arranged so that the trusses or girders may be completely erected before 
the floor system is inserted or, conversely, so that the floor system can 
be completely erected before the trusses are put in position, (t) Notes 
should appear on the erection diagram drawing attention to all drilling 
and cutting which must be done in the field, such as holes in existing 
structures for the connection of new members. This shows the erectors 
that such work is expected of them so that no claim for extra remunera- 
tion can be made. 

* See footnote, page 20. 



CHAPTER XV 
LAYOUTS 

Synopsis: There are three common types of layouts in which the graphic method of 
determining certain dimensions may be used to better advantage than numerical 
computation. 



1. A "layout" is a preliminary drawing made for the purpose of 
sealing distances which cannot be obtained so easily in any other way. 
Layouts are used chiefly for determining the best shape and size of 
connection plates for members which meet at oblique angles, with due 
regard to rivet spacing, edge distance, and clearance. A layout is usu- 
ally made on a separate sheet, and having served its purpose it is gen- 
erally discarded just as a calculation would be; such a drawing need not 
be made so complete as a working drawing, but it should be drawn much 
more carefully to scale. In order that distances may be scaled with 
accuracy a layout should be drawn to a comparatively large scale; for 
most work a scale of 1|" = 1' is satisfactory, but 3" = 1' or 1" = 1' 
are often used. A separate layout is usually made for each gusset 
plate or bent plate connection, although similar layouts may often be 
combined. The term " layout " is also applied to a preliminary drawing 
which may afterward be completed for use as a working drawing. Thus, 
the drawing of a truss, for example, may be carried far enough for the 
draftsman to scale the lengths of all members with sufficient accuracy 
to enable him to order the material, and later this layout may be 
completed to serve as a working drawing. 

2. When Used. — A layout is necessary only when the axes of the 
members intersect at angles other than 90°, for if members meet at right 
angles all dimensions may be determined easily by addition and sub- 
traction. Layouts are commonly used for practically all skew connec- 
tions, and for the gusset plates of trusses and various forms of bracing. 
When working drawings are made to a scale of 1" = 1' separate layouts 



are not usually required because the sizes of the gusset plates may be 
determined with sufficient accuracy from the drawings. 

3. A simple layout, composed of a few limiting lines such as edges and 
ends of members, often suffices to give the experienced draftsman the 
desired information, but a novice can often save time by putting in 
extra lines to show the conditions more clearly. A draftsman should 
make a layout more complete if it is to be used also by someone else. 
If an elaborate layout is made for use in ordering material, particularly 
when conditions are rather unusual, this layout should be preserved for 
the use of the detailer and the checker. It need be carried only far enough 
at first to serve the purpose of the man who orders the material, when 
it may be handed to the detailer to be completed for his use. Most 
checkers prefer to make new layouts in order to obtain more positive 
checks, particularly if inaccuracies in plotting will seriously affect the 
results. 

4. There are three common types of layout which will serve for 
illustration, viz.: gusset plates, lateral plates, and bent plates. The 
first two terms are often used interchangeably, but for convenience they 
will be treated as separate types with this distinction: gusset plates are 
used to connect main members of trusses or other members carrying 
considerable stress when it is important that their lines of action meet 
in a common point; lateral plates are used to connect the members of 
bracing systems or light latticed girders in which a single intersection 
is less important so that auxiliary working points may be used for con- 
venience. 
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1. As an example of the first type there will be given the general 
method of procedure for making the layout of a gusset plate which con- 
nects two web members of a roof truss to the bottom chord, each mem- 
ber being composed of two angles. See Fig. 76. I. Determine the 
slopes of the diagonal members as explained in the next paragraph (see 
also page 115:2). II. Lay down the working lines (usually the rivet 
lines, see page 115 : 2), of all the intersecting members to the proper slopes, 
using a scale of I5" = 1' or 3" = 1'. III. Plot the limiting lines (out- 
side edges) of the angles, using the proper gages (page 68 : 5), and showing 
the backs of the angles on the proper sides. IV. Draw lines to show 
the desired clearance c (page 72 : 2). V. Cut each diagonal angle normal 

to its axis so that the nearest comer will 
fair in the clearance line just plotted. 
Make sure that ample clearance is left 
between the diagonals. VI. Place a rivet 
at the desired edge distance e (page 69 : 3) 
from the end of each diagonal angle; since 
the distances from these rivets to the work- 
ing point are to be dimensioned on the 
working drawing, it is usually preferable to 
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express them to the nearest i", either the 



amount of clearance or the edge distance 
being changed, if necessary, to accompUsh this result. VII. Lay off 
the proper number of rivets (page 231 : 1) in each diagonal member 
at the desired distance r apart; this dis'tance is generally made equal 
to the usual or the preferred minimum spacing given in the table on 
page 305, so that the resulting plate is not made unnecessarily large. 
VIII. Space the proper number of rivets in the chord member; if 
the chord is continuous, rivets need be provided only for the difference 
in the stress on opposite sides of the plate (see page 233 :2). These 
rivets can often be spread more than those in the diagonals without 
increasing the size of the plate; the outer rivets should preferably be 
placed at the distance e from the edges of the plate; this means that 
they can often be projected down from the last rivets in the diagonals, 
although in that case the shape of the plate must be anticipated and per- 
haps the size must be determined (see IX below) before the rivets can 



be located. If feasible one rivet should be placed at the working point 
where it is most effective, but care should be taken that no space exceeds 
the maximum allowed (page 69:1). IX. Draw in the edges of the 
gusset plate with due regard to the following points: (1) allow ample 
edge distance e from each rivet to the nearest edge of the plate; (2) 
leave no comers of the plate projecting beyond the angles, i.e., each 
vertex should be hidden by the angles; a comer which falls behind a 
single angle should preferably be made to come on one edge of the angle 
for the sake of appearance, but if between two angles this does not 
matter; (3) reduce the number of cuts to a minimum, for each cut 
increases the cost of the plate; (4) avoid cuts with reentrant angles, 
for they cannot be sheared; they must be cut by punching a series of 
connected holes and then chipping off the remaining projections between 
holes with a pneumatic chisel (page 14) ; this operation is reserved for 
very exceptional use (see SPl, Fig. 128); (5) make two edges of the 
plate parallel and a whole number of inches apart if possible, so that 
the plate may be cut from one of standard width (page 43 : 3) ; (6) cut 
across the full width of the plate if possible, so that a number of similar 
plates may be cut without waste from a long plate, by alternating the 
cuts as shown in Fig. 44; (7) the width of the plate is usually the 
shorter dimension but this may be changed if desired on account of (5), 
(6), or (8); (8) use as few different widths of plates as practicable on 
one drawing, and preferably on one contract; they may then be ordered 
or taken frOm stock to better advantage; (9) the nominal length of the 
plate as billed on the drawing is the extreme dimension at right angles 
to the width, i.e., the dimensions of the including rectangle are given; 
this length is preferably expressed to the nearest i" but eighths are 
used; in ordering material in multiple lengths advantage should be 
taken of any gain which may result from (6), for if the extreme lengths 
were added together more material than is required would be ordered. 

2. The calculation of the slope or the bevel of one line with reference 
to another line is based upon similar right triangles. As explained on 
page 50 : 7, the slope is represented by the tangent of the angle reduced 
to a base of 12", although the actual value of the angle is seldom used. 
A system of working lines is usually laid down in such a way that the 
rectangular coordinates of any intersection measured from any other 
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intersection may be easily determined. Often these coordinates are 
dimensioned on the drawing, or else they may be found from the propor- 
tion of similar triangles. These coordinates form the two legs of a 
right triangle, in which the slope and often the length of the hypotenuse 
are required. The tangent of the smaller angle of the triangle is found 
by dividing the length of the shorter leg by the length of the longer leg; 
if this division is effected by means of a table of logarithms arranged by 
feet, inches, and fractions of inches, the resulting tangent will be ex- 
pressed as desired in mches and fractions of inches (to the nearest six- 
teenth), corresponding to a base of a unit foot (12 inches). If the 
length of the hypotenuse is required also, it should be calculated at the 
same time as the slope, by means of parallel tables of logarithms and 
squares * as illustrated by the following problem. In Fig. 148 the holes 
along the diagonal edges of M 1 and M 2 are referred to the working 
line of the supporting angle. The given coordinates are 3'-7j" and 
10'-25". The corresponding slope and length of the diagonal as shown 
on the drawing are obtained as follows: 



Length 


Logarithm 


Square 


3'-7'," 
10'-2.i" 


0.556S0 
1.00S95 
(difference) 9 547So 
slope = 41" in 12" 


12.9900 
104.2101 
(sum) 117. 2001 
length = 10'-9i^-" 



Note that the tables are expressed to thirty-seconds to facilitate the 
selection to the nearest sixteenth of the desired slope or length from 
the corresponding logarithm or square. 

1. Lateral plates are commonly used for lateral bracing in bridges, 
diagonal bracing in buildings, in place of gusset plates in light latticed 
girders, or wherever the stresses are so small that a slight deviation 
from a single point may be made in the intersection of the lines of action 
of the members. An auxiliary system of working lines is drawn through 
the end rivets of the diagonals. The two principal advantages of this 

* Copies of Smoley's "Parallel Tables of Logarithms and Squares," and Smoley'a 
" Tables of Slopes imd Rises," C. K. Snioley and Sons, Scranton, Pa., should be included 
iu the equipment of every structural draft.sman. 



type of plate connection are (1) that the clearance between members 
can be made more nearly equal with a corresponding reduction in the 
size of the plate, and (2) that a comparatively simple layout may be made; 
in fact the desired information may often be obtained easily without a 
layout. This type of connection is illustrated by a plate in a latticed 
girder, as shown in Fig. 77. I. The rectangular coordinates which 
locate the end rivets of the diagonals are usually made the same for 
the upper and the lower ends of the diagonals so that the plates may be 
made alike or similar. II. For most systems of diagonal bracing in 
which the leg of the diagonal is 3" or more, the rivets are placed on the 
center line of the leg in order to make all clearances nearly equal; for 
latticed girders and small diagonals the 
standard gage is used, and thus when pro- 
vision is made for the proper clearance for 
the corner at the back of an angle, a larger 
clearance will be left on the opposite side, 
since the gage is larger than the remaining 
distance. III. The slope of the diagonals 
cannot be calculated until the end rivets 
are located, and hence the position of the 
corners of the angles relative to the end 
rivets is unknown; it is customary to allow 

sufficient space in any direction for the maximum distance from the 
rivet to the farther comer of the angle. This distance is the hj^po- 
tenuse of a small right triangle one leg of which is the gage (page 68 : 5), 
and the other the edge distance e (page 69 : 3) ; this may be found 
from the diagram on page 313, or from .a full-sized layout.f IV. The 
vertical distance (usually to the nearest |") from the end rivets in the 
diagonals to the rivet line in the chord may now be found by adding 
three component parts, (1) the edge distance (leg minus gage) of the 
chord angle, (2) the desired clearance (page 72 : 2), and (3) the 
diagonal distance found in III. Similarly the horizontal distance 
between the end rivets of the two diagonals is twice the distance found 
in III, plus the clearance; in latticed girders this distance may be 

t A convenient table for use in spacing the end rivets in diagonals is given by 
E. Feldman in The Engineering News-Record, Jan. 16, 1919. 
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changed slightlj' as explained on page 109 : 1. V. Either of two 
methods maj- be used for the remainder of the problem; (1) a layout 
may now be made of the working points already established and 
the remaining distances and the size of the plate may be determined 
graphically as outlined for gusset plates in steps Yll, VIII, and IX, 
page 76 : 1; or (2) the required data may be found without a complete 
layout, as follows: \T. From the proper number of spaces r in 
each diagonal find the corresponding horizontal and vertical coordi- 
nates; these may be found (1) from simple layouts drawn separately; 
(2) from the main working drawing upon which the working lines have 
been plotted to scale; the diagonal distances may be scaled along the 
proper working lines and the corresponding components measured with- 
out drawing any extra lines; or (3) bj' placing a straight-edge in the 
proper position on the diagram on page 313, and then reading the desired 
coordinates. VII. The dimensions of most lateral plates may be found 
arithmetically by the proper combination of the edge distances and the 
distances found in IV and ^^; when diagonal cuts are used the posi- 
tions of the comers of the plate may be determined from a few lightly 
penciled lines on the main drawing (see \1 (2) above). 

1. In bent-plate work, a layout is often necessary in order to deter- 
mine the shape and the size of the connecting plate. Such a layout is 
made of the developed plate, i.e., the plate before it is bent. The 
bend line is plotted and parts of the members to be connected are drawn 
in proper relation to a definite point in this bend line, not in their actual 
relation to each other. The rivets and holes may be laid out to the 
best advantage in each member and then the plate may be formed 
around these rivets and holes according to the suggestions given under 
IX, page 76 : 1. Such layouts are used for special skew work beyond 



the range of this book; * they are not required for ordinary bent plate 
work in which the holes and the edges of the plate are laid off either 
parallel or perpendicular to the line of bend, and in which the dimen- 
sions for the plate are determined numerically. See Figs. 78, 93, and 
149. When bent plates connect to web plates, it is usually better to 
refer dimensions to the center lines of webs as working lines instead of 
to the faces of the bent plates, as shown 
in the above figures. The drawing is 
thus simplified although a corresponding 
burden is imposed upon the templet 
maker; but the method is more direct 
and there are fewer sources of error. 
Dimensions should be so given that they 
truly represent the desired measurements; 
only distances which are parallel to the 
line of bend can be dimensioned in an 
oblique view of a plate, i.e., in the por- 
tion of a plate which is not parallel to 
the plane of the drawing. See page 141 : i. 

Care should be taken to place rivets far enough from the line of bend 
so that they can be driven after the plate is bent. If onlj' one bent 
plate is used it is better to place it on the obtuse-angle side rather 
than on the acute-angle side. Bent angles may sometimes be used 
instead of plates if they are not bent more than about 3" in 12"; the 
line of bend is likely to be at the edge of the fillet instead of at the 
vertex, so that larger bends are unsatisfactor^^ 

* For illustrations see the author's '"Hip and Valley Rafters," John Wiley and 
Sons, Inc., Xew York. 
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CHAPTER XVI ^ 
MARKING SYSTEMS 

Synopsis: An identification mark is assigned to each member, and this mark is 
used on the di'awing, on different lists and diagrams, on the templets, and on the steel. 
Similar marks may be used on the component parts of a member for use in the shop. 



1. There are two kinds of marks in common use in structural work, 
the one "Assembling Marks " or "Piece Marks," and the other "Ship- 
ping Marks" or "Erection Marks." AssembUng Marks are used on the 
small component parts of a member to facilitate their fabrication in the 
shop. Shipping Marks are used on the completed members such as 
beams, girders, or sections of trusses, as they are shipped from the shop 
to the site, to serve for identification in the drafting room, in the order 
office, in the shop, in shipment, and in erection. 

ASSEMBLING MARKS 

2. The assembling marks usually originate in the drafting room, 
where they are put on the drawings; in some companies they originate 
in the templet shop, where they are indicated on the blueprints with 
colored pencil, and then the prints are passed on to the structural shop. 
In either case, the marks are painted on the templets, and also, after 
the holes have been laid out from the templets, the marks are painted 
on the steel to aid the fitters in assembling the parts. The use of 
assembling marks enables the templet maker to make a single templet 
for a detail which occurs on many different sheets, although this may 
be done to a lesser degree when assembling marks are not used. No 
further mention will be made of any system of assembling marks which 
may be arranged between the templet makers and the fitters, for it has 
no bearing upon the drafting room. 

3. "When Used. — The draftsman should ordinarily avoid the use of 
assembling marks unless some apparent benefit will be derived. The 



benefit to the draftsman will depend largely upon the system used, but 
the benefit to the shop will be in proportion to the number of times 
the same detail is repeated, especially if on different sheets. In some 
instances, the use of assembhng marks may increase the cost of the 
drawings, but this may be offset by the reduced cost of the shop work, 
particularly in large contracts. Assembling marks are not given to 
the main component parts of a member, but only to those details which 
occur more than once on the same or different sheets. When there are 
only a few details of the same nature on a sheet, there is less need of 
assembling marks than when many similar pieces occur on the same 
member to confuse the fitters. Moreover, the sheet number and the 
shipping mark (page 80 : 6) are painted on each piece, and frequently 
the assembluig marks are superfluous. Only large contracts with many 
details require the use of assembling marks. Occasionally, as in plate 
girder work, for example, it is convenient for the draftsman to use 
assembling marks on some parts, as the st'ffeners or fillers, in order to 
save repeating the dimensions and sizes, even though marks are not 
used on the remainder of the contract (see Fig. 102 or 103). 

4. Many structural companies use systems of assembling marks which 
differ from each other in minor details, but the principles underlying 
most of them are essentially the same. The assembling mark immedi- 
ately follows the billed size of the piece, and consists of three parts, viz: 
(1) a characteristic letter which indicates the nature of the piece, (2) a 
specific letter (or number) which distinguishes the piece from others of 
the same nature, and (3) the number of the sheet where the detail is 
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first shown. The letters should be lower case to distinguish the assem- 
bling marks from the shipping marks. The use of assembling marks is 
illustrated by many of the drawings of this book, as for example Figs. 
102 and 116. 

1. The first letter indicates the style of the detail and should prefer- 
ably be suggestive, as for example: — b = bottom seat angles for beam 
connections, / = fillers, m = miscellaneous angles, p = miscellaneous 
plates, s = stiffening angles, t = top angles for beam connections, and 
w = light web members. Other letters are used for various pieces, as 
a = base or cap angles of columns, c = cap plates, base plates or splice 
plates, h = bent plates or angles, y — lattice bars, etc.; these are not 
so significant as the first group, and accordingly are not so generally 
used since each company adopts its own code. Some companies even 
differentiate between stiffeners which are fitted at both ends and those 
which are fitted at one end only, or between fillers with two rows of 
holes and those with only one. 

2. The second letter (or number in some systems), is used to show 
the difference between similar details on a sheet. For instance, the end 
stiffeners of a plate girder might be marked sa, the next pair sb, and 
other different ones sc, etc., double letters being used when the alphabet 
is exhausted, as saa, sab, sac, etc. The letters i, 1, o, q, and u are usually 
omitted because they are not readily distinguishable. 

3. The sheet number refers to the sheet where the piece is first de- 
tailed. On this sheet the number after the letters of the mark is often 
omitted; it may be understood that the men in the shop are to consider 
the number in the comer of the sheet to be a part of each mark, unless 
another number is given, and much time may thus be saved. For illustra- 
tion, if a fiUer was first detailed on sheet 6, where it might be marked 
simply fd, the shopmen would mark the templet and the steel fdQ; if a 
filler exactly like it occurred on sheet 8, it would be marked on the 
drawing fd 6 instead of fd, to show that it was detailed on sheet 6 and to 
prevent the shopmen from marking it fd 8, as they would if the sheet 
number were omitted. For the convenience of all concerned, the piece 
should be completely dimensioned and billed once on each sheet, but in 
all other positions on a sheet the dimensions and the billing may be 
omitted. The assembling mark is placed near the detail in each posi- 



tion. The dimensions for all field rivets are sometimes repeated to 
simplify comparison with those of connecting pieces. 

4. All pieces which are identical should be given the same mark, and, 
conversely, pieces should have different marks if they are not inter- 
changeable. Not all companies indicate rights and lefts (page 81 : 2), 
in assembling marks, but expect the templet maker to distinguish them 
by means of the drawing. It seems preferable, however, for the drafts- 
man to complete the system if it is to be used at all, and to indicate 
rights and lefts on the drawing (see Fig. 104). 

5. Sometimes a summary of assembling marks is placed in the comer 
of each sheet giving the number of pieces of each mark required for 
the members to be made from that sheet. A number is added to the 
sheet where each piece is first detailed, to show the total number re- 
quired for the entire contract. While this method is of convenience to 
the templet maker, it is not to be recommended unless it is possible to 
complete all drawings of similar members before any are sent to the 
shop. Otherwise, later drawings will refer to sheets already in the 
shop with a corresponding change in the totals; revised prints must 
then be issued — a practice .which should be reserved for unforeseen 
corrections or alterations. 

SHIPPING MARKS 

6. The shipping marks should be clearly shown on the detailed draw- 
ings. From the time the draftsman determines the shipping mark of a 
member, until the member is in its final position in the structure, it is 
known by this mark. The mark appears on the drawing, on the order 
bills, the shop bills, the shipping bills, and the rivet lists, and it is painted 
on the templets and on the individual pieces of steel of which the mem- 
ber is composed. The mark is preserved when the completed member 
is painted before shipment, and it serves an important function during 
erection in enabling the erector to place the member in the proper posi- 
tion, as indicated by a similar mark placed on the erection diagrams 
which are prepared by the draftsman. 

7. In general a shipping mark is composed of two parts, viz: a char- 
acteristic letter or letters and a specific number, as S 14, or LG 2. Capi- 
tal letters are used to distinguish clearly shipping marks from assem- 
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bling marks (page 79 : 4) . As far as possible the letters should be 
suggestive of the type of member, as for example, C = columns, G = 
girders, EP = end post, etc. For a list of letters commonly used for 
different members, see page 324. A special system of marks is used 
for ofl&ce-building construction in order to indicate the floor numbers, as 
explained on page 81 : 5. Truss members are usually marked accord- 
ing to a system of panel point letters, as explained on page 82 : 1. 

1. Shipping marks should be marked conspicuously on the drawing 
either just below the drawing (Fig. 87) or at the right of the sheet 
above the title (Fig. 100). When several different members are shown 
on the same sheet the marks may be tabulated in a "Required List " 
above the title (Fig. 135) ; when these members are represented by differ- 
ent drawings on the sheet, each drawing should bear the corresponding 
shipping marks, as shown in Fig. 140. 

2. Rights and Lefts. — All members which are identical should bear 
the same shipping mark (except in office buildings, page 81 : 5), and 

conversely no two members should 
be marked the same unless they 
are interchangeable. When pieces 
are exactly opposite they may be 
marked "Right" and "Left," one 
drawing serving for both. The 
drawing should be made for the 
member marked "Right"; the 
"Left" member is then made as 
if the drawing were reversed; the 
marks should be placed on the 
erection diagram accordingly. No 
indication of rights and lefts need 
be made on the main part of the 
drawing, the only difference being 
made in the list of members re- 
quired, where the rights and lefts are distinguished by adding the 
capital letters 7? or L to the shipping mark, as in B 4, Fig. 85, and C 5, 
Fig. 137. Before marking pieces right and left, the draftsman should 
satisfy himself that the pieces are really opposite, and that there are no 



Right 



Reversed about A A 



Left 
Reversed about BB 



c 



Left 
Reversed obout CC 



Fig. 81. Rights and Lefts. 



other differences. The novice frequently imagines that two members 
are opposite when in reality they are interchangeable if inverted or 
turned end for end. A conception of rights and lefts may be gained 
from Fig. 81. If all the details are reversed about any one of the three 
axes of symmetry a left is obtained, but if they are reversed about any 
two axes, one reversion counteracts the other and the piece remains un- 
changed. If a member were placed in front of a mirror the right would 
be represented by the real member and the left by the reflected image. 

3. Members Combined. — One drawing may be made to serve for 
several different members if the differences are properly indicated or 
noted, as explained on page 53 : 4. Members which are marked 
rights and lefts may be combined with other members on a drawing, 
but the details should be shown just as if only the rights were combined. 
It is unnecessary to indicate "R " or "L " in the various notes on the 
drawing, but simply the remainder of the mark, since all notes must 
necessarily apply to both the "R " and the "L." For example, in Fig. 
135, the required list calls for columns C 1^ and C 1^, but each individual 
note on the drawing refers to C 1 only, with the understanding that it 
applies to both, and that C 1^ is made like the drawing, and C 1^ is made 
opposite. No member should be marked "Left " unless there is a 
corresponding "Right." (See next paragraph.) 

4. Opposites. — Two members which cannot be marked R and L 
because they are not exactly opposite may be so nearly opposite that 
they can be combined on the same drawing to advantage. They must 
be given different marks and in the required list the mark of one must 
be followed by the word "Opposite," as in R 22, Fig. 93. Such a mem- 
ber would be made as if the drawing were reversed, in much the same 
manner as a "left " is made, but in accordance with special notes or 
dimensions. All details which apply only to the member marked 
"Opposite " should be drawn in the proper relation to all other parts, 
subject to reversion with the rest when the member is made. 

5. A special system of marks is usually adopted in office-building 
construction in order to distinguish between members which are erected 
at different stages. Usually the columns are erected in two-story 
lengths and the two corresponding tiers of beams and girders are erected 
at the same time; all the derricks are then raised two stories and the 
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process is repeated. Members should be shipped approximately in the 
order of erection; this is usually necessary because of the lack of storage 
facilities, and is desirable because it simpUfies erection. All identical 
beams and girders in any one floor bear the same mark; identical beams 
and girders in different floors may be combined on the same sketch and 
have the same specific number, but they must bear different floor marks 
(see C 17, D 17, E 17, Fig. 92). Ofiice-building columns are numbered 
consecutively according to some definite system for convenience in 
finding a particular number; thus no two columns bear the same mark 
even though they may be interchangeable. The columns are num- 
bered the same on all plans so that each column bears the same specific 
number as the column directly above or below it but the floor marks 
are different. Two methods of marking office-building members are in 
common use. First Method. Each beam should bear the character 
"/ " for "Number " (instead of a letter), followed by a specific number 
and by the fioor number, thus: #25 — 3rd FL., or #3 — ROOF. Each 
girder should bear the letter G followed by a specific niunber and by the 
floor number, thus: G2 — BASMT., or G5 — 4th FL. Each column 
should bear the abbreviation "COL.," and a specific number, followed 
in parentheses by the numbers of the floors between which it extends, 
thus: COL. 11 (0-2), or COL. 19 {10- ROOF). Second Method. A 
capital letter is assigned to each floor or tier of beams, as A = basement, 
B = first floor, C = second floor, and so on up to i? = roof; the letters 
I, 0, and Q are omitted to avoid confusion with similar letters or figures. 
Each beam should bear a floor letter followed by a specific number, 
thus: D 25, or R 3 (see also Fig. 87). Each girder should bear the letter 
G followed by a specific number and by the floor letter or number, thus: 
G 2 — A-TIER, or G 5 — Ath FL. Each column should bear the let- 
ters of the tiers of beams which it supports, followed by a specific num- 
ber, thus: AB 11, or MR 19 (see also Fig. 133). If another story were 
inserted between tiers M and R, the top section would become R 19 or 
preferably MNR 19, depending upon the length. 

1. Truss members are marked according to the letters of the panel 
points or apices between which they extend. In bridge trusses the 
upper apices are marked U 1,IJ 2, etc., and the lower apices are marked 
LO, LI, L2, etc.; these marks are so arranged that L 1 is directly 



under U 1, etc., as shown in the sketch on page 324. Web members 
are marked with the panel marks at their ends, thus: L2-U 1, or L 2~U 2 
(Figs. 126 and 129). Chord members need not have the letter L or U 
repeated, thus: L 2-3, or U 1-3 (Figs. 125 and 124). End posts are 
usually marked EP (instead of LO-U 1), (Figs. .122 and 127). For 
the sake of uniformity, drawings are made for the members in the left- 
hand half of the far truss and the members should be marked right and 
left accordingly. 

2. A roof truss is usually erected as a whole in order to save falsework. 
A small truss may be shipped completely riveted, but a larger truss 
must be shipped in sections; these sections are assembled and riveted 
together on the ground and the entire truss is then Ufted into position. 
A whole truss is marked on the erection diagrams with the letter T 
followed by a specific number, but unless the truss is shipped com- 
pletely assembled, each member or truss section must bear a separate 
shipping mark. An assembUng diagram is shown on the sheet where 
the truss is detailed (Fig. 116), and sometimes this is duplicated on a 
smaller sheet more convenient for the erector. The apices are lettered 
as illustrated in the sketch on page 324, the letters being the same in 
both halves with the exception of A and X. When one half of a truss 
is shipped in one section it is marked either AH or XH followed by a 
specific number, the half trusses on one side of the building being marked 
AH to differentiate them from those on the other side which are marked 
XH, thus: 4H2« or XH 3 (Fig. 116). When smaller sections than 
one-half of a truss are shipped they are marked by the three letters at the 
extremities followed by a specific number, thus : A CG 3, or CEF 2. When 
single members are shipped separately they are marked with the letter at 
their ends, followed by a specific number, thus: HH 1 or FL 2 (Fig. 116). 

3. Straight tie rods and sag rods may be identified by their lengths. 
On the drawings and erection diagrams these lengths are expressed in 
inches inscribed in a circle to avoid confusion with other marks. It is 
unnecessary to paint the number on each individual rod. Bent rods 
and main bracing rods are marked in the usual manner with an X fol- 
lowed by a specific number. 

4. Special direction marks may be added to members in order to 
facilitate proper erection, as explained in (/), page 74 : 1. 



CHAPTER XVII 

BEAMS 

Synopsis: In the preceding chapters are given the more general fundamental prin- 
ciples of drawing. These are followed by chapters in which are given more specific 
information applicable to the drawing of the more common types of members. In 
this chapter are given the types of connections, the methods of dimensioning, and 
other conventions and practical points peculiar to I-beams and channels. 



1. A beam is a member which resists flexure or cross bending. Usually 
it is placed in a horizontal position and is subjected to vertical loads. 
A simple beam rests upon two supports and all its loads are applied 
between the supports. A cantilever beam receives part or all of its loads 
upon the portion of the beam which extends beyond the supports. A 
cantilever beam may rest upon two supports and extend beyond one or 
both, or it may be fixed at one end by a masonry wall, or by other means, 
and be unsupported at the other end. A continuous beam rests upon 
more than two supports and its use should be avoided if practicable. A 
simple beam is encountered in practice more frequently than any other 
structural member. 

2. Generally speaking, a beam is composed of a single piece, exclusive of 
details, and is usually of wood, of steel, or of concrete. In steel construc- 
tion, a member which is made of more than one main piece but which 
acts like a beam, is termed a girder, see Chapter XVIII, page 95. 

3. The forms of steel beams which are most commonly used are the 
I-beam and the channel. Since I-beams are frequently called simply 
"beams," care should be taken to avoid ambiguity between the general 
term which applies either to I-beams or to channels, and the specific term 
which refers to I-beams only. In this book the term "beams " includes 
both I-beams and channels. 

4. In order to reduce the cost of making structural drawings for 
beam work, the details of which are usually similar and comparatively 



simple, most companies furnish printed forms.* Upon these forms are 
outlined I-beams or channels, some with the top and bottom views, 
and some without. A few dimension lines are also printed, the others 
being added by the draftsmen as required. The use of these forms 
allows only one size of sketch regardless of the actual dimensions of the 
beams to be drawn, and consequently the drawings cannot be drawn to 
scale. It is best, if practicable, to plot the details according to the 
scale which most closely corresponds to the depth of the beam, but to 
estimate the distances between the details so that they are approxi- 
mately proportional to the total length. A complete sketch should be 
drawn to scale when the number of details or the complexity of special 
connections warrants it; a blank sheet of the same size, and with the 
same printed headings is provided for this purpose. 

5. Beams are supported either by masonry walls, or else by connections 
to other beams, to girders, trusses, columns, etc. For any given type of 
connection the details used by the different companies are quite similar. 

6. Standard Connection Angles. — The beams of mill buildings and 
similar structures are connected to each other so generally by means of 

* In order to enable the student to become familiar with blanks similar to those 
used in practice, the author has prepared several forms suitable for use in any uni- 
versity, copies of which may be obtained from the publishers, John Wiley and Sons, 
Inc., New York. The drawings of this chapter, before one-half reduction, were made 
on these forms. 
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angles riveted in the shop to the ends of the supported beams that most 
companies have adopted standard connection angles. In 1912 the 
American Bridge Company adopted the connection angles shown on 
pages 298 and 300. These differ from the older forms shown on 
ps^es 299 and 301 in the size of the angles and in the nmnber and 
the spacing of the rivets, but thej' were adopted only after siifficient 
tests had been made to justify their use. They have since been incor- 
porated in the handbook of the Carnegie Steel Company, and are used 
in the drawings of this book. The older forms are distinguished in the 
tables as "Lackawanna " angles although similar standards are shown 
in the handbooks of the Cambria, Phoenix, Pennsylvania, and Jones & 
Laughlin Steel Companies, and others, and formerly were used by the 
American Bridge Company. Connection angles for Bethlehem beams 
are shown on page 302. In the new form mentioned above the vertical 
spacing is 3" withoiit exception, while in the Lackawanna angles 1\" 
is used. On accoimt of the different web thicknesses either the gage 
in the angles or else the distance between the holes must vary. In the 
old form a standard gage is used, with a variable distance center to 
center of holes, while ia the new form the "constant dimension syst.em " 
is employed, i.e., the distance between holes is maintained 5J" regard- 
less of the resulting gages. The constant dimension system is some- 
times used with the old form angles as well, both tj-pes being shown in 
the tables on pages 299 and 301. The constant dimension sj^stem 
is recommended, for it simplifies the details, especially when beams 
of different web thicknesses frame on opposite sides of a supporting 
web with rivets in common. The system is also well adapted to inter- 
departmental short-cuts (see below), but it involves a larger number of 
standard templets. This number is reduced in the plants of some com- 
panies by the use only of the gages which are multiples of eighths. 
Where the tables give values for h in sixteenths these companies use the 
eighth above on one side of the web, and the eighth below on the other 
side, thus throwing the beam ^" off center. In the drawings of this 
book gages are used as they appear in the tables. 

1. Fig. 85 shows an I-beam and a channel detailed according to 
three different methods. The upper modified method is the one 
adopted in this book, the lower one shows the old form of connection 



angles,* while the middle one shows the American Bridge Companj''s 
method which is greatly simplified by means of iaterdepartmental 
understandings.! The students should learn first the more general 
method, but later, as draftsmen, the}' must make their drawings con- 
form to the standards of the companies for which they work. 

2. In the modified method the connection angles should be dimen- 
sioned and billed as shown in 5 1 and B 4, Fig. 85. The center of each 
connection should be located from one flange of the beam even though 
the angles are placed centrally on the beam as is usually the case. The 
holes in the webs to provide for the standard connection angles of other 
beams are dimensioned in groups, and then the centers of the groups are 
located vertically and hbrizontallj'. Note that the holes of each group 
are not definitely dimensioned from these centers but it is assumed that 
the holes are placed sjTnmetricaUy about the center lines. This is one 
of a few such assumptions made in structural drafting, most dinfiensions 

* The older forma of connection angles, as shown on pages 299 and 301 or with slight 
modifications, are used by many companies. The vertical spacing for all I-beams 
and channels is 2|" instead of 3". The gage in the out.standing legs is constant, and 
the distance between holes variable, as shown by the values of o, page 299. Two 
methods of dimensioning the connections of channels are used, the one giving the total 
distance center to center of holes as for I-beams but the other giving the distances 
from the holes to the backs of the chaimel webs, as shown in B 6, Fig. 85. The values 
of h, from the back of the web to tlie holes in the angle on the opposite face of the web 
are given on page 301. TVith these exceptions the method of detailing is similftr 
to the modified method outlined in this chapter. 

t The principle differences between the American Bridge Company's method and 
the method outlined in this chapter may be smnmarized as follows: — Channels are 
preferably drawn with the flanges on the far side to correspond to their position on the 
rollers in front of the multiple punch; the connection angles are neither billed nor 
dimensioned; the horizontal distances from center t-o cent-er of connections are omitted, 
only the extension figures being used except in compUcated work; the distances from 
the flange to the first holes of standard connections are given instead of the distances 
to the centers of the groups, because the holes are punched by a multiple punch and no 
templets are used; the holes for tie rods and for anchors are not dimensioned the 
former being marked "T" to distinguish them from the beam connections; single 
angle connections are marked "M" for distinction; beams under 15" which are coped 
to beams of the same size are shown coped but are not noted; the overall dimension, 
the ordered length, the number, the mark, and the size are combined on one of the 
dimension Unes, as shown in B 2 and B 5, Fig. 85. 
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being made more definite to permit of no misimderstanding. Holes other 
than those for standard connection angles may be dimensioned as in 
B 12, Fig. 87, or C 17, Fig. 92. The vertical dimensions should be 
referred to one flange only, because the actual depth of a beam does not 
always agree exactly with the nominal depth, on accovmt of the wearing 
of the rolls or of the spreading of the flanges while they are cooling. 
UsuaUy they are referred to the bottom flange, except when it is desirable 
to maintain a uniform elevation of the tops of the beams by referring them 
to the top flangb instead. 

1. Where it is impossible to use two connection angles on account 
of interference with other connections, a single larger angle maj' be 
substituted. For the lighter beams, single angles are shown in the 
tables on pages 298 and 300, but for heavier beams similar connections 
should be used only when they are especially designed to satisfy the 
given conditions, as discussed on page 234 : 2. When a single angle is used 
care shoidd be taken to show by means of full or dashed lines upon which 
side of the web the angle is to be placed. See B 1, Fig. 85. 

2. When beams of different depths frame on opposite sides of a web, 
standard connections should be used if possible, even though the angles 
have to be placed above or below the centers of the beams in order to 
accommodate the rivets which are in common. If the beams are not in 
the same vertical plane but too close to permit the use of independent 
standard connections, special connections must be provided; often two 
angles with special gages, or a single angle connection mentioned in the 
preceding paragraph, may be used. 

3. Standard angles are designed for usual conditions, but they should 
not be used for short spans or for beams with concentrated loads near 
the ends unless the number of rivets is found sufficient according to page 
234 : 2. If the number has to be increased, care should be taken that the 
angles are not made so long that they wiU interfere with the curved 
fillets of the beams (page 26 : 1). 

4. Beams are usually shown full length even though they are sj-m- 
metrical about the center lines (compare page 34 : 5). If the connection 
angles are alike at both ends of a beam, the duplication of dimensions 
and also of the end view may be avoided by noting the right end "Same 
as other end," as in B 10, Fig. 87. See also page 53 :1. The angles 



should be shown in the web view in order that beams with connection 
angles at both ends may be clearly distinguished from beams with no 
angles or beams with angles at one end only. The angles should be 
billed at each end for the convenience of the billers. 

5. The centers of the groups of holes for all intermediate web con- 
nections are located horizontally in two ways. For the convenience of 
the men in the drafting room the dimensions are given from center to 
center of groups and from the ends of the beam to the centers of the 
end groups (see next paragraph). For the convenience of the men in 
the shop in spacing the small templets on the steel from one setting of 
the tape, and also for the use of the inspector, " extension figures " are 
given to indicate the distance from the left end of the beam to the center 
of each group. AU of these extension figures may be placed on a single 
dimension line, provided single arrow heads are so arranged that each 
dimension extends from the nearest arrow head on the right to the first 
arrow head on the left that faces the opposite way, i.e., the one at the left 
end, see B 1, Fig. 85. It is not necessary to repeat the dimension at 
the left end; it is usually given on the line of extension figures. Simi- 
larlj-, it is unnecessary to insert the overall dimension on the line of 
extension figures, provided it is given elsewhere. Beams which have 
connection angles on one end only, should be drawn with the angles at 
the left end so that the extension figures extend to the more definite end 
(compare page 88: 1). The center of each group of holes is located on the 
drawings even though the connection is for a channel. Since the spacing 
of channels on the erection diagrams is given to the backs of the webs and 
not to the center lines, as for I-beams, it is important that this difference 
be taken into consideration when the dimensions which locate channel 
connections are determined. When the web thickness is given in six- 
teenths on page 300 or 301, the proper value to use for one-half the web 
thickness may be obtained by subtracting xV" from the value of c. 

6. The length of a beam with connection angles at both ends is the 
distance from back to back of angles. This is made less than the clear 
distance between the surfaces of the supporting members in order to 
allow the proper erection clearance, as explained on page 73 : 1. In 
deteiToining this length the draftsman usually obtains the necessary 
data from an erection diagram upon which the dimensions extend to the 
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centers of the webs of I-beams, girders, and columns, but to the backs 
of the webs of channels. For the convenience of the detailer and the 
checker it is we'l to record at each end of the overall dimension line the 
distance from the back of the angle to the working line of the supporting 
member shown on the diagram; these distances may then be used in 
determining the overall length and also the distance from each end to the 
first intermediate connection mentioned in the preceding paragraph. In 
general, the distance from the working line to the back of the angle will 
be the sum of the erection clearance, usually jV" (see below), and the 
distance, if any, from the working line to the surface of the supporting 
member to which the beam is to be connected. For example, if a beam 
connects to the web of an I-beam, the distance from the center of the web 
to the back of the angle will equal one-half the web thickness + jV" = c, 
values for which are given on pages 298 and 299. If a beam connects 
to the web of a channel, the distance will either be xV"> or else the 
whole web thickness + tV" = c' depending upon whether the beam con- 
nects to the outer face (back) or to the inner face of the channel web; 
values for c' are given on pages 300 and 301. If the main dimension 
from back to back of angles results in sixteenths, it is preferable to 
decrease it to the nearest eighth (page 34 : 6), and to increase the 
distance from the working line to the back of the angles at one end of the 
beam to correspond. When connection angles are used at only one end 
of a beam no erection clearance is required, so the distance from the back 
of the angles to the working line should be reduced accordingly. 

1. Beams are sawed at the roUing mills to the ordered lengths while 
still hot, and each beam must be cut into the desired lengths before the 
following one leaves the rolls; the lengths cannot, therefore, be measured 
with great precision and all lengths must be accepted if within the " mill 
variation " of |" specified by the steel companies. All beams should be 
ordered in multiples of |" in such lengths that they can be used even 
though they overrun or underrun f"; greater allowance is often made 
to avoid recutting the beams in the shop in case of greater overrun. The 
material is ordered usually before the detailed drawings are made, but 
with due consideration of the types of connections to be used. The de- 
tailer must make his drawings conform to the ordered lengths if possible. 
The ordered length is given underneath the detail along with the number 



of pieces and the size of the beam is billed as indicated on page 44 : 2-3, 
and as illustrated in the typical drawings of this chapter. When no con- 
nection angles are used the overall dimension must manifestly equal the 
ordered length; but when connection angles are used at one or both ends 
the overall dimension is assumed to extend to the backs of the angles and 
the ordered length may differ. Usually the beams are ordered to the 
nearest J" so that each pair of angles will project about |" beyond the end 
of the beam; thus, the ordered length of a beam with angles at one end is 
about I" (from f to f ) less than the overall length, while the ordered 
length of a beam with angles at both ends is about 1" (from f to 1|) less 
than the overall length. In order to use printed forms to the best ad- 
vantage the angles are shown on the drawing flush with the ends of the 
beams, as indeed they may be; the only indication that they are not flush 
is the discrepancy between the ordered length and the overall length. 
When conditions require that the end of the beam must not extend within 
a certain distance of the backs of the angles, the minimmn "set back " is 
indicated as in H 14, Fig. 87. Beams are detailed with the understand- 
ing that unless noted otherwise an end without connection angles is 
allowed to vary J" from the position indicated on the drawing; other 
variations may be noted at the end, as for example ±f in B 4, Fig. 85, or 

+i 

— 0mB7, Fig. 87; if no variation is allowed the end may be marked ±0 

or else the dimension may be marked "exact." Wall bearing ends (see 

next paragraph) need not be noted as a rule, for it is evident that greater 

variation than J" is permissible. 

2. Beams which are supported by masonry walls must rest on metal 

bearing plates in order that the loads may be distributed over the 

proper area (page 288 : 2). The size of the plate required for each 

beam is given in the tables, pages 298 to 302, and the width of the 

plate (the smaller dimension) indicates the length of the bearing, i.e., 

the distance which the beam must project on the wall. The bearing 

plates are not attached to the beams, but the latter are held in place by 

some form of anchor which is imbedded in the masonry. The anchor 

most commonly used is the Government anchor, which is a f" rod 

bent as shown on page 316. A hole must be provided for this in the 

beam 2" from the end, placed centrally in the web or else on line with 
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other holes (page 91 : 2). An angle anchor is sometimes used, as 
shown on page 316. The bearing platos and anchors are shipped 
separately, and are not shown on the drawing (see page 174 : 1). A 
wall bearing is indicated conventionally on the drawing by lines which 
represent masonry, as shown in B 4, Fig. 85, and M 15, Fig. 87. 

1. Coping. — When a beam is to frame into the web of an I-beam or 
the flange face of a channel web, it may be necessary to cut away part 
of one or both of the flanges to prevent interference with the flange of 
the beam to which the beam connects; the end of the beam thus cut is 
said to be "coped." A beam may be coped by means of standard dies 
set in a punch, or by means of an oxy-acetylene flame. Standard coping 
is shown on the drawing without dimensions, but the size of the connect- 
ing beam should be noted, thus: "Cope to 18" I 55/"; the weights 
of beams less than 15" deep may be omitted because no difference is 
made in the amount of coping for the different weights, thus: "Cope 
to 12" l_l ." When beams are drawn on blank sheets the coped portions 
may be omitted, but when printed forms are used it is not feasible to 
erase the printed lines and so the coped portions are blackened as in 
B 4, Fig. 85. The blackened portion need not be scaled but for the 
sake of appearance the distance from the end of the beam to the vertical 
line drawn between the two lines of the flange should be estimated to be 
about one-half the width of the flange shown in the end view; the slop- 
ing line should be drawn parallel to the sloping line of the end view; 
i.e., to the standard bevel of 2 in 12, as shown in B 4, Fig. 85 and B 10, 
Fig. 87. Care should be taken to show the proper flange blackened, 
i.e., the top flange when the beams are flush top, the bottom when flush 
bottom, and both when beams of the same depth are flush both top and 
bottom. Every cope should be indicated, for a beam will be coped only 
where distinctly shown; when the connection angles at one end are 
referred to those at the other end, the note "Same as other end " does 
not necessarily apply to the coping, although in case it does not apply 
it is better to modify the note to read "Connection angles same as other 
end." One note at each end for the size of beam to which a beam is 
coped is sufficient whether one or two flanges are to be cut; in case one 
end is noted "Same as other end " the size need not be repeated if the 
same, but it should be given if it is different or if one end is not referred 
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to the other. In general, the note "Same as other end " should be used 
only to save considerable duplication (page 86 : 4) ; it should not be 
used when dimensions or notes can be repeated with no more work. 
It is sometimes necessary to "block out " the flange of a beam according 
to special dimensions, as shown in B 7, and H 14, Fig. 87 or R 21, 
Fig. 93. It is difficult to block out one side of the flange flush with 
the web because the curved fillet pushes the beam away from the cutter 
sufficiently to leave a slight projection; the drawing should specify 
whether or not it is necessary to chip off this projection as in B 12, Fig. 
87, or R 21, Fig. 93. 

2. In office-building construction great stress is laid upon speed 
during erection (see (d) page 74 : 1), and the beam connections are 
designed accordingly. Seat angles are used 
wherever feasible, because the supporting 
rivets may be driven in the shop, and be- 
cause each beam may be erected indepen- 
dently of any other beam ; this is impossible 
when two beams are framed to the opposite 
sides of a web by means of standard con- 
nection angles with field rivets in common. 
The type of connection shown in Fig. 89 (a) is used for beams supported 
by other beams or girders which are deep enough to provide space for 
the seat angles; the whole loads are carried by the seat angles, designed 
according to page 235 : 1, and the webs are bolted to the side angles 
to hold the beams in place; ordinarily no holes 
are provided in the seat angles. Such connec- 
tions with and without stiffening angles, are 
shown in Fig. 104, and B 12, Fig. 87, is a typicail 
beam supported in this way. The type of con- 
nection shown in Fig. 89 (6) is used for beams 
which connect to columns; the seat is designed to 
carry the whole load (page 232 :2), and a top 
angle is used simply to hold the beam in position and to stiffen the con- 
nection; the beam is held by two bolts in the top angle and two in 
the seat angle unless more are required for wind bracing. Such con- 
nections, with and without stiffening angles, are shown in Fig. 133, and 



Fig. 89 (a). 




Fig. 89(b). 
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E 1, Fig. 87, is a tjrpical channel supported in this way. The beams 
for these types of connection should be ordered with provision for the 
usual overrun (page 88 : 1) and for easy erection, but they should not 
be ordered so short that the whole loads rest on the unsupported 
out-standing legs of the seat angles; unless stiffening angles are used 
the ends of the beams should extend at least over the fillets of the seat 
angles and preferably over part of the vertical legs. Beams should 
be ordered to the nearest half inch in length. 

1. Purlins. — The beams in the flat roofs of office buildings are 
usually similar to the corresponding floor beams. The beams may 
have to slope to give the roof the desired pitch, but often the beams 
are made horizontal and a sHght pitch is provided by varying the 
thickness at the beams of the concrete or other material in the roof. 
Steep roof construction such as used in mill buildings is quite different. 
The roofing is supported by longitudinal lines of "purlins " which are 
connected to angles on the top chords of the roof trusses or rafters. 
The type and the spacing of the purlins depend upon the style of the 
roofing to be used (page 114 : 2). Typical connections for different 
types of purlins are shown with dimensions on page 315; web 
connections are provided in every case, but the flanges of only the 
heavier purlins are connected; extra holes in the webs are used when 
the purlins act also as struts (page 119 : 1). Channel purlins are used 
most commonly, usuaUy with the flanges facing up the slope. Purlins 
are usually made to extend over two bays with "broken joints " in 
order to stiffen the structure, i.e., the joints in oije line are arranged 
to come at different trusses from the joints in adjacent lines, as 
shown in the diagram on page 156. The purlins are usually 
ordered 1" shorter than the distance between the centers of the 
trusses, thus leaving 1" clearance between the ends. For typical 
purlin details see Fig. 90. 

2. Holes should be provided in the webs of beams for tie rods when 
rods are necessary to resist the thrust of floor arches. The number 
and the size of the rods are usually determined by the designing de- 
partment; * the most common sizes are |" and J" in diameter. The 
holes are usually made the same size as others in the web for con- 

* For the method of design, see page 201 : 3. 
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venience in punching them; they are made in pairs (3" apart) to provide 
for the rods in adjacent panels as indicated in the floor plan in Fig. 
158. The location of the holes vertically depends upon the floor con- 
struction because the rods should be placed where they will best serve 
their purjiose; this depends upon the type of arch, and upon whether 
the arch is supported by the top or bottom flange or by a skewback 
angle riveted to the web (Fig. 87). On account of the use of dif- 
ferent depths of beams in the same floor, the elevation of the rods is 
usually determined at the outset and noted on the plans, as shown in 
Fig. 158. 

1. Holes should be provided in the webs of purlins for sag rods. 
The function of the sag rods is to give intermediate support to the 
purlins at right angles to their webs; this is necessary because the 
resultant forces for which the purlins are designed are not parallel to 
the webs. One line of rods is used if the span between trusses is from 
15 to 20 feet and two lines if more than 20 feet. The upper purlins 
should be tied to each other, or to a strut at the ridge by means of bent 
rods (Fig. 175 (6). Rods from f" to |" in diameter are used but |" is 
the most common size. The holes are usually made the same size as 
others in the web provided they are small enough to leave sufficient 
bearing for the nuts. The holes are made in pairs (3" apart), either in 
the center of the web or on line with the holes for the truss connections 
(see next paragraph). 

2. When a multiple beam punch is to be used all the rivets and holes 
in the web of an I-beam or a channel should, if possible, be so located 
that the beams will not have to be shifted laterally as they pass through 
the punch. Holes for tie rods, sag rods, and anchors may be moved 
slightly to meet this requirement. 

3. Wooden floors and wooden sheathing are attached to steel beams 
or purlins by means of wooden nailing strips or spiking pieces which are 
bolted to the steel. The nailing strips are usually bolted to the webs 
of channel purlins and to the top flanges of beams, with J" bolts. ^^" 
holes must be provided, for these bolts at intervals of from I'-O" to 
r-6", preferably in multiples of 3" to permit the use of standard strip 
templets; in the flanges of I-beams the holes should be staggered. It 
is well to note that these holes are "for wood " so that shopmen need 



not waste time in useless refinements. See B 16, Fig. 92, and P 6, 
Fig. 90. Care should be taken to space the holes in the flanges of 
beams far enough from the ends to allow for any underrun or any 
coping, and far enough from the connections for any other beams which 
might prevent the insertion of the bolts. 

4. Holes in the flanges of I-beams and channels may sometimes be 
dimensioned in the front and the end views in order to dispense with the 
top and bottom views, as in Figs. 90 and 92. When there is a large 
number of holes, or when the drawing might be misinterpreted, the 
flange views should be shown; for example, staggered holes should 
regularly be shown, as in B 16, Fig. 92. 

5. Beam Girders. — In order to give greater strength or greater 
bearing, two I-beams or an I-beam and a channel may be used side by 
side. To distribute the loads and make them act as a single member 
they should be bolted together with separators of some form between 
them. Cast-iron separators are commonly used, but for heavy work, 
or for beams of unequal depth, special diaphragms .made of I-beams, 
or of plates and angles, are used. For lighter use, gas-pipe separators 
may serve, particularly if they are required simply for holding the beams 
at fixed distances apart. Gas-pipe separators are used between grillage 
beams with a single rod passing through all the beams of one tier. (See 
Fig. 291). Gas-pipe and cast-iron separators are shown on page 316. 
They are not drawn in detail, but are simply listed ■ on combination 
shop and shipping bills (page 174 : 1). The separators are spaced 
about four or five feet apart, and from six inches to one foot from the 
ends. If the beams have rigid connections at the ends, the end sepa- 
rators may be omitted. The I-beams and the separators are usually 
shipped separately and assembled in the fitld (C 17, Fig. 92), but this 
depends upon the number and the size of the beams, and upon the 
practice of the individual companies. If they are assembled in the 
shop the two beams should be detailed together and called a girder, as 
G 19, Fig. 92; a list of separators and bolts should then be given on 
the drawing and on the corresponding shop bill; on the latter, reference 
should be made to the shop and shipping bills from which the separators 
and bolts are made and these bills should bear the note: "Send to the 
shop for assembling." 
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Special forms are often printed for double I-beam girders, but the form for single 
I-beams may be used by tracing an additional I-beam or channel in the end views 
from another sheet, as in G 19 and G 20, Mg. 92. 

1. When I-beam girders with separators are insufficient, plates may 
be added to make a box section, the separators being omitted as in 
G 20, Fig. 92. The rivets are spaced 6" apart, with one or two smaller 
spaces near the ends. Obviously, rivets through the inner flanges would 
be inaccessible. 

2. Wall plates or flange plates are sometimes riveted to the top 
flanges of beams which support masonry walls in order to furnish 
wider bearing. These plates are not necessarily concentric with the 
beams. 

3. Skewback aijgles are sometimes riveted to the webs of beams to 
provide supports for floor arches at the proper elevations. Rivets 



should be spaced about I'-O" apart, as shown in 5 10 and H 14, Fig. 87. 
Similarly, stiffening angles are often riveted to purlins which act as 
struts, as shown in P 8, Fig. 90, and S 2, Fig. 147. These rivets may 
be spaced l'-6" apart. 

4. Crane runway beams are sometimes stiffened laterally by chan- 
nels riveted as shown in G 24, Fig. 93. The rivets are placed at inter- 
vals of about l'-6", except at the ends where about two 3" spaces are 
used. For export work these channels and the I-beams 

should be shipped separately. ^^"^"^^ 

5. For skew coonections see page 146 : 5. Note that it ' ' 
is usually better to cope out one flange of a beam to give Fig. 94. 
desired clearance, as in Fig. 93, than to require a diagonal 

cut which must be sawed. Even though the web must be cut diagonally, 
the flanges may often be blocked out to avoid sawing, as in Fig. 94. 



CHAPTER XVIII 
PLATE GIRDERS 

Synopsis : Specific suggestions tor drawing typical plate girders. 



1. Plate girders are used extensively in every form of steel construc- 
tion, because of their adaptability. They resist transverse bending like 
beams [page 83 : 1), but they are used for heavier loads, for longer 
spans, or for conditions which the single rolled beams do not satisfy. 
With different depths, different forms of flanges, or different sizes of 
component parts, girders may be made to serve a great variety of purposes. 
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Fig. 95. Typical Girder Cross Sections. 



2. Types. — Girders may be composed of one or more web plates, with 
simple or composite flanges, as illustrated in Fig. 95. The most com- 
mon type of cross section, shown at (a) and (6), is composed of a single 
web plate and four angles, with or without one or more cover plates on 



each flange. This form may be adapted to suit most requirements, the 
heavier types of flanges being used only in special cases. Only the more 
common girders are illustrated in this chapter. 

3. Main Dimensions. — The length of a plate girder which is dimen- 
sioned on the drawing is usually the extreme length out to out; when 
some other dimension is seemingly more important it may be given 
instead, as for example the distance from center to center of end holes 
when the end connection is of a type similar to the alternate form shown 
in the corner of Fig. 99. For convenience in the drafting room the 
distance from center to center of supports is usually given also, as in 
Figs. 98, 100, or 103. The distance from the end of the girder to the 
center of the support should provide for ample clearance, as explained 
on page 73 : 1. The nominal depth of a girder is usually the depth 
(width) of the web plate, for this is generally in even inches and often in 
even feet or half feet; the depth dimensioned upon the drawing is in- 
variably the distance from back to back of flange angles, which is |" 
(or J") more than the depth of the web plate. The flange angles thus 
project beyond the edges of the plate to allow for any irregularities in 
the latter which may result from rapid shearing in the mill (page 25 : 3) ; 
if part of the plate should project beyond the angles it would have to be 
chipped off before the cover plates or other parts could be put in proper 
position against the angles. Unless the upper edge of the plate is ex- 
posed to the weather, the depth of the girder from back to back of flange 
angles is usually made |" greater than the depth of the web plate, allow- 
ing j" variation on each edge. In bridge and viaduct work and in other 
structures in which the girders are exposed to the elements, the upper 



95 



96 



PART II — STRUCTURAL DRAFTING 



edges of the web plates are made flush with the backs of the angles unless 
cover plates are used; otherwise, a rain pocket is formed which will lead 
to a more rapid deterioration of the girder. The distance back to back 
of angles is thus i" greater than the depth of the web plate for exposed 
girders without cover plates. It is well to add a note stating whether or 
not any projections which may occur should be chipped off. See Figs. 
98 and 99. It is not feasible to draw extra lines to represent the edges 
of the web plate, the only indication of the difference in depth being the 
discrepancy between the billed width of the plate (usually in even inches, 
page 43 : 3) and the dimension back to back of angles (usually with a 
fraction). 

1. Since the vertical shearing stresses of a plate girder are resisted by 
the web plate, they must be transmitted from the web to the supports. 
Sometimes the web plate is riveted directly to the face of a column or 
to the stiffening angles of another girder (Fig. 99); but more often end 
stiffeners are used either to serve as connection angles (Figs. 98, 100 
or 104), or to transmit the stresses to the masonry or to the column seat 
upon which the girder rests (Figs. 101, 102, or 105). The size of the 
end stiffeners and the number of rivets in them are determined as ex- 
plained in Chapter XXXIX, page 266. Stiffening angles should be 
made to bear against the outstanding legs of the flange angles; since they 
are placed in contact with the vertical legs of the flange angles, they must 
be cut to fit the curved fillets, as shown in Fig. 267 (&). The billed length 
of the stiffeners is the exact distance in the clear between the outstand- 
ing legs of the flange angles; the ordered length is made J" greater (see 
next paragraph). For suggestions regarding the spacing of the rivets 
see page 70 : 4 (b). The spacing should ordinarily be made symmetrical 
about the center line, so that the stiffeners on opposite sides of the web 
are interchangeable; but if the holes for a connection to the outstanding 
legs are necessarily slightly unsymmetrical, it may be deemed advisable 
to space at least one rivet through the web unsymmetrically to prevent 
the possibility of the stiffeners being assembled upside down. 

2. The flange angles usually extend the full length of a girder and 
should be billed accordingly. They are ordered about f " long and are 
then cut to the required length in the shop where they can be cut with 
greater precision than at the mill (page 28 : 1). The stringers and floor 



beams of bridges are often milled at the ends; otherwise the angles are 
sheared. The extra f " is indicated on the material order bills and on the 
shop biUs (pages 165 : 1 and 167 : 4). Web plates should extend to the 
extreme ends of a girder when they are to be milled or when no stiffeners 
are placed with their outstanding legs at the extreme ends of the 
girder; when stiffening angles are so placed the web plates may be billed 
long enough to come within J" or |" of each end. In the larger girders 
the web plates must be spliced because it is impossible to obtain plates 
long enough to extend the full length of the girder. For the location 
and the design of web splices see page 270 : 4. The lengths of the web 
sections should be billed to allow from j" to f " between them at the 
splices (compare page 165 : 2). 

3. Unless the web plate of a girder is thick enough to resist the shear- 
ing stresses, it must be reinforced by intermediate stiffening angles, as 
explained on page 266 : 2. When the position of stiffening angles is 
definitely determined by members which are to connect to the outstand- 
ing legs, the stiffeners must be spaced before the flange rivets; otherwise 
it is better to fix the flange rivet spacing first, and then place the stiffeners 
at those rivets which are located most suitably to give the best spacing 
(page 269 : 3) . It is customary to place the stiffeners so that the backs 
of the angles are toward the nearer end of a girder. The rivets in the 
intermediate stiffeners should line up with those in the end stiffeners even 
when a smaller number is used; this saves extra dimensioning, and it 
simplifies the shop work, particularly when multiple punches are used 
(page 29 : 5). Instead of using the full number of rivets used in the end 
stiffeners, some may be omitted unless the resulting spaces exceed the 
allowed maximum (page 69 : 1), or unless the full number of rivets is 
needed for other reasons (as for example, when the stiffeners serve as 
connection angles for other members or when they are placed at web 
splices) . 

4. Stiffening angles overlap the vertical legs of the fiange angles, and 
unless they are crimped (see next paragraph) spaces are left between the 
stiffeners and the web as shown in Fig. 97. Plates called " fillers " are 
inserted to "fill " these spaces so that the rivets can be effectively driven 
without bending the angles out of line, and so that no surfaces will be left 
inaccessible for painting. The width of a filler should be the same as 
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the width of the superimposed stilTening angle unless the filler is made to 
extend under two or more angles, or made wide enough to take an addi- 
tional row of rivets according to page 235 : 2. The thickness of the filler 
should be the same as the thickness of the flange angles, unless part of 
this space is occupied by a spHce plate or a reinforcing plate. In this 
case the filler should be thick enough to make up the difference; fillers 
less than -^j" are not used, and smaller differences should be made up by 
making the thickness of the splice plates or reinforcing plates equal to 
that of the flange angles. If the thicknesses of the top and 
bottom flange angles differ by tV" the filler may be made of 
either thickness. If they differ by g" the filler may usually be 
made the mean thickness. If they differ by more than J" two 
fillers should be used, one as thick as the thinner angle and the 
other equal to the difference in thickness; this second filler 
should extend to the fillet of the thinner angle. The length 
of the filler should preferably be made about |" less than the 
clear distance between the flange angles, allowing the usual 
shop clearance of j" at each end. On girders which are ex- 
posed to the weather it is well to reduce this clearance one- 
half to leave less chance for water to enter, but due allowance 
should be made for the overrun of heavy angles (page 25 : 1). 
Some specifications require the fillers under end stiffeners to 
fit tightly at the bottom. 
1. Intermediate stiffening angles are sometimes "crimped " or bent so 
that they are brought into contact with the web, as shown in Section BB, 
Fig. 102. No fillers are required under crimped stiffeners. Stiffeners 
which transmit direct stress should not be crimped because straight 
angles are more effective; thus end stiffeners or stiffeners under con- 
centrated loads should not be crimped. Similarly stiffeners which have 
holes in the outstanding legs for the connection of other members should 
always rest upon fillers, because better results can be obtained in this 
way. Most specifications permit the crimping of all other intermediate 
stiffeners although not all companies are well equipped for this work. 
Many companies prefer to furnish fillers, particularly when the cost of 
the additional material is met by the customer, as in contracts based 
upon a price per pound. The billed length of a crimped stiffening angle 




Fig. 97. 



should include the amount of metal required for each crimp, which is 
equal to the depth of the crimp, i.e., the thickness of the flange angle. 
Thus the length of a crimped stiffener of a girder is equivalent to the 
depth of the girder from back to back of flange angles. An extra §" 
should be ordered for each crimp, so that the angles can be cut to fit 
properly after they are bent. 

2. Cover plates may be used on plate girders to furnish additional 
metal in the flanges. Since the flange stress is a function of the bending 
moment, the greatest flange area is required where the moment is maxi- 
mum; as the moment decreases, the flange area may be reduced. This 
reduction is effected by cutting off the cover plates successively at points 
beyond which they are no longer needed, as explained in Chapter 
XXXVIII, page 259. If a girder is to be exposed to the weather, 
one plate on the top flange and sometimes one on the bottom flange 
are made to extend the full length of the girder in order to protect the 
surfaces of contact between the angles and the web from the action of 
the elements. Similarly, all the. cover plates on the top flanges of crane 
runway girders must be continuous in order to furnish uniform bearing 
for the rails which rest directly upon them. The cover plates on the 
top flange of a railway deck girder need not necessarily be made full 
length, since the ties may be "dapped " (i.e. notched), different amounts 
to make up for the differences in plate thickness; the ties must be notched, 
also, for the rivet heads. Special detailed drawings are often prepared 
in the drafting room for the ties of a bridge, especially when they have 
to be sawed to provide for the super-elevation of the outer rail on a 
curve. The cover plates may be billed with ^the flange angles (Fig. 
105), or they may be billed on special dimension lines with the dis- 
tance from the end of each plate to the end of the girder, as shown 
in Fig. 101. To save space, all the plates of one flange may be billed 
as in Fig. 102, provided portions of the line are omitted so that the 
overlapping dimensions may be distinguished more easily. Universal 
Mill plates with rolled edges are usually ordered for cover plates, par- 
ticularly for girders which are exposed to the weather (page 25 : 3). 
Full length plates are ordered f" long the same as the flange angles 
(page 96 : 2) ; other plates are ordered the same as the billed 
lengths. 
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Fig. 102. Deck Railroad Bridge Girder. 
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1. Flange Rivets. — The flange angles of a girder are fastened to 
the web plate by sufficient rivets to transmit the flange stress for which 
the angles are designed. The rivets are usually closer together toward 
the ends of a girder than they are near the center. The pitch for each 
section of a girder must be determined for the conditions of loading and 
the proportions which are peculiar to that girder. The maximum pitch 
for each panel is found as explained under the proper case in Chapter 
XXXVII, page 241. The minimum pitch depends upon the strength 
of the web, as explained on page 255 : 2. Between these limits the drafts- 
man should space the rivets according to the general rules for rivet 
spacing given in Chapter XIII, particularly pages 69 : 1, 70 : 2, and 
70 : 4; the spacing of the rivets should be made the same in both 
flanges for the beneflt of the draftsman and the shopmen. 

2. Rivets in Cover Plates. — The rivets which fasten the cover 
plates to the flange angles must satisfy the conditions given on page 
263 : 3, but except in heavy or unusual work, the spacing is governed 
by the general rules for rivet spacing given in Chapter XIII, page 
68. A single line of rivets is often used in each 5" or 6" angle even 
if a double line is used in the vertical leg. Extra rivet lines are placed 
in wide cover plates, as explained on page 69 : 2. Holes for lateral brac- 
ing should be spaced before the stiffening angles are located for usually 
the angles can be so placed that their outstanding legs will not interfere 
with the holes which best meet the requirements of the lateral plates. 
The flange rivets and the stiffening angles should usually be spaced before 
the remaining rivets in the cover plates. No rivets in the cover plates 
should be placed so near the outstanding legs of the stiffening angles 
that they cannot be driven by machine (page 73 : 5) ; it is well, there- 
fore, to tie the nearest rivet through the cover plate to the rivet line of 
each pair of stiffeners by a line or a dimension, as in Fig. 102, in order 
to show that this point has not been overlooked. The rivets in the 
plates should be so placed that the same templets can be used for the 
top plates and angles that are used for the bottom plates and angles; 
additional rivets or groups of rivets may be spaced differently to accom- 
modate connecting members, but the remaining rivets should be oppo- 
site (see (d), page 70 : 2). The rivets near the end of each cover 
plate should be spaced not over four diameters as explained in (d). 



page 69 : 1 ; this apphes to plates on the tension flanges as well as those 
on the compression flange so that the strength of the plates may be 
developed within a comparatively short distance. Since all cover plates 
which do not extend full length of the girder should be used as ordered, 
the end rivets should be placed If" from the ends of the plates to provide 
ample edge distance in case the plates underrun (page 165 : 2). 

3. Standard gages are not necessarily used in the outstanding legs 
of the flange angles or of the stiffening angles. It is usually preferable 
to change the gage sufSciently to make the distance from center to 
center of rows a multiple of §", and the distance from the center of the 
web to either row a multiple of J"; in this way small fractions are used 
in the gages only, and are avoided in the cover plates and on the draw- 
ings of members which connect to the flanges or to the stiffeners. In 
order to ehminate thirty- seconds from the gages, web thicknesses in 
sixteenths should be considered tV" greater; this incidentally allows 
for paint, scale, or bends which might tend to separate the surfaces of 
contact. 

4. When the outstanding legs of two stiffening angles are in contact 
they need not as a rule be riveted together. On girders which are 
exposed to the weather these outstanding legs should be riveted at 
intervals of 1' 0" if the girders are 3' 0" or more in depth. It is pref- 
erable where possible to place such stiffeners at least 2" apart so that 
they can be painted. 

5. Holes for anchor bolts should be ^" or |" larger than the bolts 
(Fig. 102); this facilitates the placing of a girder if the anchor bolts 
have been set, and it provides for drilling holes in the masonry if the 
bolts are to be placed after the girder is in position. The holes at one 
end should be slotted to allow for expansion and also for inaccuracies 
in setting the bolts. Provision for expansion to the extent of |" for 
each 10' 0" should be made in all bridge girders. When cast-iron 
pedestals are used (see diagram, Fig. 153) the holes in the girder are 
made only the usual ^\" larger than the bolts, but at one end the holes 
should be slotted (Fig. 101). 

6. Reference dimensions are often given on the drawings for use in 
the drafting room; for example, dimensions to the base of rail (Fig. 100), 
or to the floor line (Fig. 104). 
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1. When more than one sheet must be used to properly illustrate a 
long girder a reference line should be used on each sheet to indicate the 
points which are common to both drawings, as illustrated in Fig. 101 
(compare page 121 : 2). 

2. A box girder with more than one web is shown in Fig. 105. 

3. A girder is sometimes " cambered," i.e., curved in a vertical plane, 
to prevent the center from sagging lower than the ends. The amount 
of camber should equal the maximum deflection so that the girder will 
assume a horizontal position under a full load. The camber is effected 
partly by the proper rivet spacing, but mostly by careful shop work; 
in fact, slight cambers may be made entirely by the fitters and riveters 
by placing the proper supports under the girders while assembling and 
riveting them. Since a web plate cannot be curved except by elaborate 
cutting, the usual camber is provided at the web sphces by spacing the 
rows of rivets in the splice plates farther apart at the top than at the 
bottom so as to separate the ends of the adjacent web sections more at 
the top. The corresponding spaces in the top flange angles are made 
greater than those in the bottom angles. It is important to note the 



amount of camber on the drawing even if special rivet spacing is pro- 
vided, for it is as easy to nulhfy the effects of such spacing by careless 
fitting up or riveting as it is difficult to avoid a curve in a girder which 
is intended to be straight. 

4. Bridge girders are often made with curved ends for the sake of 
appearance, as illustrated in Fig. 101. It is not feasible to bend both 
ends of long flange angles, so short angles are used at each end. These 
angles extend far enough horizontally so that they may be spliced to 
the top flange angles satisfactorily. They serve as end stiffeners, and 
they may be crimped over the bottom flange angles or arranged as shown. 

5. Typical drawings of plate girders are illustrated as follows: — Figs. 
98 and 99 , a stringer and a floor beam for the same railroad girder 
bridge; Fig. 100, a floor beam for a truss bridge, showing the method of 
cutting the end to clear the pin; Figs. 101 and 102, railroad bridge 
girders; Fig. 103, a crane girder with holes in the top flange for rail- 
clamp bolts and for lattice bars which connect to the stiffening girder of 
Fig. 110; Fig. 104, a floor girder with beam connections; and Fig. 105, 
a box girder with two webs. 



CHAPTER XIX 
LATTICED GIRDERS 

Synopsis: Latticed girders are light trusses with parallel chords, but a different 
system of working lines is used from that of the next two chapters. 



1. Definition. — The terms "latticed girder" and "latticed truss" 
are not distinctive because they are used interchangeably by some 
companies or individuals whereas they have different meanings when 
used by others. A girder becomes a latticed girder when the solid web 
is replaced by separate web members, but it also becomes a truss from 
the definition (page 17). Formerly, a latticed truss was of a form 
similar to that shown in Fig. 120 {h) which had from two to four inde- 
pendent web systems, the stresses of which were statically indeterminate. 
Since this type of truss is becoming obsolete except for very hght work 
(Fig. Ill), the name "latticed truss " is often used to apply to almost 
any form of riveted truss with parallel chords to distinguish it from a pin- 
connected truss. In this book the term " latticed girder " will be con- 
fined to comparatively light trusses with parallel chords, all members of 
which are composed of one or two angles. Heavier forms will be called 
trusses, and to avoid ambiguity the term "latticed truss " will not be 
used; it will be replaced by the more specific terms "Pratt truss," 
"Howe truss," etc., as illustrated in Chapter XXI, page 120. 

2. The most common form of latticed girder is the "Warren " or 
"triangular," shown in Fig. 120. Some authorities Hmit the term 
"Warren " to girders formed of equilateral triangles, but this distinction 
is not generally maintained. In order to increase the number of panels, 
or to provide connections for other members, every triangle may be 
subdivided as in Fig. 120 (fc), alternate panels may be subdivided 
as in Fig. 120 (m) and (n), or single pariels may be subdivided as in 
Fig. 110. 



3. End Connections. — The greatest number of latticed girders are 
used in building construction where they are supported by columns or 
other members. Typical column connections are shown in Figs. 110 and 
111, the former to the face of a column perpendicular to the plane of the 
girder and the latter to the face parallel to this plane. Note that in the 
type of connection shown in Fig. Ill, one angle of each chord must be 
cut short to avoid interference with the column. Small foot bridges are 
often supported by latticed girders which rest upon the abutments, with 
shoe plates similar to those used on plate girders. 

4. Proportions. — The depth of a latticed girder is determined in the 
designing department, and it is usually expressed in even half feet. In 
building work the depth is often dependent upon other framing because 
the position of both the top and the bottom may be fixed by other mem- 
bers. The panel lengths are made equal in the drafting room, but seldom 
are the resulting triangles equilateral (see above). 

5. In general the different members of a truss are referred to a system 
of working lines. Theoretically these working lines should pass through 
the centers of gravity of the different members, but when a member is 
composed of one or two angles it is customary to use the rivet lines as 
working lines. These working lines should intersect in a common point 
at each apex as in roof trusses (Chapter XX, page 113) and bridge 
trusses (Chapter XXI, page 120); the stresses are determined upon 
this assumption. In the case of light latticed girders, however, the 
stresses are usually so small that a slight deviation makes practically no 
difference in the efiBciency of the girders, and better connections are thus 
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obtained. The rivet lines of the diagonals are not extended to the rivet 
lines of the chords but they intersect parallel auxiliary working lines; 
the end rivets of the diagonals are placed at these intersections, as shown 
in Fig. 110. The position of these auxiliary working lines should be 
such that ample clearance is left between the angles of the diagonals and 
the chord angles, as explained in detail on page 77 : 1. 

1. By means of the dimensions determined in step IV (page 77 : 1) 
may be found the panel depth and the panel length, each measured from 
center to center of the end rivets of a single diagonal. The panel length 
is found by deducting from the extreme length of the girder the sum of 
the distances from the ends to the first working points and the distances 
between the working points in each intermediate plate, and then dividing 
the remainder by the number of diagonals. This resulting panel length 
is expressed to the nearest sixteenth inch, or preferably the nearest eighth 
or quarter, the amount of clearance at two or more points being changed 
slightly if necessary to make the proper adjustment. Care should be 
taken, however, to keep all panel lengths equal, and all plates alike, as 
far as possible, in order to minimize the number of different templets. 
For illustration, let us determine the panel dimensions for the girder 
shown in Fig. 110. The diagonal distance from the end rivet to the 
farther corner of any diagonal is found by means of the diagram on 
page 313 to be 2^\" for a If" gage and l\" edge distance. The 
distance from the end rivet to the rivet line of the upper chord angles is 
4.jj^" = 2i% + i + 3| - 2, allowing \" clearance (page 72 : 2); to 
eliminate sixteenths 4" is used. The corresponding distance at the 
bottom is made the same in order to keep the intermediate plates aUke. 
The panel depth from center to center of working lines is 7'-6" = 
8'-6" — 2 (4 + 2). The distance in the intermediate plates between 
the end rivets of adjacent diagonals is 41" = 2^\. + \ -\- 2^%. Unless it 
is desired to make provision for assembling the diagonals with the out- 
standing legs on either the upper or lower edges, advantage may be taken 
of the fact that there is no plate similar to the end plate or the center 
plate; at each of these points the diagonals are so arranged ;that space 
need be provided only for the corners nearer the end rivets. The diag- 
onal distance from the end rivet to the nearer corner is found from the 
diagram to be IW for l\ (leg minus gage) and \\. The distance from 



the end of the girder to the first working point is b\i" = HI -|- i -f- 3^. 
From the center line to the nearest working point is 5|" = l-J-f + j + 
31 + Tif ■ Considering one-half of the symmetrical girder,, the amount 
to be divided into four equal panels is 17'-9A" = 5 (39'-10f") - 
5{i — 3 X 4| — 5|. This is not divisible by four within the usual 
working limits, but to the nearest J" we can use 4 panels of 4'-5Y' = 
17'-9"; this leaves i'^" to be distributed among the other dimensions 
in order to make the total length check with the overall dimension. Each 
of the three 4|" dimensions could be increased by ^" ; but it would be 
preferable to avoid sixteenths, and consequently the 5{i" is increased to 
5f " and the 5|" to 6", as shown. 

2. The dimensions should be recorded on the drawing as soon as 
determined. When the panel depth and length are found they may be 
laid out and dimensioned, and the angles may be drawn and billed; 
the gages should be dimensioned on each angle though the standard 
gage is used. 

3. The sizes of the connection plates may be determined either 
graphically or arithmetically as explained on page 77 : 1, V. The 
experienced draftsman usually prefers the second method, particularly 
for rectangular plates. The size of the plate will generally be deter- 
mined by the rivets in the diagonals, and afterwards the remaining 
rivets may be spaced. To illustrate, let us find the size of the plate pa, 
Fig. 110. On the main drawing along the working line of one of the 
diagonals already plotted to scale, a distance is laid off equal to the sum 
of the rivet spaces, 6" = 3 -|- 3, from the end rivet to the last rivet in 
the group. A scale of 3" = 1' should be used, or else the lines should 
be prolonged so that a full size scale may be used. The corresponding 
vertical and horizontal components may be scaled without drawing any 
additional lines. In the case at hand, the vertical component is 5|" 
and the horizontal component is S^". By combining these values 
with the edge distances and the proper distances from the second para- 
graph preceding, the dimensions of the plate are found. Thus, the 
width of the plate with IJ" edge distances would be 12|" = IJ + 4 + 
5i + IJ; by reducing each edge distance to IfVi the commercial width 
of 12" may be used (see page 43 : 3). The length of the plate is l'-2" = 
I5 + 3tV + 4| + 3tV + 1|. The remaining rivets in the plate are 
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Fig. 110. Typical Latticed Girder. 
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located with reference to the working points of the diagonals with due 
consideration to the edge distances and the maximum spaces allowed 
(page 69 : 1). For the sake of appearance the plate should be cut so 
that it is no shorter along the chord angles than elsewhere. In the 
plate referred to it is convenient to place two rivets directl}' below the 
end rivets of the diagonals in order to save additional dimensions. The 
remaining spaces are expressed to the nearest J" so that the edge dis- 
tances wiU be approximately 1| (in this case It^^). 

1. When adjacent diagonals have different numbers of rivets, the 
connecting plate may be cut diagonally, or else the smaller number of 
rivets may be spread so that the resulting edge distances will not be 
excessive. Diagonal cuts should preferabljr extend the full width of 
the plate in order to save waste; in this case the width of the plate 
should be the perpendicular distance between the parallel sides even 
though this is the longer dimension. For other suggestions regarding 
the shape of plates see page 76 : 1, IX. 

2. The size of the end connection plates maj- be governed either by 
the rivets in the diagonal, or b}' the number of field rivets required, 
whether connection angles are used or not. Compare Figs. 110 and 111. 
In general, the rivets along the chords and along the supporting mem- 
bers should be so spaced that the fuU width and length of the plate 
are used; that is, the plate should not be cut so that these edges are 
shorter than the opposite edges. 

3. ^Vhen a double system of diagonals is used, as shown in Fig. Ill, 



the two single-angle members on opposite sides of any plate may be 
made to overlap in order to take one rivet in common. The adjacent 
rivets must be spaced far enough from the edges of the angles to allow 
sufficient driving clearance (page 73 : 5). The angles of such double 
latticed girders should be riveted at their intersections, with or without 
washers. 

4. All members which are composed of two angles should be fastened 
together by means of stitch rivets, spaced as explained on page 69 : 4. 
The spacing in a tension web member may be made the same as that in 
a similar compression member if by so doing the members are made 
alike. 

5. Typical connections for roof trusses are shown at the centers of 
both IG 1 and LG 2, Figs. 110 and 111. A girt connection is also 
shown at the center of LG 1. 

6. A latticed girder is often used as a " stiffening girder." It is 
placed alongside a long-span crane girder with either the top or the 
bottom chord at the proper elevation so that it can be connected to the 
top. chord of the crane girder by means of tie plates and lattice bars; 
in this way the crane girder is stayed against buckling under the effects 
of transverse thrusts of the crane due to swinging loads, etc. Thus 
IG 1 is provided with holes in the bottom chord to correspond to those 
in the top flange of G 2, Fig. 103. In this case the stiffening girder is 
to be placed between two crane girders, and hence has holes in both 
sides. 



CHAPTER XX 

ROOF TRUSSES 

Synopsis: Directions are given for making drawings of typical trusses which support 
ordinary pitched roofs. "Flat roofs" are usually supported either by beams, or by 
trusses similar to latticed girders. 



1. Steel roof trusses are used in mill building construction, or where- 
ever a comparatively large area is to be covered without the use of 
intermediate supports. The comparatively flat roofs in office-building 
construction are usually supported by beams (page 90 : 1). "Flat 
roofs " which are pitched just enough to provide proper drainage are 



simplest form it has only a single strut at the center of each top chord, 
but for longer spans additional panels are added, as shown at a and at b. 
In the Fink truss the top chord is divided into an even number of equal 
panels, and the struts are at right angles to the top chord; the number 
of panels may be doubled by the insertion of another strut in the center 
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Fig. 113. Types of Roof Trusses, 
carried over long spans by "flat " trusses (Fig. 113 (/))), which resemble of each panel. If it is desired to increase the number of panels without 



latticed girders except that the top chords are inclined sUghtly. 

2. The more common types of roof trusses are shown in Fig. 113. 
Compression members are indicated by heavy lines, and tension mem- 
bers by fine lines; dotted lines represent members which receive no 
stress from the usual loads but which are generally added to support 
intermediate loads, to prevent a member from sagging, or to give greater 
rigidity to a structure. The "Fink" truss, or a modification of it 
called the "Fan " truss, is well adapted to most requirements. In its 



doubling the number, one or more of the struts may be replaced by two 
members not at right angles to the top chord, and the truss becomes a 
"Fan " truss as shown at c and at d. The "Baltimore " truss, e, and 
the "Howe " truss,/, are used more for wood construction. The normal 
struts in the Baltimore truss divide the top chord into equal panels; 
since two of these struts meet at the center, the pitch of the truss cannot 
be assumed but it must be calculated to correspond to the length of the 
span and to the number of panels. Vertical members divide the " Howe " 
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truss, /, and the "Pratt " truss, g, into equal panels. The diagonals of 
a Howe truss are in compression, while those of a Pratt truss are in 
tension as in bridge trusses, (page 120 : 2) ; note that in either case the 
diagonals in the roof trusses and in the corresponding parallel chord trusses 
slope in opposite directions. Trusses may be cambered as shown at h, 
to increase the under clearance in the center of the building without a 
corresponding increase in the height of the walls; the horizontal chord 
is used much more commonly. "Saw-tooth " roofs are used to provide 
a more satisfactory lighting system within the buildings; the vertical, 
or nearly vertical portions of the roof are so placed that the northern 
light (in the northern hemisphere) can pass through the glazed surfaces. 



to avoid flexure in the top chords; the designer must anticipate the 
spacing with sufficient accuracy so- that he can determine the proper 
number of panels and ascertain whether the top chord must be designed 
for combined compression and bending. The exact spacing of the 
purlins is left for the draftsman; it necessarily depends upon the style 
of the roofing. If tiles rest directly upon the purlins the spacing must 
conform to the lengths of the tiles. For any form of roofing which is 
supported by wooden sheathing, the purlins should be so placed that 
commercial lengths of lumber may be used without excessive waste. 
Commercial lengths of lumber are usually multiples of 2 feet. The roofing 
which is most used for mill buildings is corrugated steel, and when this 







Pig. 114. Types of Heel Connections. 



the direct sunlight being excluded. Ventilation or light is often ob- 
tained by raising the central portion of the roof by means of a "monitor " 
or "clearstory " as shown at m. 

1. The "pitch" of a symmetrical roof truss is the ratio of the rise 
to the span. The slope of the roof or tangent of the angle between the 
top and the bottom chords is not equal to the pitch, but to twice the 
pitch. Thus the slope of a J pitch roof is 6 in 12. \ pitch trusses are 
used most extensively, other common pitches being i, ^, and 30°. 

2. Purlin Spacing. — The form of the truss and the approximate 
spacing of the purlins are generally determined in the designing depart- 
ment so that the purlins and the trusses can be properly designed. The 
purlins are the longitudinal members which support the roof. If pos- 
sible, the purlins should be placed near the panel points of the trusses 



rests directly upon the purlins the latter must be placed at, such intervals 
that sheets of standard lengths may be used. Corrugated steel sheets 
vary in length by multiples of 6 inches from 48 to 126 inches. As far 
as possible the sheets extend over two purlin spaces.* 

3. Roof trusses may rest directly upon masonry walls or they may be 
supported by girders or trusses, but more frequently they are riveted to 
columns. The type of heel connection depends not only upon the 
form of support but also upon the detail of the cornice at the eaves; 
this in turn is dependent upon the style of the roof covering and of the 

* For a fuller treatment of different roofing materials and for more detailed informa- 
tion regarding corrugated steel see Ketchum's "Steel Mill Buildings" or "Structural 
Engineers' Handbook," or Tyrrell's "Mill Buildings," McGraw-Hill Book Co., Inc., 

New York. 
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side walls. Some of the more usual forms of heel plates are illustrated 
in Fig. 114; the different features shown often occur in other com- 
binations. 

1. Arrangement on Sheet. — The members of a roof truss are drawn 
in the same relative position which they occupy in the completed struc- 
ture. This is usually done even though the truss is shipped "knocked 
down," i.e., each chord and web member shipped separately. If a truss 
is symmetrical about the center, or nearly so, only one-half need be 
shown on the drawing. A typical drawing for a roof truss is shown in 
Fig. 116. 

2. A system of working lines is first laid down upon the drawing, 
and all dimensions are referred to these lines. These lines represent 
approximately the lines of stress of the .dififerent members, and at each 
apex the lines should meet in a common point (compare page 108 : 5). 
The rivet hnes of angles are almost always used as working lines in- 
stead of lines through the centers of gravity; when two rivet lines are 
used in one leg, the one nearer the back of the angle is chosen. The 
working lines may be laid down to scale as soon as the effective length 
and the rise (or the pitch) are known. The panels may be made equal 
by means of any convenient scale, and all working lines may be drawn 
even if the lengths are unknown. The effective length of span is the 
distance between the centers of the columns or the centers of the bear- 
ings. A scale of J" = 1' (or 1" = 1'), is desirable for the details, but 
if a truss is too large to permit the use of the same scale for the working 
Unes, they may be plotted to a smaller scale (a decimal scale if desired). 
As soon as the working lines are plotted the corresponding dimension 
lines should be drawn; these lines should be so placed that they will not 
interfere with each other or with the details which are to be added 
later. Usually an experienced draftsman can anticipate the final posi- 
tion of these lines; the beginner should use other drawings as a guide, 
and arrange the lines to the best of his ability even though some of them 
may have to be changed later. It is important to have dimension lines 
upon which to record the computed dimensions between the working 
points; these dimensions should then be determined and recorded upon 
the lines. The computation may be simplified by the comparison of 
similar triangles; thus for example, if the half-span and the rise of the 



Fink truss shown in Fig. 115 are known, all but two lengths may be 
found by proportion. 

In this truss the total slope distance or hypotenuse C should be found from A and B 
by means of a table of squares (or from A and the pitch by logarithms). This distance 
should be divided into four equal parts; if not equally divisible, some of the panels 
may be made ^" longer than the others in order to avoid thirty-seconds and yet main- 
tain the proper total. The strut of length D bisects the top chord and forms 
two equal right triangles, one vertex being at the heel and the other at the peak. 
Each of these triangles is similar to 
the original half-truss for the angles 
are equal; therefore the length D 

Q 

bears the same relation to its base x- 

that the rise B bears to the half-span 

A. From D and ^ the hypotenuse 

E may be obtained by squares or by 
logarithms. The remaining distances 
may be found as indicated on the 
figure. 

It is better to compute the pj™ n^^ 

sides of the larger triangles and 

to get the sides of the other similar triangles by division, rather than 

to compute the shorter lengths and obtain the others by multiplication. 

In this way the computed lengths may be taken to the nearest ^", 

and the corresponding shorter lengths will necessarily result within tV" 

of the true values. 

3. Form of Members. — The top chord of a roof truss is usually 
composed of two angles with the outstanding legs along the upper edge. 
In order to stiffen the truss laterally the longer legs are often outstanding, 
the shorter legs being vertical. When the purlins cannot be placed at 
panel points of the truss, the top chord must be designed to resist bend- 
ing as well as direct compression; in this case either the longer legs are 
placed vertically or else a web plate is inserted to form a T-shaped 
member, as shown in Fig. 114 (c). The bottom chord is usually com- 
posed of two angles with the longer legs vertical, the outstanding legs 
being along the lower edge. Two channels are sometimes used if the 
bottom chord is designed to support a small hoist or other direct load. 
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Fig. 116. Typical Drawing for a Roof Truss. 
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The web members are composed of one or two angles with the longer 
legs vertical. The outstanding legs may be along either edge, but for 
the sake of appearance some systematic arrangement should be adopted. 
More frequently the backs of the angle are downward because the 
members appear to be stronger when viewed from below; as a matter 
of fact the compression members are not so strong, although the differ- 
ence is negligible. It is sometimes desirable to turn one member with 
the back on the opposite edge if by so doing two members or two con- 
nection plates may be made alike. 

i. The different members of a truss are connected by means of gusset 
plates. The number of rivets required in each member is determined 
from the stress in the member, as explained on page 233 : 2. The shape 
and the dimensions of the gusset plates are determined graphically by 
means of layouts, as explained on page 76 : 1. When a continuous web 
plate is used between the angles of the top chord a web member may be 
connected directly to this plate without the use of gusset plates, pro- 
vided there is room for the proper number of rivets; otherwise, part of 
the web plate must be replaced by a gusset plate, suitable splices being 
used to connect them. The size of a gusset plate may sometimes be 
reduced if the outstanding leg of an angle is connected to the plate by 
means of a "lug " or connection angle as shown in Fig. 118 (a). One leg 
only is connected as a rule unless the number of rivets exceeds 7 or 8. 

2. Each truss member which is composed of two angles should have 
the angles fastened together by stitch rivets, as explained on page 69 : 4. 
Members composed of two channels are fastened similarly by pairs of 
rivets with a 2|" or 3" bar between, instead of a washer, as shown in 
Fig. 118 (a). A careless mistake quite common among draftsmen and 
tracers is to show stitch rivets in members composed of single angles. 
This is not a serious blunder, but unless it is detected in the templet shop 
it may cause the punching of extra holes. 

3. Center Hanger. — A light auxiliary member or "hanger " is often 
used as an intermediate support for the longer bottom-chord members 
even though no corresponding stress results from the usual loads. Such 
members are shown by dotted lines in many of the trusses shown in Fig. 
113. The purpose of these members is twofold. During erection a 
truss is assembled on the ground and then raised into its final position 
as a whole, without falsework, by a locomotive crane or a gin pole; during 




Fig. 118 (a). 



this stage the bottom chord is in compression and it may buckle unless 

the long center chord member is stayed. After the building is completed 

workmen are likely to attach block and tackle to the bottom chord for 

the purpose of lifting heavy loads, even 

though the truss is not designed for this 

purpose; this is less serious if the long 

center panel is subdivided. A single 

light angle is used as a center hanger, 

with the rivet line at the center of the 

truss unless it is offset to provide a 

connection for a ridge strut (see below). 

In either case the connection at the bottom should be made so that the 

bottom chord member is symmetrical about the center line to simplify 

erection. 

4. Shipment. — A roof truss is usually riveted in the shop completely, 
or else in as large sections as can be shipped ; for export each member is 
usually shipped separately. The maximum height which can be shipped 
by rail is about 10' -6". If the center height exceeds this amount the 
truss is shipped in sections, as shown in the diagram in Fig. 116. Each 
half -truss is shipped on the top chord as a base; if the maximum normal 
distance exceeds 10'-6", smaller sections must be made. For the method 
of marking, see page 82 : 2. 

5. A ridge strut must be provided as the compression member of the 
top-chord bracing system, unless purlins at the peak serve the same pur- 




Fig. 118 (6). Details at the Peak. 

pose. In a and b, Fig. 118 (6)., are shown two forms of purlins which also 
act as struts. When the central portion of the roof is raised to the top of 
a monitor (Fig. 113 (m)) there are no purlins at the peak of the main roof 
and a ridge strut must be provided. An I-beam may be used (c, Fig. 



CHAPTER XX 



ROOF TRUSSES 



119 



118 (6)), but more frequently a two-angle member similar to S 5 inverted 
(Fig. 147) is employed. A continuous line of ridge struts is used for 
the full length of a monitor; when two angles are used in the braced bays 
either one or two angles are used in the intermediate unbraced bays. The 
connection plate which projects from between the angles of the ridge 
strut is inserted between two connection angles on the peak plate of the 
truss. The center hanger may serve as a connection angle on one side 
of the truss, as shown in Fig. 116; when so used it is offset so that the 
strut is in the center of the truss. 

1. Purlins are connected to the top chord of a truss by means of con- 
nection angles as shown on page 315; the larger purlins have a flange 
connection as well. Angles, channels, and Z-bars are stronger if the 
upper flanges or legs are turned up the slope. Channels are usually 
reversed when wooden spiking pieces are used. Purlins are usually 
bolted in place, and accordingly the connection angles are bolted to the 
truss, as noted in Fig. 116. Purlins which act as struts are connected by 
more bolts than the others; the strut connection is used not only in the 
braced bays but for the full length of the building. In Fig. 116 the 
purlin at panel point D is a strut purlin; as shown in the plan, cross 
bracing is used between this purlin and the ridge strut, and also between 
this purlin and the eave strut. For convenience, the distance between 
rivet lines in the top chord is made a multiple of I" even though special 
gages are used in the angles; a single rivet line is used in each angle. 

2. Bracing rods may be attached to the top chords by angle clips, as 
shown in Fig. 116; these angles should be so placed that the rods will pass 
through one leg at right angles in order that the nuts will bear properly. 
Rods of minor importance may be bent to pass through holes in the 
gusset plates; holes are shown in plate pb (Fig. 117) and in pj (Fig. 116) 
for the rods in the sides of the monitor. Similarly, extra holes are 
punched in the top chord angles of the monitor for rods. Straight rods 
may pass through slotted holes in the gusset plates provided beveled 
washers (shown on page 316) are used to give proper bearing for the 
nuts. Clevises (page 316) are not used as extensively as formerly, be- 
cause other types of connection are more economical. 

3. Holes must be provided for the bottom-chord bracing, as shown in 
Fig. 140. The plates are connected to the under side of the angles; when 
a connection angle is used at the heel, the plate is placed either between 



the connection angle and the bottom-chord angle or else on top of the 
latter. The bracing plate which connects to the truss at panel point H 
serves also as a splice plate for the bottom chord, and the number of 
rivets in the vertical legs may be reduced accordingly; a suitable plate 
must thus be provided for each truss even though there are no diagonals 
to be connected at this point. 

4. So many buildings are extended after they have been completed, 
even though such extension was not anticipated at the time of construc- 
tion, that it is advisable to make certain provisions for future extension 
whether specified or not. During the author's experience one building 
in which no provision was made for extension, was extended three times 
before it was completed once. If the roof truss at the end of a building 
is made like an intermediate truss it does not have to be moved when 
the building is extended. If a special end frame is made with rafters 
supported by columns, not only the frame but at least one panel of roof 
and side covering must be removed. If future extension is expected, 
holes should be provided to facilitate such extension. It is often as cheap 
to punch a few extra holes in one member in order to make it like another, 
as to save the extra holes by means of special notes which complicate both 
the drafting and the shop work. 

5. If the ends of a building are to be covered with corrugated steel, 
girts must be placed on the gable end to support it. When an end truss 
is used, the gable columns extend only up to the bottom chord and the 
gable girts must be attached to the truss. These girts are shown in 
position, and on simple drawings they may be added to the drawing of 
the truss, as in the monitor. Fig. 117. In case the drawing would be too 
complex if this method were adopted, a second drawing may be used in 
conjunction with the first. Thus in Fig. 117 the working lines of Fig.. 
116 are reproduced and the girts are superimposed in the proper position. 
The truss members to which girt connections are to be added are shown 
in outline, and the new connections are detailed. The two drawings are 
worked together and a note to that effect should be added to each draw- 
ing. The required list on the second sheet should contain those members 
which are made wholly or in part from that drawing, while the hst on 
the first sheet should contain the members which are made entirely from 
that drawing. 

6. Small holes for louvres are provided in the sides of the monitor. 
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BRIDGE TRUSSES 

Synopsis: Types of trusses are shown and practical suggestions are given for making 
drawings of bridge trusses. 

1. When Used. — Trusses are used in bridges for which plate girders indicated: thus for example, the "counters "in (a) to {g) iu elusive are 
are not well adapted either on account of the length of the span or be- stressed only when a portion of the bridge is loaded, the "collision 
cause of economic reasons. The Umiting length of plate girders is struts " in (c) and the posts iu (k) are used to give intermediate support 
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Fig. 120. Types of Bridge Trusses. 
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approximately 130 feet, but truss bridges are often used for spans of 100 
feet or less as well as for longer spans. 

2. The most common types of trusses for ordinary bridges are shown 
in Fig. 120. Cantilever, suspension, swing, and hft bridges are outside 
the scope of this book. The compression members are represented in the 
figures by heavy lines and the tension members by fine lines. Dotted 
Unes represent members in which no direct stresses result from the loads 
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to long compression members, and other members are inserted simply to 
stiffen the structure or to hold other members in place. The term 
"Warren " is usually applied to trusses in which both the main tension 
and compression web members are inclined, forming isosceles triangles 
with the chords, as in ({) or (J). The most favorable slope of diagonal is 
45°; when the panel lengths exceed 25 or 30 feet they may be subdivided, 
as shown in (fc), (m), or {n). The Warren truss is used for comparatively 
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short deck bridges, and for through bridges of spans from 100 to 200 or 
250 feet. A "deck " bridge is one in which the floor loads are applied 
at the upper chords and a "through" bridge is one in which the floor 
loads are applied at the lower-chord apices, and the trains pass "through" 
the bridge between trusses. The "Pratt" truss with parallel chords, 
(a) or (b), is used for spans from 100 to 175 feet, but for longer spans the 
"inclined chord Pratt " or "camel back " truss (/) is preferred in order 
to keep the stresses in the chords more nearly equal. For spans longer 
than 300 or 350 feet it is economical to subdivide the panels by verticals 
which extend to the middle points of the diagonals ; auxiliary half 
diagonals are added either below the center (e) or above the center (g). 
If the chords are parallel, either type of "Sub-Pratt " is termed a "Balti- 
more " truss, but if the top chord is inclined the truss is called a "Pettit." 
The "Howe " truss (c) or (d) is used for wooden trusses, but it is not so 
well adapted to steel bridges as the Pratt truss because the compression 
members (the diagonals) are longer than the tension members. The 
"Latticed " truss Qi) was formerly used for covered wooden bridges but 
it is not well adapted to steel construction; the stresses are statically 
indeterminate. 

1. The joints of bridge trusses may be either riveted or pin-connected. 
Only one pin is used at each joint; a pin is virtually a large bolt designed 
as a cylindrical beam (page 278 : 2). Riveted joints are used for span^ 
up to about 200 feet in length, particularly on railways, for the sake of 
economy, rigidity, and durability. Pins are used at the joints of longer 
spans because the secondary stresses which result from riveted joints are 
less easily accounted for. Often the intermediate joints of the top chord 
are riveted, even though pins are used in the end posts and all other 
members. 

2. Arrangement on Sheet. — The smaller and lighter riveted trusses 
may be drawn with the members in position in order to save the duplica- 
tion of details, even though the members are to be shipped separately, as 
illustrated in Fig. 122. More than one sheet may be required in order 
to show all of the necessary members; these sheets should be used to 
supplement each other and each should bear a note similar to that in 
Fig. 122. Reference points or lines may be used to indicate where the 
dimensions of one sheet end and those of the next sheet begin. For 



example, the connections at panel points L 2 and U 2 are fully detailed 
in Fig. 122; on the next sheet these panel points would be repeated and 
the working lines and the principal dimensions would be made to extend 
to these points. Enough of the gusset plates and other details should 
be shown in outline so that the extent of each dimension can be identi- 
fied, but beyond this no attempt should be made to duplicate details 
which are completely shown on the first sheet. If necessary a reference 
line may be drawn on each sheet similar to the line X-X, Fig. 101. 
Each member of the larger trusses is detailed separately to avoid crowd- 
ing. All vertical members are preferably drawn vertically if the size of 
the sheet will permit, and all horizontal members are drawn horizontally, 
i.e., lengthwise of the sheet; riveted diagonal members are usually drawn 
either vertically or horizontally in order to save space. Eye bars are 
drawn on small sheets or printed forms (page 174 : 2). For the sake of 
uniformity the members of the left half of the truss on the far side of a 
bridge are shown on the drawings. 

3. When members are drawn in position great care must be taken to 
adopt the best arrangement of views and of dimension lines to avoid 
unnecessary crowding. The position of the main elevation view of each 
member is necessarily determined as soon as the working lines are laid 
down. The proper relation between views must be maintained, but views 
other than the front views may generally be placed so that they will not 
interfere with any other member; when this is not practicable a view 
should be so placed that only unimportant portions of a view need be 
omitted. For example, the side view of L 1-U 1 (Fig. 122) is so similar 
to that of L2-U 2 that it is combined with it by simply adding an extra 
line of dimensions and the necessary notes. If a separate view were 
necessary it might be drawn at the right of the corresponding front view, 
part of the member L2-U 1 being omitted where necessary. A drawing 
may be made clearer oftentimes if one or both ends of a view are offset 
from the true projection, provided that such offset is clearly indicated 
much as the center line through P 6 (Fig. 143) is offset for P 7. Space 
may be saved, when no ambiguity is likely to result, by combining a top 
view and a bottom sectional view, as illustrated in the end post and the 
top chord in Fig. 122; only one half of each view is shown, both views 
being symmetrical about the longitudinal center line. 
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Fig. 122. Pony Truss for Highway Bridge. 
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1. Shipping Marks. — Members of bridge trusses are identified by 
tiie marks of the panel points between wliich they extend, as explained 
on page 82 : 1. It is convenient to have a small key diagram on each 
sheet to show the location of each member detailed on that sheet, as 
illustrated in Fig. 125 and 128. 

2. Camber. — Bridge trusses are sHghtly arched or "cambered" so 
that they will assume the desired form under full load. The amount of 
camber should equal the maximum deflection so that the track will 
approach a straight line as the load is applied. The position of the panel 
points should be based upon the amount of deflection, and the lengths of 
members should be determined accordingly. For long spans the deflection 
should be worked out accurately,* but for spans up to about 300 feet 
approximately the same results may be obtained by making the lengths 
of the top chord members slightly greater than the lengths of the bot- 
tom chord members. Instead of both shortening the lower chord and 
lengthening the upper chord, it is more convenient to make the bottom 
panel lengths equal to the quotient found hy dividing the effective 
span by the number of panels, and to increase the upper panel lengths 
enough to provide for the combined change of length in both chords. 
The amount of this increase for horizontal top chords or for the hori- 
zontal components of inclined top chords is ^V inch for every 5 feet. 
The mean panel lengths are used in finding the lengths of the diagonal 
members. See next paragraph. 

3. In pin-connected bridges it is well to note the size of the pin holes, 
as in Fig. 127, in order to show the size of the pins as well as the amount 
of clearance allowed for driving the pins. This clearance is usually 
aV (or ^V) of ^n inch and it should be considered in determining the 
lengths of the chords and diagonals. Thus if the computed length of a 
compression member falls about midway between sixteenths the next 
larger sixteenth should be chosen. The lengths of eye-bar tension 
members may be dimensioned to thirty-seconds, the full clearance of 
gV being deducted from the calculated length. 

4. Types of Members. — The usual forms of top-chord or end-post 
members are composed either of two channels and a cover plate as in 
Fig. 122, or of two webs, four angles, and a cover plate as in Fig. 124. 

* See Kirkham's "Structural Engineering," McGraw-Hill Book Co. Inc., New York. 



A cover plate is used on the top to furnish protection from the weather, 
but batten plates and lattice bars are used on the bottom to simplify 
the connection of the web members. A common form of bottom chord 
for light trusses is made of four angles latticed, as in Fig. 122; for heavier 
trusses four angles with side plates are used, as in Fig. 125. A solid 
horizontal web plate is impractical because proper drainage cannot be 
provided; tie plates may be used as in Fig. 125, or batten plates with 
lattice bars as in Fig. 122. Riveted diagonals and posts may be made 
of four angles, with a web or with lattice bars, as in Figs. 126 and 122. 
Vertical posts and hangers should have solid webs opposite the floor- 
beam and top-strut connections, even though lattice bars are used for 
the remaining portion. Posts of Pratt trusses are often made of two 
channels latticed. When single latticing is used on opposite faces of a 
member the bars should alternate, as shown in Fig. 129. Batten plates 
and lattice bars should be so placed that ample room is left for driving 
all field rivets. One or two bars may have to be shipped bolted, as in 
Fig. 129, so they may be removed temporarily to facilitate driving the 
rivets. For the design of lattice bars, see page 216 : 4; for the spacing 
of them, see page 70 : 1. 

5. Milling. — The ends of chord members and end posts are milled. 
This is especially important in trusses with riveted joints in order that 
stresses can be transmitted by direct bearing. At pin-connected joints 
clearance of about | is left between the milled surfaces to permit inde- 
pendent action of the members about the pins. When the members 
are not in the same straight line a mitered joint is used, the milled 
surfaces bisecting the angle between members. The slope of each 
mitered joint should be given to the nearest 32nd of an inch instead of 
the usual 16th, and also the corresponding angle should be expressed in 
degrees and minutes to facilitate the setting of the milling machines in 
the proper position. 

6. Splices. — The riveted chords of parallel chord trusses are usu- 
ally spliced independently of the gusset-plate connections of the web 
members, in order to avoid complications which might arise if the web 
members and the floor beams were connected at points where the chords 
change section. The splices are placed as near the gusset plates as 
feasible, and logically on the sides of the smaller stresses (Figs. 124 and 
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Fig. 124. Top-chord Member for Riveted Truss Shown on Next Page. 
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Fig. 125. Bottom-chord Member for Riveted Truss of a Railroad Bridge. 
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Fig. 126. Web Members for Riveted Truss Shown on Preceding Page. 
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Fig. 127. End Post for Pin-connected Truss Shown on Next Page. 
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Fig. 128. Top-chord Member for Pin-connected Truss of a Railroad Bridge. 
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Fig. 129. Posts for Pin-connected Truss Shown on Preceding Page. 



130 



PART II — STRUCTURAL DRAFTING 



125). Inclined top chords must be splice^ at the panel points; this 
usually necessitates the use of splice plates cut with reentrant angles 
(Fig. 128), although these should be avoided if possible on account of 
difficult shop work (page 76 : 1, IX (4)). For determining the size of 
splice plates and the number of rivets required, see page 270 : 2. 

1. Reinforcing Plates. — Channel webs and the web plates of buUt 
members are seldom thick enough to transmit the proper stresses to 
pins. The webs of pin-connected members may be reinforced by aux- 
iliary plates to furnish sufficient bearing area on the pins. When the 
ends of two compression members bear on opposite sides of a pin, extra 
plates should be added, or one of the reinforcing plates on each side of 
each member should be extended, to surround the pin; these plates 
should not be riveted to the other member (Fig. 127). To avoid inter- 
ference, these plates may be placed outside of the webs on one member 
and inside on the other. The purpose of these plates is to hold the 
members in position during erection and also to keep water out of the 
joints. For determining the size of reinforcing plates and the number 
of rivets required, see Chapter XLII, page 284. 

2. It is often necessary to use countersunk or flattened rivets to pre- 
vent the interference of different members during erection. Shopmen 
are accustomed to look for such rivets in certain usual places so it is 
sufficient to show them by the proper conventional sign (page 40 : 6). 
When rivets are countersunk or flattened in unusual places, or when they 
are so inconspicuous on the drawing that they are likely to be over- 
looked, a note should be added, as explained on page 40 : 6. Some of 
the more usual places where the rivets must be countersunk or flat- 
tened are: (a) in the main plates of the shoes which bear upon the 
rollers or bed plates; (6) in chords, posts, or shoes, to allow for eye-bar 



heads, for pin nuts, or for- the overlapping reinforcing plates mentioned 
in the preceding paragraph (Fig. 127) ; (c) in reinforcing plates or fillers 
under splice plates (Fig. 128) ; (d) in the top of the end post under the 
connection of the portal bracing in order to reduce the number of field 
rivets (Fig. 127) ; (e) in posts where rivets are required in addition to 
the field rivets of the floor-beam connections (Fig. 129). Field rivets 
should be so spaced that they need not be countersunk; thus in Fig. 
128, ample clearance is allowed for placing the pin nut in position. The 
rivets which hold the angles and the reinforcing plates to the web plates 
are countersunk underneath the splice plate so they can be driven in 
the shop; note the manner of indicating these rivets by broken lines to 
show that they are countersunk back of the plate instead of in the plate. 

3. Protection from the Weather. — Joints may be partially protected 
from the weather by splice plates or by reinforcing plates as described in 
the preceding paragraphs. Joints which are made at the upper panel 
points may be protected on top by making the connection plates for the 
top lateral bracing extend entirely across the chords. Care must be 
taken not to interfere with the free action of a pin-connected joint by 
riveting these plates to both members. Bottom chord members and 
joints should be so arranged that no rain pockets are formed. Drain 
holes should be provided in the larger bracing plates to prevent the 
accumulation of water (Fig. 125). 

4. Clearance should be allowed to facilitate the erection of web 
members between the gusset plates which are attached to the chords. 
The out to out dimensions of the web members should be made | less 
than the clear distance between the plates. 

5. The method of holding a " counter " in the proper position on the 
pin by means of a notched plate is illustrated by plate pd, Fig. 129. 



CHAPTER XXII 
COLUMNS 

Synopsis: Specific suggestions with illustrations are given for making working 
drawings of columns for different types of structures. 



1. Steel columns form the principal supports of all steel structures 
other than bridges and similar spans which rest directly upon masonry. 
They may be of many different forms according to the type of structure. 
A few typical columns of office-building and mill-building construction 
have been selected for illustration. Many mill buildings and similar 
structures have unusual or complicated connections so that it is difficult 
to proceed with the drawings of the columns until after the drawings of 
the connecting members have been carried far enough to determine the 
column connections. When possible it is usually simpler to postpone 
the column drawings until all connecting members have been drawn. 
The available time is seldom sufficient to permit this method, however, 
because the columns are the first members to be erected. The drawings 
for the columns must logically be among the first drawings sent to the 
shop, and connections for other members must frequently be provided 
before the drawings of those other members have been made or even 
begun. It is often necessary to make a layout of the more unusual 
connections to determine the necessary dimensions to be used on the 
column drawings. These layouts may later be used by the draftsmen 
who make the drawings of the connecting members. Many types of 
connection recur so frequently that standards are prepared in the draft- 
ing rooms of the larger structural companies. These standards simplify 
the work of the draftsmen and in many cases they simplify the work of 
the templet makers. In fact, wooden templets for typical connections 
may often be preserved for future use to save making new ones for sub- 
sequent contracts. 
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2. It is desirable to draw all members in the same relative position 
on the sheet which they are to occupy in the finished structure. Thus, 
columns are preferably drawn with their longer axes vertical, as in Fig. 
137. This is not always feasible on account of the multiplicity of details, 
for more space is available if they are shown with their longer axes hori- 
zontal (i.e., lengthwise). When the columns are drawn horizontally it 
is customary to show the base or bottom end of the column at the left as 
in Figs. 133 and 135. It is unnecessary to draw the full length of a 
column to the same scale as the details. The most common scale used 
for the details is |" = 1'. The extreme length of the column is made to 
suit the available space on the sheet allowing for the necessary views and 
dimension lines. The details are then placed at approximately propor- 
tional distances apart regardless of scale. No breaks in the views need 
be shown unless the drawing can be made clearer thereby. 

3. So many different types of columns * are used by different designers 
it is impossible to show them all. Perhaps the three most common types 
are the plate and angle, the plate and channel, and the Bethlehem H-sec- 
tion. The drawings for the H-section are comparatively simple since the 
main section is rolled complete and no continuous lines of rivets are 
required unless cover plates are used. The connections are similar to 
those of other columns and it seems unnecessary to illustrate them here.f 

* See Ketchum's "Structural Engineers' Handbook," McGraw-Hill Book Co. Inc., 
New York. 

t For typical connections see the "Catalogue of Bethlehem Steel Shapes," Beth- 
lehem Steel Co., South Bethlehem, Pa. 
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The plate and channel columns are used for office-building construction. 
The upper sections are often made of channels with lattice bars, the 
bars being replaced by cover plates in the lower sections. As the loads 
increase, the thickness of the plates and the weights of the channels 
are increased and if necessary the width of the plates and the depth of 
the channels as well. The plate and angle column is used most exten- 
sively for mill-building construction; it is also used for office buildings. 
Very light sections are made of four angles latticed, but usually soHd web 
plates are used instead of the lattice bars. For very heavy loads larger 
angles are used with cover plates riveted to their outstanding legs. 

1. Typical plate and channel columns are shown in Fig. 133. They 
are detailed for the conditions shown in the diagram of Fig. 158 and in 
the corresponding column schedule of Fig. 160. The views of the 
different faces are often lettered for convenience in the identification 
of the details. The dashed lines of the channel flanges in Faces A and 
C need not be drawn full length if the drawing is equally clear without. 
Since considerable time is required to draw so many long dashed lines 
it is well to omit portions of them whenever feasible. Colmnn AB\ 
shows the base angles which connect to the cast-iron bases. At the top, 
splice plates and angles are provided to connect to the superimposed 
column section composed of channels of the same depth and cover plates 
of the same width The lower end of the connecting column would be 
similar to the lower end of Colunm EF 27, differing only in dimensions 
since the colmnn is of a different size. The ends of office-building columns 
are milled so that the loads may be transmitted by direct bearing (page 
31 : 1). A more complex splice is required where the depth of the 
channels and the width of the cover plates change. Such a splice "is 
shown on the column schedule (Fig. 160) ; it is described more fuUy on 
page 276: 4. Provision for a similar splice is made at the top of Column 
EF 27. The projecting corners at the top of the splice plates need not be 
cut (Fig. 277 (a) ) if they are to be concealed by the fireproofing. For the 
size of the fillers and the reinforcing plates and the number of the rivets 
see page 276 : 4. The spacing of the channels and the gages are given 
on pages 300 and 301. Note that for a given depth of channel the 
distance out to out of web faces and the distance between rivet lines are 
constant, while the distance back to back of webs and the gages vary 



with the weight. This is so arranged in order to standardize the splice 
plates and the beam connections and also to reduce the number of 
different lengths of beams. 

2. The important dimension is the finished length and this is prefer- 
ably made conspicuous. Since all elevations on the diagrams are referred 
to the finished floor line it is important to show each floor line on the 
column drawings and to give the story heights. The beam details are 
located with reference to these floor Unes and the rivets which fasten the 
cover plates to the channels are then dimensioned to fill in the spaces 
between the details. Close spacing of four diameters is used at both 
ends of the column (page 69 : 1 (cQ) and near the beam connections. 
Six inch spacing is allowed as a maximum for the remaining distances. 

3. Typical symmetrical beam connections are shown on Column 
EF 27, and special eccentric beam connections on Column AB\. The 
whole load from each beam is carried by the seat; the top angle serves 
to prevent the beam from overturning and to help transmit the wind 
stresses in the structure. The top angles are left bolted so that they may 
be removed to facilitate erection. They are placed j" higher than 
the theoretical top of the beam to provide for the spreading of the flanges 
of the beam while cooling on the rolls during their manufacture. Note 
that after the cover plates have been riveted to the channels a box section 
is formed, the inside of which is inaccessible. In order to provide for 
the temporary removal and the restoration of the bolts in the top angles 
of the connections on the charmel webs the bolts must pass through the 
whole column. Unless a similar angle is required directly opposite, a 
special note must appear to assure the punching of holes in both channel 
webs for through bolts (face D, ABX). The top angles on the cover 
plate faces are made sufficiently long to permit the use of short bolts 
through the channel flanges. If shorter angles were used, the necessary 
through bolts would often interfere with those through the charmel 
webs. The rivets in the channel webs and some of those in the cover 
plates are inaccessible after the column is assembled; thus, the rivets 
in the seat angles, stiffening angles, reinforcing plates, and fillers under 
splice plates, must be driven before the cover plates and channels are 
bolted together. Special gages are used in the 6" legs of the seat angles 
to conform to the spacing of the rivets in the channel flanges. The 
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bottom ends of stiffening angles need not always be cut back as shown. 
If concealed by the regular fireproofing or by walls or partitions they may 
be cut square. The draftsman must be familiar with the methods of 
erection in order to determine wiiich rivets, if any, should be flattened or 
countersunk to facilitate the insertion of the beams (see Column EF 27). 

1. Sectional views are drawn for each tier of beam connections in order 
to show the holes in the outstanding legs of the angles. The section is 
sometimes taken between the top and bottom angles, but more often 
above the top angles as shown in Fig. 133. In order to draw attention 
to the fact that the holes should be made in both the seat and the top 
angles, the holes are often shown in the other views as weU (page 40 : 6). 

2. Fig. 135 illustrates a typical mill-building column drawn for the 
conditions shown in the plans and diagrams of Figs. 155 and 156. The 
lower part of the column is made wider than the upper in order that the 
crane loads may be transmitted to the column base more directly. The 
width of the lower section is usually made so that the outer face of the 
cover plate or channel comes directly under the center of the girder. 
Seat angles and stiffeners are used to provide a suitable girder seat as 
shown. The girder is secured against overturning by means of a dia- 
phragm. The end stiffeners of the crane girder shown in Fig. 103 are 
arranged to coimect to a diaphragm similar to that shown in Fig. 135. 
Holes are provided in the channel web for the girder knee brace shown 
in Fig. 140. 

3. Connections. — At the top of the column a connection is provided 
for the roof truss shown in Fig. 116. The web plate of the upper section 
of the column is connected to the web plate of the lower section by means 
of splice plates designed to develop the full strength of the upper web 
(page 276 : 2). The outer angles are continuous, and the shorter angles 
of the upper section extend downward far enough so that they may be 
fully developed by rivets which connect them to the lower web. Holes 
are provided in the outstanding legs of the continuous angles for the girts 
and struts indicated on the erection diagram (Fig. 156) and detailed in 
Fig. 147. It is customary to punch these holes in both sides of the end 
columns the same as in the intermediate columns, although the side girts 
do not extend past the center lines. These extra holes may not all be 
used, although as far as possible the girts on the ends of the building are 



arranged to connect to them. The cost of punching a few unused holes 
does not greatly exceed the cost of omitting them because of the time 
required to make and to follow special notes, and furthermore, the wrong 
holes might be omitted. In case the building is later extended the extra 
holes may be used. The bottom strut at the end of the building (.S 7 
Fig. 140) connects to the flange of the channel of Column C 1 instead of 
to the outer angles to make a more rigid connection and to reduce the 
lengths of the struts and the diagonal sway bracing. The sway bracing 
connects to the top of Column C 1 on the inner face by means of a 
bracket (D 13, Fig. 140). 

4. A typical column base as described on page 290 : 1 is illustrated in 
Fig. 135. An excessive number of coimtersunk rivets in the base plate 
and the cap plate should be avoided. It is usually impractical to swing 
a long column around so that these few rivets can be driven by machine 
and consequently they must be driven by hand riveters. Since these 
rivets do not have a very important function their number should be 
reduced to the minimum. Holes for anchor bolts are made -f^" or f " 
larger than the diameter of the bolts to facilitate placing the columns in 
position when the bolts are set first, or drilling holes in the masonry for 
the bolts after the steel is in position. 

5. Milling. — A column which supports crane runway girders is in- 
variably milled at the base and at the crane seat in order that the crane 
loads may be transmitted largely by direct bearing. The web plate is 
not always milled at the seat along with the angles and channel because 
of practical difficulties. 

6. Most of the vertical dimensions to the bottom of the column 
extend only to the upper face of the base plate instead of to the extreme 
bottom. In this way the dimensions best serve the templet maker and 
the inspectors who use them before the base plate is in place. In some 
companies, however, the dimensions extend to the extreme bottoms of 
the column bases. Draftsmen must be particularly careful to give due 
consideration to those dimensions which may be affected by the thickness 
of the base plate. When many different connections appear on a single 
face of the column, as in the outer face of C 1 and C 2, "extension figures " 
should be given from each connection to the base plate, in addition to the 
dimensions from one connection to the next. The extension figures are 



CHAPTER XXII 



COLUMNS 



135 




SASi 

/p/./a'i'S'o'ca 

/P/./8''i''/-0"pa 

2Fjl/s6xi>'l-7i"fa 

/P/./8'i'/-0"pb 

/L6'4'i'/-6'^ac 



REQUIRED 1 


2 


COLUMNS 


C/" 


2 




c/'- 


8 


., 


C2 



COLUMNS 
FU/^N/ICE BU/ID/JVG. 
METROPOUrAN STEEL CO. 
BOSTON, MASS 

UNIVERSITY BRIDGE COMPANY 

WORCESTERfyKm 



IN CHARGE OF fl^-G.O. 

HOLBS'iumESSmTED ^„.„,„ ^^ H. T.B. 8/2//)B 



RIVETS i) 



C^ 



Fig. 135. Typical Crane Column for a Mill Building. 



136 



PART II — STRUCTURAL DRAFTING 



convenient for the templet makers and the inspectors so that they can 
locate all the connections with a single setting of the tape. The figures 
are of convenience also to the draftsmen and checkers when referring to 
a drawing to obtain differences in elevation between connections. When 
making the drawing the draftsman should record the extension figures 
for each connection as soon as that connection is detailed. The dimen- 
sion should extend preferably to the point dimensioned on the diagram, 
as for example, the back of a girt or a strut angle. Similar connections 
may then be detailed before other types of connection are designed, and 
later the other types may be inserted in the proper places. After all 
connections are located the distance from one connection to the next may 
be found simply by subtracting the corresponding extension figures. 
Some companies require a complete line of dimensions from center to 
center of holes, but this seems unnecessary, particularly when there are 
comparatively few holes in each group. If the groups are located as 
shown in Fig. 135 the dimensions can often be taken directly from the 
diagram, and if the shopmen are forced to use these dimensions instead 
of calculated distances between adjacent holes one source of error is 
eliminated. 

1. Standard gages in column angles are not used in all cases. In the 
outstanding legs of the main angles and of the angles in the diaphragm 
and similar places it is desirable to make the distances from center to 
center of holes a multiple of J" or preferably |". Thus the use of six- 
teenths and eighths in the main dimensions of connecting members is 
avoided. The gages in the angles may result in sixteenths or eighths, 
but the use of small fractions is confined to relatively few dimensions. 
Similarly, if girts or other members connect to column angles of different 
sizes, more members may be made ahke if the gages in the column angles 
are made the same. For example, the gages in 5 and 6 inch legs may be 
made equal, and those in Sf and 4 inch legs also. A single rivet line is 
usually used iu each leg, even if -5 or 6 inches. 

2. Two other types of mill-building columns are shown in Fig. 137. 
Column C 3 is a column for the gable end of the mill building illustrated 



in Fig. 156. The end truss is made similar to the intermediate trusses 
and is designed to spnn the full width of the building without iutermedi- 
ate supports. The chief function of the gable column is to support the 
end framing (girts, struts, etc.) below the bottom of the truss. The 
upper end of the column is supported laterally by being coimected to 
the roof truss at a point where the truss is braced in the plane of the 
bottom chord; but in order to avoid stresses for which the truss is not 
designed, the connection angles at the top of the colmnn are provided 
with vertical slots to permit the free deflection of the truss. The base is 
designed to transmit the whole load through rivets so that it is unneces- 
sary to mill the column. In general, a column is not milled unless the 
load is more than about 40,(X)0# or imless the column is to support a 
crane or other moving load. Holes are provided in the outstandiog legs 
of the column angles for girts and struts as in the columns of Fig. 135. 

3. Columns C 4 and C 5 are light latticed columns with provision 
for a roof truss connection at the top. An eccentric beam connection 
is inserted between the two groups of lattice bars. Connections for 
light lean-to rafters and for girts are shown in the outer faces. Sep- 
arate views of these faces are dravm for the two colmnns in order to 
show the differences clearly. When lattice bars are placed between 
the angles as in this type of column the distance between angles is not 
constant; the distance may be determined by the thickness of the 
plates as pa or pb, by the thickness of a single lattice bar, or by the 
thickness of two overlapping bars. Consequently either the gages in 
the angles or the distance between holes must vary. Usually it is 
desirable to maintain a constant distance between holes so that like 
members may be connected at different parts of the column. Rather 
than to dimension each group of holes separately it is well to omit the 
gages altogether and to let the templet maker make proper provision 
for the variation; then the distance between holes need be dimensioned 
only once for each view. For the size of lattice bars and battep plates 
see page 216 : 2-3. No tie or batten plate is needed at the top because the 
heel plate of the roof truss will serve the purpose after it is in position. 
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CHAPTER XXIII 
BRACING SYSTEMS 

Synopsis: A discussion of the types of bracing used under different conditions, with 
illustrations. 



1. Some system of bracing is usually required to secure a structure 
against forces which tend to distort or overturn it. These .forces may 
result from the wind, from moving loads, or, during erection, from der- 
ricks or travelers. Diagonal bracing is the most effective but it cannot 
be used where it would interfere with the use of the structure, as for 
example across doorways. When it is not feasible to place diagonals 
entirely across the panel to be braced, special brackets, knee braces, or 
portal struts may be employed. In some structures the riveted joints 
may give ample security so that no special bracing is required. In 
other structures only temporary bracing is required during erection, 
as for example the bracing between steel columns which are later to be 
imbedded in solid masonry walls. 

2. Bracing systems with full diagonals may be considered as trusses 
and so designed. The chord stresses of these trusses are taken by the 
members to which the bracing connects, as for example the columns, 
the girders, or members of other trusses. The "posts" or transverse 
compression members may be either special struts or else members 
which are already provided, such as floor beams, cross frames, or pur- 
Uns. The diagonal stresses in any panel may be resisted by a single 
member placed along either diagonal of the panel; if in one position it 
will be in tension but if in the other position it will be in compression. 
Usually these diagonal members are designed for tension and are placed 
accordingly. To provide for forces which might cause a reversal of 
stress, members may be placed along both diagonals to form "cross 
bracing; " only the diagonal which is in tension is considered to act at 
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any one time. The sizes of the members and the number of rivets are 
often standardized for similar conditions in order to simplify the design. 

3. Bracing systems with full diagonals should be statically complete; 
that is, diagonals should not be used unless they are supplemented by 
the proper struts. Special struts are not always required; for instance 
an eave strut of a mill building may serve as a girt, as a purlin, and 
also as the end strut of the bracing in three different planes, viz: the 
vertical sway bracing between columns, the horizontal bracing between 
the bottom chords of the trusses, and the bracing parallel to the plane 
of the roof between the top chords of the trusses. 

4. The lines of stress of all members which are connected by a single 
gusset plate should meet approximately in a common point to minimize 
the secondary stresses. Adherence to this rule is seldom strictly en- 
forced, however, because a slight deviation will permit the use of an 
auxiliary system of working points, as explained on page 108 : 5. A 
plate which connects only a single diagonal to another member should 
be so arranged that the line of action (rivet line) of the diagonal will 
fall within the group of rivets which connect the plate to the other 
member, in order to reduce the eccentricity. See Fig. 140. 

5. Arrangement. — The drawings for cross bracing are usually so 
made that the diagonals are shown in the proper relation to each other 
and to the members to which they connect. The system of working 
lines can then be easily checked, and the connections to other members 
may be readily compared with the drawings of the corresponding mem- 
bers. The centers of the end holes in the diagonals are usually chosen 
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as working points. The system of working lines may be plotted to a 
smaller scale than the details in order to save space; some of the simple 
diagonals or struts may be shown separately for the same reason. In 
the simplest form of cross bracing the diagonals are so turned that 
they may pass each other without interference, as shown in the cross 
frames, Fig. 142. More frequently the outstanding legs of the two 
arigles are made to face the same way even though one angle has to be 
cut and spliced at the intersection. In this position they occupy less 
space and they are less liable to interfere with other members; it is 
often necessary to turn them this way to obtain the desired clear open- 
ing without increasing the height or width of a structure. 

1. Initial Tension. — Diagonal bracing must be tight in order to be 
most effective. A long diagonal will sag under its own weight during 
erection unless it is drawn tight before it is bolted or riveted. Con- 
siderable racking of the structure could take place without removing 
this sag or stressing the member. In order to make a structure more 
rigid by causing the diagonals to act at once, the length from center to 
center of the end holes is made less than the calculated distance. The 
member may then be drawn into position for bolting or riveting by 
driving a tapered drift pin into the holes. Since the holes are punched 
-iV" larger than bolts or rivets the member should be shortened iV" to 
take up the "play " in the holes and at least another ^" to overcome 
inaccuracies in punching and other factors. Tightness is thus insured 
even though a certain amount of initial tension may result. The total 
amount to be deducted from frhe calculated distance from center to 
center of end holes should be either |" or j%", whichever will make the 
main dimension a multiple of |". In this way the half lengths will be 
expressed in multiples of xV", and 32nds will be avoided. Sometimes 
the amount deducted is noted, as in T 1, Fig. 143. The chief benefit of 
such a note is to give assurance that provision has been made for some 
deduction. No deduction should be made for comparatively short stiff 
members such as the diagonals in the cross frames or the lateral bracing 
between the girders of a deck railroad bridge, because it would be diffi- 
cult to connect them. 

2. Connections. — The diagonals and the connection plates are usu- 
ally shipped separately although some of the smaller plates may be 



fastened to the angles. The bracing for all bridges and many buildings are 
fully riveted in the field. The bracing for parts of some buildings may be 
bolted if the specifications will permit. When the field connections are 
to be bolted, similar shop connections may be bolted also (Fig. 140) ; if 
there are other shop rivets to be driven in the same member it is about 
as cheap to use rivets instead of shop bolts in the end connections. 

3. Special gages are often used in bracing angles. The rivet line of 
a single angle is used as the working line. If this working line is placed 
in the center of the leg the connections may be detailed to better ad- 
vantage. The clearances on opposite sides are thus made more nearly 
equal regardless of which way the angle is turned when erected. In 
angles with legs less than 3" standard gages should be used to allow 
greater driving clearance for the rivets or bolts. 

4. Typical illustrations have been selected to show the common forms 
of bracing used in different structures. The general arrangements are 
shown in the erection diagrams of Chapter XXV (page 151), but the 
details are shown in the drawings of this chapter. 

5. A mill building can have no system of bracing which obstructs the 
interior and prevents the free movement of cranes or other objects. 
Cross bracing is commonly used in the sides, the ends, and the roof, 
while knee braces are used to stiffen the connections of the intermediate 
trusses to the columns. Angles are used as diagonals in the plane of 
the bottom chords of the roof trusses, and in the vertical sway bracing 
between columns, both on the sides and on the ends. Rods are used 
as diagonals in the planes of the top chords of the trusses, and in the 
sides and the tops of the monitors. The end panels of the building are 
usually fully braced in all these planes. See Fig. 156. Only every 
third or fourth intermediate panel is similarly braced with diagonals 
although the struts extend the full length of the building. The struts 
in the braced panels are usually heavier than those in the unbraced 
panels. In the plane of the bottom chords additional diagonals are so 
placed as to form a large system of cross bracing which extends the 
full width of the building. Vertical bracing is sometimes used between 
trusses at the center. 

6. Fig. 140 shows the bottom chord bracing and the end sway bracing 
for the mill building represented in Fig. 156. The working lines are 
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referred to the working lines of the trusses and columns for convenience 
in checking the field connections. The working lines through the end 
holes of the diagonals are placed to make the clearances on each side 
approximately equal, as explained on page 77 : 1. The main dimensions 
of the diagonals between end holes are made less than the calculated 
distances, as explained on page 139 : 1. For the sake of appearance, the 
corners of all plates should be concealed by the angles. They should 
preferably be made to fall at the edges of single angles, but this is not of 
sufficient importance to justify any increase in the size of the plate. 
The comers of diagonal cuts can be shown at the edges of angles drawn 
in position, or dimensions can be given if the angles are not in place. 
On account of the difficulty of holding narrow plates in the shears while 
long diagonals are being cut, the comers of splice plates such as pa 
or pb are often cut at 45° instead; these cuts are shown but not 
noted. 

1. Unsymmetrical bracing is illustrated by the end sway bracing of 
Fig. 140. The bottom strut S 7 connects to the flange of the channel 
of C 1 (Fig. 135). The roof truss serves as the top strut, the bracket at 
the top of D 13 being connected both to the truss and the column; note 
that the angle which connects to the truss is cut to clear the fillet of the 
angle ma (Fig. 116). After the working points have been located, the 
length and the slope of each diagonal can be found in the usual man- 
ner. The position of the intersection of the diagonals relative to the 
lower working points can be found by solving the triangle of which 
these three points are the vertices. The angles may be easily determined 
and the horizontal side is known. The remaining sides may be found 
by equating the ratios of the sides to the sines of the opposite angles. 
For example, the angles are determined from their cotangents as fol- 
lows: 

log 14' 5i" = 1. 15949 log 15' 4f" = l.' 18740 

log 21' 2|" = 1 . 32651 log 21' 6i" = 1 . 33328 

log cot =9.83298 log cot =9.85412 

angle = 55° 45' angle = 54° 27' 

third angle = 69° 48' = 180° - 55° 45' - 54° 27' 

The remaining sides are found as follows: 



log 14' 51" = 1.15949 

log sin 55° 45' = 9.91729 

colog sin 69° 48' = 0.02757 



1.10435 



length = 12' 8f " 



logl4'5i" = 1.15949 

log sin 54° 27' = 9.91041 

colog sin 69° 48' = 0.02757 

1.09747 

length = 12' 6^-g" 



These lengths should be reduced by tV" because the total lengths have 
been shortened |" to insure tightness (page 139 :l). 

2. i?^ 1 is a typical knee brace to connect a crane girder to a column. 
Two types of connection are shown, one at the top and the other at the 
bottom; note that in each type the line of action falls well within the 
group of rivets (page 138 : 4). 

3. Typical bottom lateral bracing for a through girder bridge is 
shown in Fig. 142. The plates are connected both to the girders and 
to the floor beams. Small angles ma are used to connect the diagonals 
to the bottom flange angles of the stringers; this is done to prevent longi- 
tudinal movement of the stringers due to traction and braking stresses. 
The bottom lateral bracing of a truss bridge is similar to that of the 
girder bridge except that it is usually made heavier because of the in- 
creased span. The single angles are often replaced by double angles. 

4. The top lateral system of a through truss bridge cannot be made 
a complete system of cross bracing extending down the inclined end 
posts to the supports because a clear passageway must be maintained 
at the ends of the bridge. Cross bracing is used in each panel of the 
main top chord, but a portal strut is used to transmit the corresponding 
stresses to the end posts which act as girders in carrying these stresses 
to the supports. The portal struts and the intermediate struts or sway 
braces are made as deep as the required clearance will allow; in general 
they are made much heavier than they were a few years ago, to give 
greater rigidity, particularly in railway bridges. The intermediate sway 
braces are usually made of four angles latticed, as SB 1, Fig. 143; more 
elaborate bracing is used in bridges with inclined top chords because of 
the greater depth available. Many different types of portal struts are 
used, as for example the solid web type, PS 1, Fig. 143, or the latticed 
type. Fig. 149. Since the portal strut is in an incUned plane, the outer 
angle at the bottom forms a trough which should be provided with 
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Fig. 143. Typical Top Lateral Bracing for a Railroad Truss Bridge. 
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drain holes to prevent the accumulation of water. The comers of some 
of the angles of a portal may be cut at 45° if the appearance is improved 
thereby. The intermediate top struts or sway braces can usually be 
made deeper than the top chords; lattice angles are used when the 
depth is too great for the use of lattice bars. The connection plates 
at the ends (p/) must be cut out to clear the angles of the top chords; 
this is one of the few places where reentrant cuts are used. Such cuts 
are usually made by punching a series of connected holes the same size 
as the rivet holes, and then chipping off the remaining points with a 
pneumatic chisel. A small curve is drawn at the vertex of the reentrant 
angle to show that it is unnecessary to chip out the extreme corner to 
form a right angle. The top laterals or diagonals are composed of one 
or two angles in the lighter bridges and two or four angles latticed in 
the heavier bridges. The latticed members connect to plates which 
are fastened to the tops and the bottoms of the chords; the depth is 
thus determined by the depth of the chord members, being made -^^" or 
\" less than the clear distance between the lateral plates^. The upper 
lateral plates which serve to cover joints in the chords extend the full 
width of the chords; other plates connect to, the inner side only. Plate 
P 6 connects to the chord U 1-3 (Fig. 124), and to the top of SB 1. 
P 7 connects to the_ upper face of the angle on the bottom of the chord 
and to the vertical plate of SB 1. The diagonals fit between these 
plates. Plate P 4 connects to the top of the chord and it is bent up to 
connect to the top angle of the portal strut PS 1. The holes in the bent 
up portion should appear as ellipses instead of circles, but on account of 
the difficulty in drawing small ellipses, circles are sometimes used when 
no misunderstanding is likely to result. P 5 connects to the bottom 
angle of the top chord, to the vertical face of the end post, and to the 
end plate of the portal strut PS 1. The angles on this bent plate are 
not shown in true projection because the drawing would be made un- 
necessarily complicated. The bend in the plate is clearly shown and 
dimensioned. If the holes in the angles mh were to be shown accu- 
rately as circles two additional views would be required. It seems 
equally clear and more convenient to draw the top view of the angles 
directly above the elevation and to show them conventionally by three 
lines to faciUtate dimensioning the rivets and holes; confusion would 



result if both the rivets and the holes were shown in this view in exact 
orthographic projection. Care should be taken, however, to give dimen- 
sions only in the views where the corresponding distances are shown in 
true projection. 

1. Brackets. — The compression chords of bridges where no top 
laterals can be used must be braced in some other way to give inter- 
mediate support to the compression members to prevent them from buck- 
ling. "Pony trusses " are trusses which are not deep enough to permit 
the use of overhead bracing. They may be 
braced by means of brackets such as that 
shown in Fig. 144. Similarly, the compres- 
sion flanges of through plate girder railroad 
bridges are braced transversely by nieans of 
brackets or deep gusset plates at the con- 
nections of the floor beams to the girders, as 
shown in Fig. 99. Through plate-girder 
highway bridges are braced in much the 
same manner except that it is impractical to 
use as wide plates on account of the en- 
croachment upon the clear roadway. The 
narrower plates are sometimes supplemented 
by other plates or brackets on the outside 
of the girders. 

2. Deck plate girder bridges are braced 
vertically by means of cross frames such as 
shown in Fig. 142. The frames at the ends 

of the bridges {CF 1) are made heavier than the intermediate ones {CF 2). 
The cross frames are connected to the stiffening angles of the girders and 
also to the plates of the lateral bracing which are attached to the under 
sides of the top flanges. The key plan in Fig. 142 shows a typical layout 
of the lateral bracing, single angles being used for the diagonals and also 
for the struts between the cross frames. This lateral bracing is often 
drawn on the sheet with the girders so that the connection plates can 
be shown in position, in order to save the duplication of many of the 
dimensions. The spacing of the holes in the cross frames and the stiffen- 
ing angles should be so arranged that a clearance of ^V" is allowed 
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between the tops of the cross frames and the lateral plates; in case the 
cross frames connect to bottom lateral plates as well, ^" clearance is 
allowed at the bottom and 5" at the top. 

1. The wind bracing of an office building depends upon so 
many factors that it is impossible to discuss it comprehensively 
here.* The form of the building, the number of floors, the number 

* See Fleming's "Six Monographs on Wind Stresses," Kirkham's "Structural En- 
gineering," or Ketchum's "Structural Engineers' Handbook," all published by McGraw- 



and the position of the partitions, and the position of the doors and 
windows, are points to be considered in selecting the form of bracing. 
Diagonal bracing, portal bracing, knee bracing, and brackets are the more 
common types. Typical brackets for connecting oSice-building beams 
and girders to columns are illustrated in Fig. 145. 



Hill Book Co. Inc., New. York; also Burt's "Steel Construction," American Technical 
Society, Chicago. 




Fig. 145. 



,, CHAPTER XXIV 
MISCELLANEOUS FRAMING 

Synopsis: Girts, struts, plate work, and skew work. 



1. Illustrative Drawings. — In this chapter are given a few miscellane- 
ous drawings to supplement those of the preceding chapters. Taken as 
a whole, the drawings in this book have been chosen to illustrate different 
types of members and different methods of detailing. No attempt has 
been made to show the working drawings of complete structures, although 
in some cases several different members of the same structure are shown. 
It is felt that there are enough drawings to illustrate the fundamentals of 
structural drafting, and at the same time to show many of the more 
common kinds of connection. 

2. In Fig. 147 are shown some of the girts and struts of the mill build- 
ing of Fig. 156. F 7 and F 8 are typical intermediate side and end girts, 
with holes in the outstanding legs for bolting the window frames in posi- 
tion. The side girts in the end panels are the same as in the intermediate 
panels, but the end girts which connect to the comer columns are made 
long enough to support both the side and the end corrugated steel at the 
comers. Thus i^ 9 is an end girt which connects to the inside face of the 
outer angles of column C 1 (Fig. 135), and extends beyond the column 
until it is flush with the outer edge of the side girts. If possible the con- 
nections for these end girts are made so that the holes in the comer 
columns are spaced the same as in the intermediate columns; this not 
only simplifies the drafting and the shop work but it also facilitates future 
extension of the building. F 10 is an intermediate support for the 
louvres; it connects to the purlins which are attached to the side of the 
monitor (Fig. 117) as indicated in the side elevation. Fig. 156. M 5 is a 
hanger or sag bar which is used in place of a sag rod to support a long girt 
wherever a window prevents the use of a rod. 
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3. /S 2 and S 3 are typical eave struts ; they serve as girts and as 
purlins to support the corrugated steel, as well as struts for three differ- 
ent systems of bracing (page 138 : 3). Each channel is stiffened by an 
angle which extends the full length between the connection plates. 
Holes are provided in jS 2 for the sway bracing which, at the bottom, 
connects to the strut S 4 shown below. S 4, iS 5 and S 6 are typical 
two-angle struts used in the sides and the ends of the building; they serve 
also as girts. 

4. Fig'. 148 shows a drawing of some of the steel plates of a roof for a 
cast house around a blast furnace. This is not as common an application 
of plate work as floor plates or the plates in a tank, but in simple form it 
illustrates the method of dimensioning. In tank work the rivets must be 
placed closer together and the outer edges of the overlapping plates must 
be beveled for calking, in order to make the joints watertight (page 
69 : 1). 

5. Skew Work. — Some of the connections encountered in structural 
work require more than ordinary computation in determining the proper 
angles and dimensions. Common examples of this class of work are hip 
and valley roof construction, skew portal bracing, bins, chutes, hoppers, 
etc. The details and the corresponding calculation for the construction 
of different types of intersecting roofs have been so fully treated by the 
author in another volume * that they are not even summarized here. A 
complete mastery of that book should enable the draftsman to apply the 
principles to the solution of other problems of a similar nature. One 
form of skew portal is illustrated in Fig. 149; it is designed to connect to 

* "Hip and Valley Rafters," John Wiley and Sons, Inc., New York. 
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the cover-plate faces of the end posts. There are only two angles to be 
determined which involve the use of angles in more than one plane; these 
are the angle of bend (B) and the skew angle (P) in the plane of the portal. 
Formulas for these angles are shown in Fig. 150 in terms of the truss angle 

(T) and the skew angle (H) 
in a horizontal plane.* The 
use of these formulas is illus- 
trated by the determination of 
these angles in the portal of 
Fig. 149, using the following 
data: 

22' 2|" = the panel length of 
the truss. 

the panel depth of 
the truss. 

the distance c. to 
c. of trusses. 

the lead of one truss 
in advance of 
the other, or the 
amount of skew, 
measured paral- 
lel to the axis of 
the bridge, 
of working points 



The functions of the truss angle (T) and the skew angle (H) are found as 
follows: 




29' 0' 



16' 5" = 



9'0" 



FORMULAS 
sin P=sin H sin T 
tan B-tan 8 coa T 



Fig. 150. 
14' 4" = 16' 5" - 2(1'0J") the distance c. to c 



measured at right angles to the axis of the bridge. 

* For other angles see Conklin's "Structural Steel Drafting," John Wiley and Sons, 
Inc., Neyr York; Turner's articles in Vol. 43 of the Engineering News; or Dannen- 
berg's diagram in the Engineering Record, Feb. 17, 1912. 



log22'2i" = 1.34652 
log 29' 0" = 1.46240 



log 9'0" = 0.95424 
log 14' 4" = 1.15635 
log tan H 



9.79789 
log sin i? = 9.72572 



log tan T = 9.88412 
log sin T = 9.78390 
log cos T =9.89978 

From sin P = sin H sin T, log sin H = 9. 72572 

log sin T = 9.78390 
log sin P = 9.50962 

whence the skew in the plane of the portal has a slope of 4| in 12. 

From tan B = tan H cos T, log tanH = 9. 79789 

log cos T = 9.89978 
log tan B = 9.69767 

whence the bend in the plate is 6 in 12. 

The distances 6' Of" and 6' 2" are determined by the allowed clear- 
ance; by multiplying them by tan P the distances 2' Of" and 2' 1§" are 
found. The working points of the upper and lower ends of the diagonals 
are located so that the horizontal panel lengths are equal. The two 
different lengths of diagonals from center to center of end rivets may be 
calculated in the usual manner after the proper horizontal distance 
between the end rivets of each diagonal has been found. The rivet spac- 
ing in the top chord from left to right should be made the same as the 
spacing in the bottom chord from right to left, in order to make the 
plates and angles interchangeable. 

1. Eye bars, rods, and miscellaneous material are usually shown on 
special printed forms or else drawn on combination sheets, as explained 
on page 174 : 2. 



CHAPTER XXV 
ERECTION PLANS AND DIAGRAMS 

Synopsis: Outline or skeleton drawings are made to represent a portion or the whole 
of a structure to show the relation of the different members, and how these members 
are to be assembled at the site. The identification mark of each member is indicated 
upon the diagram for the use of the draftsman, the erectors, and others. The dia- 
grams may be used also as progress record sheets. 



1. The plans and diagrams of a proposed structure serve as keys to the 
structure. General dimensions, identification marks, and other informa- 
tion regarding the structure as a whole are thus presented to the drafts- 
men, the shopmen, the inspectors, the erectors, and the contractors for 
allied work. The diagrams are usually prepared as soon as possible after 
the design sheets are received in the drafting room. In some classes of 
work they cannot be competed until later, but the main outline is pre- 
pared and the missing dimensions and identification marks are added as 
the detailed drawings are made. Each member is usually represented 
by a single heavy line. These lines are not drawn far enough to intersect, 
but spaces are left to indicate the extent of each member. Often typical 
connections are shown on the diagrams. This insures greater uni- 
formity when the drawings are made by several draftsmen and enables 
the engineers who approve the drawings to approve the types of con- 
nections before they have been incorporated extensively on the detailed 
drawings. 

2. The draftsmen who make the working drawings obtain their in- 
formation largely from the diagrams which are prepared in the drawing 
room, although they must supplement this information by data from the 
design sheets and from other available sources. As each working draw- 
ing is completed the draftsman should make sure that the identification 
marks are properly placed upon the diagrams. If the marks have been 
put on by another person he should verify them. These marks should 



also be checked by the person who checks the corresponding working 
drawing. 

3. The erector uses the diagrams as a guide in assembling the different 
members in the field. For this purpose not only should every identifica- 
tion mark be shown, but sufficient notes and sketches should be added to 
insure the proper erection. 

4. Diagrams must be prepared to give necessary information to other 
contractors who construct parts of the same structures or connecting 
structures. Thus a foundation plan must be drawn for the contractor 
who builds the foundations. A data sheet or crane clearance diagram 
must be prepared for the contractor who builds the traveling cranes for 
a building. This is usually based upon similar diagrams or upon charts 
furnished by crane manufacturers, but a new diagram is made for each 
structure and submitted to the crane manufacturer for approval to make 
sure that ample clearance is provided for the crane. Similarly, special 
data sheets may be required in order that proper provision may be made 
for machinery or shafting. Such data sheets may be made either by the 
structural draftsman or by the draftsman of the company which furnishes 
the machinery. 

5. The diagrams of simple structures may be combined on a single 
sheet, but as the number of members shipped separately increases, the 
diagrams become more complex and many sheets may be required. A 
list of all the drawings on a contract is usually placed upon one of these 
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sheets. Typical plans and diagrams for different classes of work are 
illustrated below. A careful study of these diagrams should be made. 
They may sen-e as a guide when similar diagrams are being drawn for 
the first time. 

1. Plate-girder bridges of single span may usually be completely 
represented by one diagram. Such a diagram for a through bridge is 
shown in Fig. 153. The plan of anchor bolts is shown at the bottom, a 
partial elevation with important dimensions is shown near the middle of 
the sheet, while the plan of the bridge at the top of the sheet shows the 
relative position of the girders, the floor system, and the lateral bracing. 
In this simple structure all the marks appear upon the plan which would 
therefore be sufficient for the erection of all the steel work. The more 
detailed elevation is added, however, in order to show the relative ele- 
vations clearlj' so that the foundations may be placed at the proper 
distance below the base of rail. 

2. The erection diagram for the steelwork of a truss bridge is shown in 
Fig. 154. In bridge work the far truss is shown in the elevation, the 
members in the left haJf beiag detailed in the working drawings. These 
members are consequently marked "right " when "rights " and "lefts " 
are required (page 81 : 2). A combined cross-section and end view is drawn 
in sufficient detail to show the main dimensions and the relative eleva- 
tions of the abutments, the floor beams, the stringers, and the rails. In 
the plan of the floor system, portions of the single-angle diagonals between 
the stringers are shown in a tj-pical panel to indicate which way the angles 
are to be erected. 

3. A simple anchor-bolt plan for a mill building is shown in Fig. 155. 
From this plan the contractor for the foimdations can determine the 
number and the location of the piers which support the columns, the sizes 
of the corresponding column base plates and the column loads, the sizes 
and the spacing of the anchor bolts and the distances they are to be 
imbedded in the masonry. Dimensions to the extreme exterior of the 
building (in this case corrugated steel) are also given. The list of anchor 
bolts and washers which the contractor must set is summarized. This 
furnace building is left open all around for about 10 feet from the ground 
(see Fig. 156) and hence no doors are required. SmaU piers for door 
posts would be indicated upon the plan and the door posts shown in detail 



much as the columns are shown. Usuallj^ the small swedge bolts for 
door posts are placed after the steelwork is in position. A note to this 
effect should appear near the enlarged detail of the bolts. A note ex- 
plaining who furnishes and sets the anchor bolts should be given unless 
uniform practice makes such a note unnecessary. 

4. A ts-pical erection diagram for a mill building is shown in Fig. 156; 
several typical detailed drawings for this same building have already been 
shown. For larger or more complicated buildings more than one sheet 
would be required, the plan of the roof and the elevations being placed 
on one sheet and the other plans on another sheet. This is particularly 
necessary when elevations of both sides and perhaps both ends are re- 
quired. Note that portions of the girts are shown near a comer of the 
building to indicate whether the vertical legs are turned up or down; 
they are usually turned down except over windows, doors, or other open- 
ings. The column marks are repeated in the different views for the con- 
venience of the draftsmen and others who wish to find the drawing of 
the column which shows what provision has been made for the connection 
of any specffic member. 

5. A crane clearance diagram for the same mill building is shown in 
Fig. 157. This shows the crane manufacturers just how much space is 
available for the crane and its appurtenances (see above). 

6. Special erection diagrams are usually drawn for corrugated steel. 
These diagrams show the position of the sheets of different lengths and 
show how some of them are beveled in the field for the gable ends. 
Typical details are drawn to show the arrangement of the corrugated 
steel and the flashing at comers, windows, doors, cornices, ventilators, 
etc. These diagrams are usually drawn by experienced men, and it does 
not seem advisable to devote sufficient space in this book to treat the 
subject as fully as it should be treated, if at all.* 

7. A portion of a typical floor plan of an office building is shown in 
Fig. 158. An experienced draftsman can usually msike the plans of 
office buildings quite complete. He can determine the lengths of all 
main material and he can anticipate the details with sufficient accuracy 
to assign identification marks to all beams and girders, making sure 

* For typical plans and details see either Ketchum's "Mill Buildings," or Ketchmn'a 
"Structural Engineers' Handbook," McGraw-Hill Book Ck)., Inc., Xew York. 
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that beams which are alike are marked alike, and conversely that no 
beams are marked alike unless they are interchangeable. The columns 
are numbered consecutively, no two bearing the same number (see 
page 81 : 5). Typical connections may be shown on the diagrams. 
The advantages of having the plans carefully and completely made at 
the outset are many. First, the material order bills may be made with 
more assurance than if ordered from the design sheets without identi- 
fication numbers. Secondly, the plans may be sent for approval at 
once and the main dimensions, typical connections, and special wall 
details may thus be approved before they have been incorporated in so 
many detailed drawings that any change would necessitate excessive 
alterations. Thirdly, if any necessary information is lacking the fact 
is usually discovered in time to obtain the complete data before it is 
needed. Fourthly, the making of the working drawings for the beams 
becomes routine work which can be done by comparatively inexperi- 
enced draftsmen with very little supervision. 

1. Method of Procedure. — An ofhce-building plan is drawn in about 
the following order. First the column centers are located and then the 
column sections are shown conventionally. Although considerable 
work is involved in showing each column it seems worth while to indi- 
cate clearly the type of each column and the way it is turned. Next 
the beams may be drawn and the corresponding dimensions recorded. 
All openings for stairs, elevators, stacks, etc., are indicated convention- 
ally by light diagonal lines so that no floor will be constructed in these 
spaces. Tie rods are indicated wherever they are required to resist the 
thrust of the floor arches as indicated upon the design sheets (see page 
20 : 3). Each beam section may now be billed on the diagram. Much 
repetition may be avoided through the use of the abbreviation "do " 
for "ditto "; ditto marks (") should never be used because they are 
not sufficiently distinctive. Care must be taken not to insert any other 
beam section between one beam section and a corresponding "do." 
The diagram should show clearly the way the flanges of channels turn. 
This may be done by means of small sectional views, or by indicating a 
portion of the channel flange. A more convenient method is to turn the 
channel mark (LJ) to indicate which way the flanges face, as illustrated 
near the lower left-hand corner of Fig. 158 where the channels numbered 
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59 and 61 are billed. The relative elevations of ull beams and tie rods 
should be indicated. A general sketch may be drawn for most beams, 
while the elevations of the tops of exceptional beams above or below the 
finished floor line may be indicated by dimensions in parentheses. The 
type of connections for beams to beams and beams to columns should 
be determined and preferably shown on the plan. Since the lengths of 
the beams which connect to the columns depend upon the sizes of the 
columns it is convenient to place near each column small figures to indicate 
the distances from the center of the column to the outer faces. Thus for 
the channel columns shown, one figure gives the distance from the center 
to the outer face of the channel (constant for a given depth of channel), 
and also the distance from the center to the outer face of the cover plates 
(varies with the thickness of the plate and also with the depth of chan- 
nel). After these figures are completed and the type of connection 
determined, the length to be ordered may be placed on each beam. 
The experienced draftsman can now quite easily assign to the beams 
the numbers of the identification marks. The floor number or letter of 
the complete identification mark (see page 81 : 5), is given once for all 
in the title and need not be repeated on each beam. The lengths of 
tie rods should be indicated on the plan. Some companies assign a 
letter with consecutive numbers to the rods, as X 1, X 2, etc. A 
better method is illustrated in the plan shown, where the identification 
mark in the circle is the length of the rod in inches. See page 82 : 3. 
It is unnecessary to mark every rod on the plan when a single mark be- 
tween continuous lines of beams will suffice. 

1. Plans for different floors may be combined when quite similar. 
The column dimensions and beam lengths may differ but these differ- 
ences may be indicated without drawing separate plans. Ordinarily, 
separate plans are drawn for the first and second floors and the roof, 
the intermediate floors being combined in a single plan. 

2. A column schedule is often prepared for use in the drafting room, 
although it is not indispensable to the erector. One form of column 
schedule is shown in Fig. 160. One space is laid off horizontally for 
each column, and the story heights are plotted and dimensioned verti- 
cally. Heavy lines are drawn to indicate the milled ends of the column 
sections at the spHces and at the extreme bottoms. The line at the 



bottom is shown broken, when the column bases are not all at the same 
elevation. The component material for each section is given, and also 
any fillers required at the splices. The cap plates are indicated clearly 
by shaded spaces so that the proper main material will be ordered short 
to allow for the thickness of the cap plates. The reinforcing plates 
may be given just below the cap plates. The loads or the column 
areas are sometimes given, but this is usually unnecessary. If one whole 
column from basement to roof is like another in section and in length, it 
may be referred to the other in order to avoid needless duplication. A 
typical column splice is often shown on this sheet so that it may be 
approved before the detailed drawings are far advanced. The column 
schedule may be made to serve as an index to the drawings upon which 
the different columns are detailed; the drawing number may be placed 
at the top of each rectangle as shown. 

3. A tabular record of drawings is usually made for each contract. 
This provides for the initials of the draftsman and the checker for each 
drawing with dates showing when the drawing is completed and checked. 
Dates are recorded to show when prints are sent for approval and when 
approved, and when prints are issued to the different shops, to the 
inspector, to the erector, and to others interested. These tabular records 
are arranged to give the necessary information regarding sheets, but they 
do not give complete information regarding the members. In office- 
building work especially there are so many similar drawings, such as 
columns and beams, that it is difficult to make sure that the drawings 
are prepared in a logical order unless supplementary records are kept. 
On account of limited storage facilities near the site of an ordinary 
office building all material must be shipped as required. The squad 
foreman should guard against having the roof beams and columns 
detailed while some on the first tier remain untouched. Blueprints of 
the plans and the column schedule may be used to excellent advantage 
as progress record sheets, as explained in the following paragraphs. 

4. Progress Record for Beam Drawings. — A blueprint of one of the 
floor plans is assigned to a draftsman who is to prepare the working 
drawings of the beams. As the drawing for each beam is completed, 
the draftsman should mark the plan with a distinctive color, say yellow. 
An ordinary check mark is not sufficient to clearly show his progress. 



160 



PART II — STRUCTUEAL DRAFTING 



Top oflO"ls 




1 


2 


3 


4 


5 


26 


27 


28 


29 


30 \ 


31 


32 


35 


54 


35 


55 


57 


58 


59 


60 


CJS^^ 




: I 


Roof 


*;/? 


^10 


in 


10 


^10 


t-.II'dS 


// 


II 


II 


%if~^ 


II 


II 


// 


// 


// 


// 


// 


II 


II 


II 


Roof 


-te- 
en 






■'/?" r/er 


2-^, 


5 -a 






2^ 


:,& 








"3 ^ 
























u 








'2» 


S| 






-J -S 

7^ 


c!l IN 


^4 1 


illers 




<M CM 


^. Fillers 

y^ i-l2 X 


i 






















= * 




oj 


CM 






=(. 


,^ 


12 


"i 




^ 


i-l2K 
















e-.i-. Poor 


1 


1 


~'V1 


er/j /7oor 


7 


7 


7 


7 


7 


'nt- 




fi 


s 


H 


F! 


^T- 




» 


,9 


"5 


S 


-f= 


-f- 


—t- 




A 


■•/"•' Tier 












2PIS. 








2 Pis. 






















•T ■ Ter 


















■o 


if'Ti; 








""li 




























































































































5 


"^ 






■* 








£ 
* 3 


* 








*-.r 
























\\ 








s ^ 


«3 






5 


e-j K 








CNJ K 
























CM 






Sth Floor 


-3^ 


■a 






"0 


CO] ^ 








-dS 






















5t^ Floor 






"E" Tier 


1 "~^ 


■9»i: 






'S-^E 


1 Q. 








c^ 5 






















■■£■■ Tier 




7 








'S 






'"5 


Csi 








^^CM 


























r^. 








a> 






« 




















































































1 




= t 






<N 






CM 
































4-1- Floor 


1 




f'l 


4th Floor 


4 


4 


4 


4 


4 


5 


5 


5 


5 


5 


5 


5 


5 


5 


5 


5 


5 


5 


5 


s 




^ * 


"0" Tier 










































■■0" Tier 




o 


















*is 


^ 


cto 




Ci 


ct> 


03 


CO 


cts 


CO 


CO 


CO 


CO 


c:^ 




^ 








t-^ 


*-!= 


<N 


CM 


*-!• 


* 1 


■^ 


<>J 


"N 


^-1= 


03 


<N 


«N 


CNl 


<Nl 


CM 


c\l 


CM 


CM 


crj 








































































































^ 






3rd Floor 


"jy 


»J !^ 


1^ 


O 


"jy 


"3i 


O 


O 


<;:> 


•a i 


O 


C:> 


O 


O 


O 


<U> 


t> 


O 


o 


<;j 


3rd Floof 




"C" Tier 


~o « 


-O <n 


05 


Co 


-O CO 


=i\j «; 


Ol 


CO 


<o 


=C^ <o 


CO 


to 


to 


Co 


Co 


Co 


CO 


CO 


Co 


Co 


"C" Tier 








~r fi: 


T 5: 


<0 


(a 


To- 


7 S: 


(Q 


^ 


(0 


~r Qi 


CO 


cci 


(Q 


CO 


CO 


<o 


CO 


to 


CO 


CO 












"•tT 


^Cv. 


<S 


« 


^^ ■■ 


^ c^, 




<n 




■^ CM 


CQ 






CD 




m 


CO 


CO 


CO 








■i 










t= 


K 






P 


p 


P 




P 


p 


^ 


K 


P 


P 


p 


P 


P 


•P 














to 


to 






<0 




CO 






CO 


CO 




CO 


CD 














i 














, 


-FiUer 


Co 

I 




CO 


•Flier 


J 


<^ 


CO 




CO 










CO 








= * 














'^4 








i-< 'i 






















2nd Floor 


, 




-''1 


2a d Floor 


/ 


/ 


/ 


/ 


; 


2 


2 


2 


2 


2 


2 


2 


2 


2 


2 


2 


2 


2 


2 


2 




, 1 


"B" Ver 






















, 




i 1 


\ 


/ 


\ 














"6" Tier 




s 






*M: 


".-h 






*'i. 


^-1, 








?,* 






1/ 


\ 


( 






S 
5 












J.- 




~y 


'?r Poor 


;^ 


■a J.- 






3S! 


"3 , 

•a 1- 










/ 




1 




^ 


A 












1st Floor 


"q 




i 






'■/!" Tier 


? -a 


Q <i 






Q> ^ 


s-.^- 








Aj m 


/ 




FT 


V 




V 


/ 












"A" Tier 






'A, 


























































Cjrb 






<^ « 






<N 
















/ \ 


i 


I 




















5i 

V, 


Lis 


Basement 










'S> 














A\ 


/ \ 


ic 


















Basement 


..\ 




Floor 










-r 


<^ 












'l 


01 
















Floor 
















1 


vi 












































































Top of 
CI. Bates 




1 


2 


3 


4 


i'ff 


27 


28 


29 


30 


31 


3^ 


53 






5ff 


57 


58 


59 


60 




5 


3 


4 


3 


5 



lndfcates^"Cap Piste 



rm 



I ii I 

Ml Li 

| oi | o otor — ^""6™- 

"•I Wl Plate- 
ol 



n 



i"ii 



1 

■I 



Il I 

JLi 



Plate 



^Finished 
Floor I 

Reinforcing^ 
Plates 



;o"i3 




Typical Column Splice 



PARTIAL COLUMN SCHEDULE 
TYPICAL OFFICE BUILDING 



Fig. 160. Partial Column Schedule for an Office Building. 
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He should draw the crayon the full length of the beam so as to completely 
obscure the white line on the blueprint. In this way the whole tone of 
the print is changed from white to yellow, and the squad foreman or the 
chief draftsman can tell at a glance without interrupting the draftsman 
what proportion of the beams are detailed. Furthermore, when the 
draftsman has completed the drawings he can scan the print and easily 
detect any beam which he may have overlooked because a lone heavy 
white line will stand out conspicuously among the yellow lines and the 
fine white dimension hues. It is desirable to have all beams on one 
plan detailed by one man in order to insure uniformity of details and 
to avoid duplication. If the available time will not permit this, the 
work may be assigned to more than one draftsman, but the division 
should be made definite so that no beam in one portion is like any beam 
in the other portion. This may often be accomplished by assigning the 
wall beams to one man and the intermediate beams to the other. If a 
plan represents one or more floors, the beams for all the floors are usually 
drawn at the same time. Many of the beams may be combined upon 
the same sketch provided different marks are assigned the beams of 
different floors as in C 17, D 17, etc.. Fig. 92. Another blueprint of 
each plan is given to the checker who marks the beams as he checks the 
corresponding drawings. He uses a different color of crayon, say red, 
but he marks the plan in the same manner as the draftsman in order 
to obscure the white lines of the beams. 

1. A print of the column schedule may be used for a progress record 
for the columns. All records for one contract should be made upon the 
same print. This may be posted upon the wall if accessible space is 
available or it may be filed near the squad foreman's desk. It is con- 
venient to have this record near the tabular record of drawings, for the 



two are frequently used together. Almost any amount of information 
can be recorded upon the print of the column schedule to satisfy the 
requirements of the men in charge of different drafting rooms. Sig- 
nificant colors and arrangements may be used for different needs. Yel- 
low and red are most distinctive while green, brown, or black may be 
used when additional colors are desired. The following suggestions 
may be used as a guide. Each column section is represented by a rec- 
tangle bounded by adjacent vertical lines and heavy horizontal lines 
(see above). Any system of marks should be confined to one of these 
rectangles, the other rectangles being marked similarl3^ The draftsmen 
should use the same color of crayon (yellow) as in beam work. In order 
to indicate that he is working upon a certain column or group of columns 
a draftsman should draw a diagonal line across the rectangle of each 
column of the group so that no one else will duplicate his work (see 
column AB 31, Fig. 160). When he has completed the drawing and it 
is ready to be checked he draws the other diagonal {AB 32). The 
checker adds a red circle or oval to each column as soon as it is completely 
checked {AB 33). A green vertical line may be drawn through the 
center of the rectangle when prints have been sent for approval {A B 34) 
and a horizontal brown or black line may be drawn across the center of 
the rectangle when prints have been issued to the shop {AB 35). Other 
records may be made by means of horizontal lines drawn across the 
rectangle above or below the center, using any of the above colors pro- 
^•ided all horizontal lines with different significance are of different 
colors. By drawing the lines entirely across each rectangle continuous 
lines are formed when all the columns are marked. This simplifies the 
detection of any omissions because a break in a continuous hne is 
conspicuous. 



CHAPTER XXVI 
MATERIAL ORDER BILLS 

Synopsis: Preliminary lists of material are usually prepared in the drafting room for 
each contract before the drawings are made. These order bills are sent to the Order 
Department where the material is ordered from the roUing mills. 



1. Purpose. — The chief function of a structural steel company is 
to build structures from steel which is already rolled into common com- 
mercial shapes. The drawings show how such shapes are cut, punched, 
and combined to make members which are subsequently connected to 
form complete structures. Some companies have their own rolling mills 
but most companies procure their steel shapes elsewhere. In either 
case the material must be ordered from the rolling mills. Usually it 
takes so long to have an order filled that it is impractical to wait until 
the working drawings are made before placing the order; often both 
the drawings and the templets can be made during the interval that 
elapses between the placing of the mill order and the delivery of the 
material. It is therefore imperative that all important material be 
ordered as soon as possible after a contract is made. 

2. The original lists of material are prepared in the drafting room by 
men who are familiar not only with drafting room methods but also with 
the requirements of the Order Department. On these lists the material 
is classified according t» types of members, as for example, columns, 
trusses, beams, etc. In the Order Department new lists are prepared to 
meet the requirements of the rolling mills. On these lists the material 
is summarized and reclassified according to sections and lengths and an 
item member is assigned to each different item. Short plates and angles 
are usually ordered in multiple lengths to be cut to the desired lengths 
after they are received. Most companies carry a certain amount of 
material in stock for immediate use. The stock yard is under the 
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jurisdiction of the Order Department, where the necessary material is 
ordered to keep the yard supplied with the desired amount of stock. 
All additions and subtractions should be so recorded that one can tell 
at any time just what material is in stock. In the Order Department it 
is determined whether an item shall be taken from stock or ordered from 
the mills. 

3. Methods. — When market conditions are such that there is likely 
to be considerable delay in filling an order it is especially urgent that all 
main material be ordered at once. Capable men are assigned to this 
work in order that it may be done as efficiently and expeditiously as 
possible. These men can often foresee the details of construction with 
sufficient accuracy to enable them to order much of the material by 
referring to the design sheets. In more complex work they may have 
to lay out some of the details which determine the lengths of main 
material. The lengths of angles of light trusses may often be deter- 
mined with sufficient accuracy for ordering by scaling a drawing without 
stopping to calculate the lengths. For this purpose a draftsman begins 
a working drawing; he lays down the working fines to scale and draws 
the outUnes of the angles. The angles are usually ordered about If" 
longer than the scaled lengths, to provide for inaccuracies. After the 
lengths are scaled the drawing may be laid aside until later, if desired. 
The beams and columns of office buildings can be ordered more satis- 
factorily after the erection plans and the column schedules have been 
prepared, as explained in the preceding chapter. 



CHAPTER XXVI 



MATERIAL. ORDER BILLS 



163 



1. Miscellaneous material other than structural steel shapes should 
also be ordered as early as possible so that all wUl be available when 
needed. Some of the more common examples of such materials are: 
eye bars, rails and rail fittings, pins, forgings, castings, pipe, corrugated 
steel and other roof and side coverings, lumber, windows and doors, and 
hardware. 

2. The material order bills are divided into two parts. The first part 
is the main list of material and the corresponding description which are 
made in the drafting room in accordance with this chapter. The original 
sheets are written with copying pencils; these originals are sent to the 

V Order Department. A carbon copy is also made for use in the drafting 
room. After the corresponding mill orders are written in the Order 
Department, the second or central part of the original bills under 
"Mill Order" (Fig. 163), is filled in by the Order Department; copies of 
the sheets are then made in a copying press, and the originals are re- 
turned to the drafting room. The central portion shows the item 
numbers and other information required by the men who itemize the 
shop bills (page 169 : 1). Nothing but the item number is given unless 
the number of pieces, the section, or the length differ from those shown 
in the main part of the bill; all the differences are recorded. The sec- 
tion seldom differs except for material to be planed or recut at the shop. 
The length may differ by a small amount recorded in the column headed 
" + ins.," or by a large amount when material is in multiple lengths. 
The number of pieces may differ when pieces are ordered in multiples 
(item 31, Fig. 163), or when similar items are combined (item 1). In 
the latter case, the number of pieces and the length are recorded oppo- 
site the first item, the others being referred to this by the words "see 
above," or "see page "; the item number is repeated. 

3. Each draftsman must make his drawings conform to the material 
ordered, and he roust report any instance where this is not feasible. 
Slight variations are of less consequence when the material is taken 
from stock or cut from the multiple lengths than when the material 
is cut to the desired lengths at the mill. The draftsman should, 
therefore, consult the original bills after they are returned"; the car- 
bon copies are used only while the originals are held by the Order 
Department. 
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Fig. 163. Material Order Bill. 

4. The arrangement and the description of the pieces billed should be 
such that the material for any members may be easily found and identi- 
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fied. The material for similar members should be listed together under 
a separate heading, as the columns or the beams of Fig. 163. A more 
detailed description should be given opposite each item of the bill when- 
ever this will simplify identification. In some cases the shipping mark, 
if known, can be used to advantage; in other cases it may be better to 
note the position of the pieces as "Flange," "Stiffeners," "Base," 
"Crane Seat," etc. In each group the material for the main section 
should be listed first, followed by the less important pieces. These 
should be listed in a systematic order to facilitate locating them later. 
As a rule the detailed material for the end connections should be listed 
before that for the intermediate connections; if the position of a member 
on the drawing can be anticipated, the material at the bottom end or 
the left hand end should be billed first. 

1. Shipments. — When contracts are divided into different sections 
and members are to be shipped accordingly, the order bills should be 
marked "First Shipment," or similarly, and all material should be 
grouped under the proper shipment. The last page of bills for each 
shipment should be marked "Complete." Each tier of office-building 
columns and the corresponding beams and girders should be kept separ- 
ate from the others. 

2. The pages of material order bills should be numbered consecutively 
from 1 up. It may be preferable to number the pages for different ship- 
ments in different series, as 101, 102, etc., for first shipment and 201, 202, 
etc., for the second. 

3. On the first page or on a separate sheet should be given information 
regarding the specifications, the grade of steel, the nature of any tests 
which are to be made, the kind of oil or paint to be applied at the mill, 
and the name of the inspector. 

4. All material which is to be shipped direct to the site should be 
clearly noted. Such material as corrugated steel, lumber, etc., need not, 
as a rule, be sent to the structural plant. 

5. All changes in material orders should be sent to the order depart- 
ment on "change slips," or "change orders." These should cover all 
changes or cancellations in the original orders whether due to errors or 
to changes in design. Such changes should be reported at once so that 
if possible they may be made at the mill before the material is cut. 



Change orders should be made out for any material which is left over 
after the itemizing is complete (page 169 : 1) . In this way extra material 
may be released, and made available for other contracts. 

6. Ordered lengths. — The main part of the order bill should show 
the material as it will appear on the drawings. Any increase in length 
which is required on account of milling, recutting, or bending at the shop, 
should be indicated in the column headed " + ins." The lengths which 
are actually ordered from the mill should be in multiples of J inch wherever 
possible. Many of the shorter pieces, particularly plates and angles, are 
ordered in multiple lengths. The steel shapes are cut at the mill as they 
come from the rolls still hot. It is not practicable to measure the lengths ' 
with great precision and a "mill, variation " in length is allowed. Hence 
it is inconsistent to order material in sixteenths or eighths. Some of the 
more important points to be qonsidered in ordering material wiU now be 
taken up for the different shapes. 

7. Beams. — Because of the difficulty and the waste incident to 
cutting, I-beams and channels are usually -ordered so that they can be 
used as they are received from the mills, unless they are to be milled 
(page 31 : 1). The standard mill variation in length for overrun or 
underrun is | inch. Greater allowance is made if feasible so that a beam 
need not be recut in the shop even though it overruns more than | inch 
(see page 88 : 1). Beams which frame between other beams are usually 
ordered about 1| inches less than the distance between the centers of the 
webs of the supporting I-beams or channels. Beams which frame be- 
tween girders or columns are usually ordered about 1 inch less than the 
clear distance between the supports. Runway beams which support the 
wheels directly should be milled to give about |-inch clearance between 
the ends of adjacent beams. I-beams and channels which form parts of ' 
columns or chord members are often milled on the ends after they are 
assembled in order to give uniform bearing. Beams to be milled should 
be ordered long enough to permit recutting. If milled at one end | inch 
is added; if milled at both ends | inch is added. This increase is indi- 
cated in the column headed "f ins.," and the order department takes 
this into account in preparing the mill order. Beams used as purlins 
are usually ordered about 1 inch less than the distance center to center of 
trusses, the length being taken to the nearest § inch. This applies also 
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to angle, tee, or Z-bar purlins. I-beams and channels which are to be 
sawed diagonally at the shop should be ordered about 1 inch long. Short 
I-beams so cut may be ordered in multiple lengths to save waste (compare 
Fig. 44), allowing about ; inch waste for each saw cut. 

1. Angles can be recut at the shop more easily than beams, hence it is 
not so important to use the exact lengths that come from the mill. The 
angles are not likely to underrun the ordered lengths but they may over- 
run as much as J inch. Better results are obtained when the angles are 
sheared to the proper lengths at the shop. The main flange or chord 
angles of girders, columns, trusses, etc., are usually ordered about f inch 
long to make recutting necessary whether or not these angles are to be 
milled. Angles which are to be milled at one end only are ordered f inch 
long. These increases are indicated in the column headed "ins." Stiff- 
ening angles need not be ordered long unless they exceed | inch in thick- 
ness when they must be milled, or unless they are crimped. Two or more 
angles of the same length may be cut from one piece, provided the sum 
does not exceed one car-load length of 30 or 35 feet. All angles less than 
3 feet long are ordered in multiple lengths; angles more than 3 feet long 
are seldom combined unless they are of the same length or so nearly the 
same that the length of the longest may be used for each. When more 
than two pieces are ordered in multiple, the length should be increased 
to allow for waste; j inch should be added for each cut, and usually 
enough more to bring the total to an even inch. Crimped angles 
must be increased in length by the depth of each crimp (page 97:1) and 
also by § inch for each crimp to provide for recutting after crimping. 
Angle purlins are ordered about 1 inch less than the distance center to 
center of trusses, the length being taken to the nearest | inch. Bent 
angles should be ordered about 3 inches long; curved angles should 
be ordered about 6 inches long. 

2. Plates. — In this book no distinction in terminology has been made 
between plates of different sizes and forms. In ordering material from 
the mill, however, more specific terms must be used, according to the 
handbook of the steel company from which the material is ordered. 
"Flats " and "Universal Mill " or "edged " plates are rolled between 
vertical rolls as well as between horizontal rolls; these plates have rolled 
edges as distinguished from "sheared plates " which are rolled between 



horizontal rolls only, and then sheared to the desired widths. Flats 
include all widths up to 6 or 7 inches. Universal Mill (U. M.) plates from 
7 or 8 inches up to 36 or 48 inches, and sheared plates from 24 inches up 
to 126 or 132 inches. Plates may be sheared less than 24 inches if de- 
sired. Up to 48 inches either U. M. or sheared plates will be furnished 
at the option of the manufacturers unless one or the other is specified. 
Flats are rolled in widths which are multiples of § inch with a mill varia- 
tion of g inch. Widths less than 3 inches are rolled in multiples of j inch. 
U. M. plates are regularly rolled only in widths which are multiples of 
1 inch, with a mill variation of I inch. Sheared plates may be ordered 
in widths which are multiples of j inch with a mill variation of j inch; 
preferably these plates should be ordered in multiples of 1 inch. Some 
widths are used more commonly than others, and except on large orders 
it is better to use these common sizes as far as practicable. Each com- 
pany should provide its designers and draftsmen with a list of preferred 
sizes including the sizes carried in stock. The extreme lengths of plates 
vary with the cross sections.* The lengths of U. M. plates are not 
likely to underrun the ordered lengths but they may overrun f inch. 
Sheared plates may underrun j inch or overrun J inch. Flats over 
20 feet long may underrun Ij inches or overrun f inch; shorter flats 
will vary only about one half these values. Plates are usually recut at 
the shop except in special cases; for example, the webs and the cover 
plates of girders are often used as delivered. Such webs should be 
ordered from 5 to f inch less than the extreme lengths back to back 
of end angles, or if spliced, 5 to f inch less than the distances between 
the centers of splices. No individual portion of a web should weigh 
more than 3000 pounds. Full-length cover plates are usually ordered 
about J inch long for recutting ; others need not be recut provided 
the rivets are spaced to allow for variation (page 106 : 2) . Cover plates 
are usually specified U. M., particularly if exposed to the elements, 
for the rolled edges do not corrode so quickly. Some of the heavier 
gusset plates are ordered as "sketch plates," i.e., they are cut to irregular 
shapes at the mill according to dimensioned sketches. There is an extra 
charge for this work which will usually offset any saving in material 

* See the handbooks of the different steel manufacturers, or Ketchum's "Structural 
Engineers' Handbook," McGraw-Hill Book Company, Inc., New York. 
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unless the plates are over 3 feet long and f inch thick*. Sketch plates 
should only be ordered upon the approval of an experienced man. Gus- 
set plates may often be cut from multiple lengths with little or no waste, 
provided the diagonal cuts extend entirely across the plate, as in Fig. 
44. Advantage should be taken of this fact in ordering the material. 
Multiple lengths should not be ordered too closely; it is better to allow 
} inch extra for each cut and to increase the total length to an even inch. 
Plates which are to be planed should have due allowance made for waste. 
The widths should be increased J inch for each edge planed ; the thick- 
nesses should be increased iV inch for each side planed; for plates over 
3 feet square the latter should be increased according to plant standards. 
1. Lattice bars, short tie or sag rods, gas pipe and some other mis- 



cellaneous pieces are usually ordered according to the approximate total 
number of linear feet (Fig. 163); these lengths can be converted to mul- 
tiple lengths by the Order Department. 

2. Rails for crane runways, etc., should be ordered according to 
standard lengths. Odd lengths may be ordered for one end of a runway 
to provide the proper total length. Rails which weigh over 60 pounds, 
per yard are usually furnished in 33 foot lengths; Ughter sections come in 
30 foot lengths. Specify "standard punching in ends " if "such spacing 
(page 317) is required; this punching is done at the mill. All special 
punching must be done at the shop. If there is no special punching or 
cutting the rails can usually be shipped directly from the mill to the site; 
if this is desired it should be so noted on the order bills. 



CHAPTER XXVII 
SHOP BILLS AND SHIPPING BILLS 

Synopsis: Lists of the component parts of all members of a structure are summar- 
ized on shop bills for use in gathering the proper material together. The completed 
members are listed on shipping bills for the use of the shipper. 



1. A shop bill is a detailed list of all the material of which one or more 
members are composed. Shop bills are made for all material (except 
shop rivets), which is fabricated in the shop in accordance with the draw- 
ings. They do not include lumber, corrugated steel, hardware, or other 
materials which are shipped without shop work directly from the manu- 
facturers to the site. Shop bills are used primarily by men in the receiv- 
ing yard or stock yard; these men select the material for each member 
and deliver it to the structural shop as needed. Much of this material is 
used as it comes from the rolling mill but some must be recut to shorter 
lengths according to information given on the shop bills. Incidentally, 
shop bills are used as check lists in different shops; thus for example, in 
the templet shop each item is checked off on the shop bill as soon as the 
corresponding templet is completed. 

2. Form. — Shop bills may be made on separate sheets, or they may 
be combined with shipping bills (page 171 : 1), or with drawings and 
shipping bills (page 174 : 1) . When made on separate sheets no shop bill 
should contain the material for more than one sheet of drawings. This 
is to simphfy the distribution of the proper shop bills with each drawing; 
in fact, they are sometimes attached to the drawing. These shop bills 
should be numbered to correspond to the drawing number; thus the shop 
bill for drawing number 3 is marked S 3, and for drawing number 6 it is 
marked S 6. If more than one page of shop bills are required for a single 
sheet of drawings, they should be numbered a, b, c, etc., thus: — S 4a, 
S 46, S 4c, are all for the drawings on sheet number 4. Combination 



bills are numbered consecutively, as explained on page 54:5. Shop bills 
should be made with freehand letters, usually directly in ink without 
preliminary penciling. According to common drafting-room parlance, 
they are said to be "written " but this should not be interpreted to imply 
the use of script. Above all, the figures should be carefully made. 

3. A shop bill is divided into three parts. The first part is the sum- 
mary of material taken from the drawing; this part is confined to the 
left half of the shop-bill form, including the "Remarks" (Fig. 168). 
This part of the shop bill is usually written by boys or young men who 
are beginning their careers in the drafting room. For efficiency these 
billers often work in a separate squad in charge of a Chief Biller. A bill 
may be checked by another member of the squad, but more satisfactory 
results are usually obtained if each shop bill is checked by the draftsman 
who made the corresponding drawing; this is especially desirable if the 
drawing is complex. The signatures at the bottom of the shop bill are 
for the men who make and check this first part. The second part of a 
shop bill is the itemizing, as explained on page 169 : 1. These two parts 
must be completed before the bills are printed for the shop. The third 
part is the calculation of the weights of members, as explained on page 
170 : 1. The weights are not usually computed unless the contract is 
let on a pound price basis. 

4. Arrangement. — In the first part of a shop bill should be listed all 
the material required in making all the members which are detailed to- 
gether, whether or not the members bear the same mark. Thus, in Fig. 
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Fig. 168. Typical Shop Bills. 
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168 is included all the material required in making the two chord members 
of Fig. 124. When only part of a member is shown on the drawing all 
notes which affect the bill of material must be carefully considered. 
Thus for a member marked "Symmetrical about the center line " much of 
the material billed on the drawing should be doubled. When more than 
one drawing is made on a sheet the members should be grouped on the 
shop bill in the same way they are grouped on the drawing, as illustrated 
in Fig. 168, which shows the shop bill for the girts and struts of Fig. 147. 
One or more blank lines should be left to separate the groups and to 
provide a space for the total weight where necessary (page 170 : 1). The 
number, the name, and the mark of each different member should be 
printed prominently at the head of each group without regard to the 
vertical lines. Usually only one mark is put on a line, a,s F 7 and F 8, or 
S 4, iS 5 and »S 6 (Fig. 168), although two may sometimes be combined 
as F 9^ and F 9^, if it is desired to save space. Members which are com- 
posed of single pieces may be billed on a single line, as F 10 or Af 5 
(compare page 173 : 1). Fine vertical lines are printed under "sections " 
as an aid to uniformity in billing. With these lines it is unnecessary to 
use crosses. All four columns are used for angles but the second one need 
not be used for plates. For beams the sign (#) may be placed in the last 
column. The material should be listed systematically, beginning with 
the main material. The details should be grouped as on the drawing, 
beginning at the bottom or left hand end of a member and proceeding 
toward the other end. The washers and bolts for any member should be 
the last items to be billed. Each item which is not common to all the 
members of a group should be so noted, as in Fig. 168. Similarly, notes 
should appear opposite each item which is "Milled " or "Finished " 
(abbreviated "Fin "), "Bolted complete," or "Bolted for Shipment." 
Assembling marks should be recorded in a special column headed "Piece 
Mark." Permanent bolts are usually' Usted on the drawing, hence they 
are billed as a matter of course. Temporary bolts used to hold loose 
pieces in position during shipment are usually of odd lengths picked up 
in the shop; these are not always listed on the shop bill, but they should 
be so listed for a "pound price " contract. It is usually sufficient to bill 
all temporary bolts as 3 inches long; in this way an average weight is 
provided for without undue investigation of details which would be 



inconsistent with the usual shop practice. The column headed " + ins." 
is used only when the material is ordered directly from the shop bills 
instead of from preliminary order bills, as for example, when shop bills are 
written for drawings made by a consulting engineer. In this case the 
complete shop bills can be prepared as quickly as preliminary bills; the 
latter may be dispensed with and much duphcation may be thus avoided. 
The use of this column on the shop bill is then the same as on the material 
order bill (page 164 : 6) . 

1. Itemizing. — The second part of the shop bill shows the ordered 
material from which the yard men should select the steel for the different 
component parts of a member. All material which is ordered specially 
for a contract has the contract number and an item number painted on 
the steel. This item number appears on the prehminary material order 
bill (page 163 : 2) and it is transferred to the shop bill to indicate the 
proper assignment of material. The term "Itemizing" is applied to 
the preparation of this part of the shop bill. The best results are ob- 
tained if one man itemizes all of the shop bills of a single contract, or 
at least of a definite portion of it; this man should be conversant with 
the practice of the Order Department. Opposite each component part 
of a member should be placed the item number of the material from 
which it is taken, and suitable notation should be made on the material 
order bill so that the same pieces will not be used again. The other 
columns under "Mill Order " are not necessarily used in all cases. In 
general the number of pieces need not be given unless the material is 
to be ordered from the shop bill instead of from a material order bill, 
in which case the order department takes care of the whole Mill Order 
and no itemizing is done in the drafting room. The section need be 
entered onlj' when it differs from that listed in the main part of the bill. 
For example, an angle which is to be cut from another size should be so 
noted on the drawing, as l£,5ix3xfx l'-2 (cut from 6 X 3), 
illustrated in the bracket on D 13, Fig. 140; in the main part of the 
shop bill it should be billed 5J X 3 X f and the original biller should 
record 6 X 3 X | in the corresponding place under the Mill Order. 
The itemizer then provides for the 6 X 3 X | angle. Similarly, plates 
may be cut from other sizes. Sometimes small plates are changed so 
that the length becomes the width, as for example, a plate billed 6 X 
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5 X I'-O may be itemized as a 12 X i X 6 plate. Plates which are 
ordered as sketch plates (page 165 : 2), should be noted as in Fig. 168. 
The length need be given only when it differs from the length billed in 
the main part of the bill. This may differ by only a fraction of an 
inch, as in material to be milled (page 165 : 1), or by a large amount 
when ordered in multiple lengths (page 165 : 2). On account of differ- 
ent grouping on the shop bill and the order bill the number of pieces 
will often differ. Sometimes more than one item number will have to 
be placed opposite a single entry on the shop bill, the number taken 
from each being recorded under "No. of Pieces." More frequently the 
number of pieces listed on the shop bill will be less than the number on 
the order bill; care should be taken to make the proper record on the 
order bill so that the same pieces will not be reassigned. Beam sepa- 
rators or other materials which are assembled in the shop with the beams 
or other members, should be billed with them in accordance with the 
drawings. When these materials are made from combination bills they 
should be itemized on the latter; to save duplication they should not be 
itemized on the shop bill but reference should be made to the combina- 
tion bill, as in Fig. 172. All material that is not provided for on the 
order bill should be itemized by the order department. Presumably 
this material will be taken from the plant stock, because care should be 
taken to write advance orders for all material which cannot be found in 
stock. Material taken from stock has no item number, but it is indi- 
cated by the capital letter S instead. No length need be recorded for 
stock items, but the section should be indicated if it differs from the 
billed section. 

1. When a contract is based upon a certain price per pound, the 
payments are determined by the calculated weight. The scaled weights 
are used as an approximate check. For each contract the method of 
computation should be agreed upon, but undue refinements should be 
avoided. Usually the weights are determined from the material sum- 
marized on the main part of the shop bills; to these are added the 
weights of the heads of the shop rivets. Thus no deduction is made for 
comers cut off (except for plates ordered by sketch), nor for holes for 
field rivets or pins; the holes for shop rivets are filled by the rivet shanks 
so that the weight is not affected. The weights are expressed to the 



nearest pound; when members are composed of a large number of com- 
ponent parts it may be necessary to carry the partial weights to one 
decimal. The weights are recorded in ink on the shipping bills, each 
weight being for a single member. The shipper weighs each car load 
and compares the weight with the sum of the calculated weights of the 
corresponding members; since the number of members shipped on one 
car seldom equals the total number of members which are ahke, the 
weight of a single member is more useful than the total weight would 
be. The shop bills are used for convenience in determining the weights 
of members; these weights are ultimately transferred to the shipping 
bills. The weights on the shop bills are used simply as a means toward 
this end, and for this reason it is unnecessary to ink them; in fact all 
necessary prints of the shop bills may be made before the weights are 
added. Usually the weights are computed and checked by young men 
who specialize in that work, although the draftsmen are sometimes 
asked to help. Most companies have exhaustive tables to facilitate 
this work. In computing the weight of one member, the weight of the 
corresponding number of component parts should be found. Thus for 
each girt, F 7 ot F 8 (Fig. 168), there are two plates and two bolts; the 
weights should be entered accordingly. Usually the first step in com- 
puting weights is to determine from the tables the weights per foot for 
different sections. These weights may be recorded in the column pro- 
vided for that purpose; the weights of I-beams and channels are given 
in the main part of the shop bill so they need not be repeated. The 
weight of each item is the product of three factors, viz: the weight per 
foot, the length in feet, and the number of pieces per member. The 
order in which these factors are multiplied depends upon the method 
used and upon the factors themselves; it may be more convenient to 
multiply the length by one of the other factors before the inches and 
fractions are converted to decimals of a foot. The weights should be 
placed in the spaces provided for them; fine vertical lines are printed 
on the forms to simplify the alignment of figures for totaling. When 
all members of a group weigh the same, a line can be drawn under the 
weight of the last component part and a single total can be recorded in 
the blank space between groups, as for F 9. When the weights of the 
members of a group differ, each must have its own total; to save space 
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each total may be recorded opposite the mark of the proper member, 
as for F 7 and i*' 8 or for S 4, S 5 and S 6. Care must be taken to in- 
clude in these totals only the weights of the component parts which 
form the corresponding members. The weights of the rivet heads should 
not be overlooked. Since they do not appear on the shop bill they must 
be counted from the drawings and their weights must be entered upon 
the shop bill, as in Fig. 168. In counting shop rivets special attention 
should be given to symmetrical notes, and to group spacing; each 
rivet has two heads. The weights of 'rivets and bolts are given on 
page 304. The weight of a bolt or a rivet may be obtained by the 
proper combination of the weights of the head, the nut, and the shank 
of proper length. The weights of standard connection angles for beams 
include the weights of the shop rivet heads. 

1. A shipping bill is a summary of members in the form in which they 
are to be shipped. It is made primarily as a check list for the shipper. 
All members which bear the same shipping mark should be billed on the 
same line, but different marks should be listed separately. In each 
case the number, the name, the mark, and the shipping dimensions 
should be given; the weight is given only when required (page 170 : 1). 
The sheet number of the drawing is also recorded. A portion of the 
bill is printed black so that white spaces will be left on the blue prints 
for the convenience of the shipper in making records of shipments. 
The shipping dimensions are usually given to the nearest inch (or half- 
inch). The extreme "box dimensions " are given, i.e., the three dimen- 
sions of a box which would contain the member. The length is given in 
feet and inches but the other two dimensions at right angles to the 
length and to each other are expressed in inches, the larger of the two 
being given first. In case these dimensions do not fairly represent a 
large member, a. freehand sketch with auxiliary dimensions may be 
drawn in the column headed "Remarks," as shown in Fig. 171. Mem- 
bers should be listed preferably in about the order in which they will 
be erected. When part of a structure is to be completed before the 
rest is begun, the material should be billed and shipped accordingly; 
the shipping bills should be marked with the shipment, as for example, 
"First Shipment." The last page for any shipment should be marked 
"Complete." Shipping bills are numbered consecutively, usually with 
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Fig. 171. Typical Shipping Bill. 

a distinctive letter as R 1, R2, etc. Bills for different shipments may 
be numbered in different series as ii 101, R 102, etc., for 1st shipment 
and R 201, R 202, etc., for 2nd shipment. 
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Fig. 172. Typical Shop and Shipping Bills. 
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1. Shop and Shipping Bills are often combined on the same form, as 
in Fig. 172. This is done when the shop bill for each member of a 
drawing occupies only a few lines, i.e., when each member is composed 
of but few different parts. These simple shop bills may be arranged 
to give the necessary information to the shipper so that special shipping 
bills need not be prepared. It would not be feasible to use combined 
forms for complex members because the shipping data would be obscured 
by the details, and the shipper would be burdened with an unneces- 
sarily large number of pages. Usually the combined shop and shipping 
bills are used for beam work and other simple work drawn on small 
sheets or printed forms (except those mentioned in the following para- 
graph); they are sometimes used for simple members drawn on large 
sheets. For example, the girts and struts of Fig. 147 might be billed 
on such a form instead of as in Fig. 168. In the combined form the 
number, the name, and the mark are listed in columns as in shipping 



bills, except that they are grouped as on the drawing. The remainder 
of the bill, except the shipper's record, is similar to the shop bill form. 
The bill of material may be started on the same line as the mark, unless 
members which bear different marks are grouped together; in this 
case, it is better to begin on the line below the last mark to avoid the 
confusion that might arise if part of the material were billed opposite one 
of the marks. Blank lines should be left between groups. In some work 
such as structures intended for export, the extreme shipping dimensions 
are given opposite each mark, just above the detailed list of material. 
The billed length of a beam is the length which appears on the drawing 
along with the depth and the weight — usually the ordered length. 

2. Shop and shipping bills are sometimes combined with the drawing, 
as illustrated in Fig. 175 (a) and (6). The bill portion of these combina- 
tion sheets is much the same as for shop and shipping bills explained 
in the preceding paragraph. 



CHAPTER XXVIII 
MISCELLANEOUS DRAWINGS AND LISTS 

Synopsis : Some of the more simple drawings may be combined with the correspond- 
ing shop and shipping bills on the same sheet; the use of these combination sheets is 
illustrated. The method of listing field rivets and bolts is explained also. 

1. Much of the miscellaneous material used in steel construction is drawing of one of these pieces is printed on each form with blank dimen- 



of such a nature that comparatively little information need be given on 
the drawings. This may be because there is little or no shop work to 
be done, or because most of the shop work is to be carried out according 
to fixed standards which need not be dupUcated on the drawings. Such 
material is usually drawn on a combination sheet of the general form 
shown in Fig. 175 (a) or (6). The use of such forms* reduces the 
number of sheets and saves duplication, because a working drawing, a 
shop bill, and a shipping bill are all contained on the same sheet. These 
sheets are used for rods, anchor bolts and washers, bearing plates and 
anchors, rollers, crane stops, castings, forgings, etc. Standard castings 
such as beveled or "O.G." washers, separators, or rail clamps may be 
listed without a drawing if reference is made to a standard pattern 
nimaber. When beam separators are to be assembled in the shop and 
shipped with beams in the form of beam girders, a note to that effect 
should be placed on the preliminary bill or combination sheet from 
which they are made so they will not be shipped separately. Reference 
to this sheet should be made on the shop bUl, as shown in Fig. 172. 
Castings and forgings should be listed on separate sheets for they are 
made in different departments. 

2. Special printed forms are used by many companies to simplify 
the drafting. Such forms are commonly used for crane rails, eye bars, 
loop rods, pins, clevises, tumbuckles, corrugated steel, etc. A general 

* See footnote, page 83 



sions to be filled in. The forms may be so arranged that the different 
variables may be recorded in tabular form; in this way similar pieces 
in any contract may be listed upon the same sheet conveniently. 

3. The use of a combination sheet with a comparatively large space 
for the drawing is shown in Fig. 175 (a) which illustrates a typical cast- 
iron base t for an ofiice-building column. The tabular portion is 
arranged as a combination shop and shipping bill (page 173 : 1); not all 
of the blanks are required for castings. Note that the tops of these cast 
bases are finished to furnish uniform bearing for the columns. Holes 
are drilled in the tops for the bolts which hold the columns in place 
during erection; it would be impracticable to punch holes or to drive 
rivets in cast iron because of the danger of cracking the casting. Cored 
holes (cast in place) are sometimes used for bolts, but they should be 
made f inch larger than the bolts to allow for irregularities in the casting. 
Holes are cored in the bottoms of large cast bases to permit the more 
even distribution of grout which is poured after the bases are in place. 

4. The use of a combination sheet arranged for a large number of 
items with comparatively small drawing space is shown in Fig. 175 (6). 
This illustrates the rods for the mill building shown in Fig. 156. It is 
perhaps necessary to show more complete drawings for some rods, and 

t For a table of dimensions of the American Bridge Company's standard cast-iron 
bases, see Ketchum's "Structural Engineers' Handbook," McGraw-Hill Book Co., 
Inc., New York. 
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Fig. 175 (6). Combination Sheet with Small Sketches. 



some companies require them for all rods; but usually sufficient informa- center lines. Main diagonal rods are marked in the usual manner with 
tion can be given if the rods are shown conventionally by single lines, a letter X followed by a specific number (page 80 : 7). It is imprac- 
as in the figure. It is assumed that dimensions are taken along the tical to paint the mark on each individual sag rod or tie rod; they are 
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Fig. 176. Erector's List of Field Rivets and Bolts. 

usually shipped in bundles and the bundles are marked. In case rods 
become mixed before they are used, the erector must identify them by 



direct measurement. If a rod is indicated on the erection diagram by 
an X and a number, the erector must refer to a list of rods to determine 
the proper length; this extra step may be avoided except in the case of 
bent rods, if all straight tie rods and sag rods are marked according to 
their lengths. Thus, on the diagram the length in inches of one rod in 
each panel may be inscribed in a circle, as shown in Fig. 156 or Fig. 158; 
the circle is used to distinguish these marks from others. Since the 
tie rods or sag rods of a given structure are usually of the same diam- 
eter, the erector simply needs to know the required lengths; it is more 
convenient for him to find the lengths where the rods are shown on the 
diagrams, than to have to refer to a separate list. The lengths of tie 
rods and sag rods are usually made in multiples of 3" in order to reduce 
the number of different sizes; in determining the lengths, use may 
be made of the dimensions on page 316. For the weights of rods see 
page 315. 

1. A summary of field rivets and bolts must be prepared for each 
contract in order that the proper number of each size may be shipped 
to the site for use in erection. Before this summary can be made, a 
detailed "erector's list " must be prepared to show the number and the 
size of the rivets to be used in each connection. To have each connec- 
tion provided for once, and only once, it is well to have one man hst 
the rivets for a whole structure or for a definite portion of it; he should 
work systematically to avoid duplication. Perhaps the best plan is 
to take one sheet at a time, and to Ust only those rivets by which each 
member on that sheet is connected to the swp-porting members. The 
rivets for all members which bear the same shipping mark should be 
listed together, and the rivets for similar members may be combined 
whenever this can be done conveniently without adding to the burdens 
of the erector. 

2. A typical erector's list of field rivets and bolts is shoivn in Fig. 176; 
this provides for the connection of the knee braces in Fig. 140 and of 
all the members in Fig. 147 to the columns of Figs. 135 and 137. The 
erection diagram of Fig. 156 should be used as a guide in determining 
the relative positions of the members. A rivet is made with one head 
in place. The shank should be long enough to extend through the parts 
to be connected far enough to provide sufiicient metal for the forma- 
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tion of the second head and for the upsetting of the shank to fill the 
enlarged hole (page 30 : 4). Rivets commonly used in structural 
work are either "button head" or "countersunk" (page 40 : 6); both 
heads may be alike, or one may be button and the other countersunk. 
The length of a button head rivet is measured from the under side of the 
head ; the length of a countersunk rivet is the extreme length overall. The 
"grip " of a riyet is the total thickness of metal through which it must 
pass, i.e., the sum of the thicknesses of the parts connected. The 
length of a rivet is the sum of the grip and the extra length required for 
upsetting. The thicknesses of I-beam and channel flanges at the 
rivet lines are shown in the tables on pages 298 to 302. The lengths 
of rivets vary slightly according to the shapes of the heads adopted 
as standard by different companies. Tables are used to determine 
the proper lengths of rivets for diflferent grips.* These tables are 
usually arranged for grips varying by eighths of an inch. The 
grips for both rivets and bolts are usually recorded to the nearest 
sixteenth, but this is unnecessary unless one is likely to be substituted 
for the other; for rivets, grips in sixteenths should be increased -^ 
before the lengths are found. Care should be taken to differentiate 
between countersunk and button head rivets; more metal is required 
to form a button head than a countersunk head. It is well to record 
the lengths of all countersunk rivets as soon as the grips are recorded, 
being careful to place them in the proper column. It is usually more 
convenient to omit the lengths of button head rivets until one or more 
pages of the erector's list are otherwise complete, when they can all be 
recorded. The bolts are Usted upon the same form as the rivets, but 
the style of head (button, square, or hexagonal) and the style of nut 
(square or hexagonal) should be indicated as shown. The length of a 
bolt is measured from the under side of the head; it should be a multiple 
of J inch. A bolt should extend from tV to \ inch beyond the nut to 
insure the full bearing of all the threads in the nut. The thickness of 
a nut is the same as the diameter of the bolt with which it is used. 
When washers are used, a bolt should be made correspondingly longer. 

* The standards of the American Bridge Company are given in the "Pocket Com- 
panion" of the Carnegie Steel Company, and in Ketchum's "Structural Engineers' 
Handbook," McGraw-Hill Book Co., Inc., New York. 
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Fig. 177. Summary of Field Rivets and Bolts. 

1. A summary of field rivets and bolts is made on a form similar to 
the erector's list except that blanks for weights and shipments are sub- 
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stituted for the grip and the list of members connected, as shown in 
Fig. 177. All the field rivets and bolts on a whole contract may be 
summarized in one list unless different portions of a structure are grouped 
under different shipments, when the rivets may be divided accordingly. 
The number of each different size and style of rivet and bolt may be 
determined by means of a sheet ruled into columns; each item from 
the erector's lists may be recorded in the proper column and then each 
column may be totaled. These totals should be increased by certain 
percentages in order to allow for waste, for miscounts, and for mis- 
placements. These percentages should be greater for small numbers 
in order to provide a safe margin, as indicated in the following table: * 



Total number required. 


Percentage to be added. 


Rivets. 


Bolts. 


Ito 10 

11 to 50 

51 to 100 

101 to 500 

over 500 


100 
50 
25 
15 
10 


50 
25 
12i 

7J 

5 



In the illustration, the summary has been made simply for the rivets 
and bolts shown in the typical erector's list and not for the whole con- 
tract. The weights of rivets and bolts should be computed only when 
the weight of the other steel work is required. The weight recorded 
is the total weight of all the rivets or bolts listed on one line. The 
weights of rivets, bolts, and washers are tabulated in many hand- 
books and structural company standards. The tables on page 304 give 
* Standards of the American Bridge Company. 



the weights of the shanks, the heads, and the nuts; the weight of the 
shank can be multiplied by the proper length and combined with the 
weight of the head or the head and nut. The weight of a washer is 
approximately three-tenths of the product of the thickness in inches 
by the net area in square inches; the holes are usually | inch larger 
than the bolts. 

1. Erection Bolts. — As soon as a member is swung into the proper 
position in a structure it is held in place by erection bolts put in some 
of the holes of the field connections; after the remaining holes are 
riveted these bolts are replaced by rivets. In this way the erection 
gang is enabled to make greater progress for they do not have to wait 
for the rivets to be driven; special gangs of riveters drive the rivets. 
If permanent bolts are to be used, the erection gang may use permanent 
bolts for erection so that they need not be replaced; these permanent 
bolts are provided in suitable lengths as explained above. The tempo- 
rary fitting-up or erection bolts are made longer than permanent bolts 
and they are provided with washers. The washers make the bolts 
more serviceable because a bolt may be used for different grips by 
varying the number of washers; incidentally the use of washers facili- 
tates the removal of the bolts. Not all structures are erected by the 
company that furnishes the material, and erection bolts should not be 
furnished unless specified. Each bolt should be provided with two 
|-inch washers, and the lengths should vary by | inch. The number 
should be based upon the number of field rivets furnished. For build- 
ings and miscellaneous structures the number for each grip should be 
about 30 per cent of the number of field rivets; for bridges this should 
be increased to 50 per cent, or even 80 per cent for the floor systems 
and the tension members where more bolts are likely to be lost. 



CHAPTER XXIX 
CHECKING AND CORRECTING DRAWINGS 

Synopsis: In this chapter are given points for the checker to consider while checking 
a drawing. These points should also be anticipated by the detailer in order that he 
may guard against mistakes. 

1. A checker is a person who "checks " or approves the correct por- serious mistakes which might be made if only one draftsman were 



tions of a drawing and indicates the mistakes for correction. After 
these mistakes have been verified and corrected by the detailer, the 
■ checker ascertains that all corrections have been made and then signs 
the drawing to show that he has assumed responsibility for every 
detail, every figure, and every note, in short for the entire draw- 
ing. The checker is usually a man of greater experience than the 
detailer, and no draftsman is allowed to check the work of others 
until he is able to make drawings which are comparatively free from 
errors. 

2. Not all Drawings are Completely Checked. — Some structural com- 
panies have fixed policies regarding checking, while other companies 
leave to the chief draftsman or the squad foreman in charge of a given 
contract the decision of whether or not the drawings for that contract 
shall be checked. The importance of careful checking depends upon 
the ability and the skill of the draftsman; it is essential for the draw- 
ings made by inexperienced men. The importance increases with the 
size of a contract and the number of draftsmen engaged upon it, because 
of greater difficulty in insuring the proper agreement between the cfraw- 
ings of connecting members. A checker can work to better advantage 
than the detailer because the drawings of connecting members are 
usually farther advanced so that he can compare the completed con- 
nections more definitely. The majority of companies have all their 
drawings checked because they are unwilling to assume the risk of 



responsible. Since no draftsman is infallible these companies believe 
that every drawing should be the product of two minds. Some com- 
panies find that it is economical to have all drawings made by experi- 
enced draftsmen whose work is comparatively free from errors without 
being checked; these companies maintain that occasional mistakes can 
be rectified at a smaller cost and to better advantage than all drawings 
can be checked, particularly for structures which are to be erected within 
comparatively short distances from the plant. Perhaps a better method 
would be to have the main dimensions, the strength of the connections, 
and the spacing of all holes for field connections checked, but not the 
spacing of the shop rivets or the sizes of component parts which will 
necessarily be verified in the shop. Sometimes a "field check " of an 
entire contract is made either instead of or in addition to the usual 
checking. Such a check is made after most of the drawings are ready 
for the shop but before any of the members are shipped, and preferably 
before the shopwork has progressed very far. The object of this check 
is to insure the proper erection of the structure, and it includes the 
checking of all main dimensions and all field connections; it should 
preferably be made by one person. A field check should be imnecessary 
for small contracts, but it may be desirable for large contracts (a) when 
the number of field connections is relatively large, as in export work; 
(b) when the cost of field changes would be prohibitive on account of 
inaccessibility or the lack of facilities; or (c) when the drawings of 
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connecting members have been made by a large number of detailers and 
checked by several checkers all working simultaneously. 

1. A detailer should become familiar with the work of a checker and 
apply the checker's methods to his own work as far as practical. This 
is especially true if his work is not to be checked by another person, but 
no drawing should be submitted to a checker until the detailer feels 
confident that it is comparatively free from error. He should never 
allow a mistake of which he is aware to go to the checker uncorrected. 
A beginner is judged not so much by the mistakes he makes as by the 
mistakes he repeats. A man who profits by each correction which is 
brought to his attention and avoids making similar mistakes on future 
drawings will soon surpass the men who are not so careful. The de- 
tailer will find that many of the suggestions given in this chapter may 
be applied to his drawing to advantage before it is submitted to the 
checker. Many of these checks may be made at a glance, and they 
should always be applied. The detailer should also determine each 
important dimension in more than one way if possible. He should 
never divide a distance into rivet spacing or other subdivisions without 
adding all the dimensions and comparing the sum with the proper 
total. 

2. A checker should work systematically so that he will not miss any 
portion of the drawing. He should collect all data concerning the 
member or members shown on a given drawing, and make sure that 
nothing is overlooked. It is not sufficient to check what the draftsman 
has done, but it is especially important to discover his errors of omission. 
A good checker is distinguished from a poor one very largely by his 
ability to detect omissions. The checker should check the most import- 
ant parts of a drawing first, proceeding logically so that no part will be 
checked until the parts upon which it is dependent are checked. 

3. The following suggestions show the more general points to be 
considered in checking a drawing, arranged approximately in logical 
order: — 

(1) General Appearance: see that the general arrangement is satis- 
factory; that the proper views are used to show the member to the 
best advantage; that all views bear proper relations to one another; 
that the proper scale is used so that the drawing is clear and not crowded; 



and that not too many different members are combined on the same 
drawing thus making it too complicated. 

(2) Main Dimensions: see that the proper type of connection is 
provided at the supports; that the proper clearances are allowed for 
erection; that the main dimensions are given conspicuously in such a 
manner that they will be of most service; and that the main material 
is billed conventionally in accordance with the main dimensions and 
with the design. 

(3) Connections at Supports: see that the strength of the rivets and 
the component material is sufficient to carry the stresses; that the size 
and the spacing of the holes for the field rivets correspond to those in 
the supporting members; and that the material is properly billed. 

(4) Other Connections: see that provision is made for all connecting 
members; that the connections are properly located; that the number, 
the size, and the spacing of the holes for the field rivets correspond 
exactly to those in the connecting members; that all connecting members 
can be erected without interference; and that all material is properly 
billed. 

(5) Lattice Bars and Rivets: see that all lattice bars, batten plates, 
and rivets are properly spaced to conform to the specifications and to 
the usual rules; that all rivets and bolts are so located that they can be 
put into position; that sufficient clearance is allowed, if possible, so that 
the rivets can be driven by machine; that rivets which should be counter- 
sunk or flattened are properly indicated; and that necessary stitch 
rivets are provided. 

(6) Edge Distances: see that all necessary edge distances are given, as 
for example, those which will prevent interference with erection. 

(7) Special Cutting: see that sufficient dimensions and notes are 
given for special cutting or coping, particularly when a variation will 
cause interference or mar the appearance of the finished structure. 

(8) Dimensions: see that interdependent dimensions bear the proper 
relation to one another; that the distance between any two points is 
the same when obtained by adding the intervening dimensions on any 
one of two or more parallel dimension lines; and that no dimension 
lines or other lines or points appear to coincide on the drawing unless 
it is proper that they should coincide. 
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(9) Milling: see that all surfaces to be faced, milled, or planed are 
properly marked. 

(10) Notes: see that all notes are given which render the drawing 
clearer or more definite, such as "symmetrical about the center line "; 
that all differences between members which are combined on the same 
drawing are clearly noted; and that all loose material which is not to 
be shipped separately is noted "Bolted for shipment". 

(11) Shipping Marks: see that each member is provided with the 
proper shipping mark; that the marks correspond to the marks on the 
erection diagrams; that proper distinction is made between rights and 
lefts; and that the required number of members is correct. 

(12) Sizes of Rivets: see that the sizes of all rivets, bolts, holes, 
and washers are given either in a general note or in special notes. 

1. Indicating Mistakes. — The checker should indicate all mistakes 
so that the draftsman will be able to make the necessary changes without 
disturbing the checker's notes. See Fig. 181. These notes should be 
preserved until the checker has convinced himself that all changes 
have been made correctly. The mistakes may be indicated either on 
the tracing or on a blueprint. The former method is more direct and 
more common; it is also quicker because the checker does not have to 
wait for a print to be made, and the draftsman does not need to refer to 
a print before making each change on the tracing. The blueprint 
method is used when a permanent record of the checker's marks is 
desired. 

The temporary mark of the checker may be made on the tracing with either blue or 
soft black pencil. It is easier to maintain a sharper point on the black pencil than on 
the blue, and hence the figures and notes need not be made so large. The black marks 
may be removed more readily than the blue. Marks on blueprints may be made sat- 
isfactorily with either black or yellow .pencils. Red pencils should not be used on 
either tracing cloth or blue prints. The red marks cannot be erased easily from the 
cloth — in fact it is impossible to remove some of them. There are certain combina- 
tions of red crayon on blue prints which cause unnecessary eye strain on account of an 
optical illusion which makes it difficult for the eye to focus on the red lines, 

A freehand ring or loop drawn around a dimension, a note, or a whole 
detail usually signifies that the enclosed portion is incorrect. A line 
may be drawn from the ring to a convenient clear space on the drawing 



where the correct value or other note may be written by the checker so 
that it need not be disturbed by the draftsman when he makes that or 
any other correction. An inked ring is often drawn around a group of 
holes with a line leading to a special note (page 52 : 4), but in order to 
avoid ambiguity such a ring should not include figures or notes. A 
penciled ring may be drawn around a detail which is likely to be changed; 
such a ring should invite suspicion or doubt, and no use should be made 
of figures or other data taken without verification from within the 
ring. Accordingly it is not^ood practice to^^ncircle any dimension or 



(^^^g^V^'«^ 




Fig. 181. Method of Indicating Mistakes. 






note unless it is either wrong or doubtful because of incomplete or 
revised information. 

2. Check Marks. In checking a drawing a checker usually places a 
dot or a v-shaped check mark over each correct dimension or note 
(Fig. 181). These check marks indicate his progress and make him 
less liable to overlook parts of the drawing; they are of special value on 
compHcated drawings. Check marks may be made with a pencil and 
later erased, or they may be made permanently iri red or blue ink for 
future record. If ink is used, some checkers place the check marks 
underneath corrected figures to distinguish them from' those which were 
originally correct. 
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1. Back-checMng. — A draftsman should never change a drawing 
according to the checker's notes until he is convinced that such changes 
should be made. Unless he "back-checks " or verifies each correction 
before making it, certain parts of the drawing are left unchecked, the 
value being the checker's instead of the detailer's. No checker is 
infaUible, and every sheet that is supposed to be checked should be 
completely checked. A checker usually indicates the values which he 
believes to be correct; this is the simplest method for him to use. It 
is also the most convenient method for the detaUer who back-checks 
conscientiously. Some checkers wish to insure back-checking by with- 
holding the correct values until after the draftsman has supplied them. 
These checkers indicate mistakes for the draftsman but record the cor- 
rect values on a blueprint or in a book for their own use in checking 
the corrected drawing. For convenience in identification they may 
number the mistakes consecutively. 

2. In checking students' drawings it is well for the instructor to 
indicate the mistakes so that the students will have to determine the 
correct values themselves before they can correct the drawings. A 
practical method which has proven successful in the author's classes is 
to indicate not the correct values, but the reference numbers to para- 
graphs which wUl suggest the nature of the mistakes. This may result 
in more work for the instructor but not as much more as might be 
imagined. The mistakes on the similar drawings of a whole class which 
are corrected at any one time cover only a limited range; most of the mis- 
takes are made by several men so the paragraph numbers are soon 
memorized. The method may be simplified by spreading the drawings 
out on a large table and checking one connection or other small portion 
of all the drawings before another portion is checked. The extra burden 
on the instructor seems justified by the benefit to the student. He 
gets a much better understanding of each correction and he is less 
liable to repeat the same mistake. His increased famiharity with the 



text makes the book more valuable for future reference. It is good 
practice for the students to check each other's drawings and one ques- 
tion on a test or examination may well be devoted to the correction of 
a drawing which contains many mistakes. In this work a student's 
grade should be based upon his net score, the number of mistakes he 
makes being deducted from the number which he detects. 

3. Corrections. — After the draftsman has verified all corrections he 
should carefully erase the incorrect portions of his drawing and replace 
them with the correct. The figures should not be crossed out and new 
ones should not be superimposed as in the unchecked field notes of 
surveying. There is no necessity for preserving the incorrect figures 
of the draftsman after the sheet has been checked and both the checker 
and the draftsman are convinced that the figures are wrong. If these 
figures were retained, the appearance of the drawing would be marred, 
the drawing would be made less distinct, and the draftsman's mistakes 
would be exposed to aU who use the drawing. It is important that all 
changes be made without disturbing the checker's marks. If any note 
of the checker is erased accidentally the draftsman should pencil a con- 
spicuous question mark near the corresponding change to draw the 
attention of the checker to the change. The checker may simply 
check the changes and then assume responsibility for the drawing by 
agning his initials to the sheet. If his marks were erased he would 
have to recheck much or all of the drawing before he could be sure that 
it was correct, particularly if much time had elapsed since he first 
checked the drawing. 

4. Revisions. — If changes are made after prints have been issued, 
the prints must be revised or replaced by new prints. In either case the 
changes should be indicated conspicuously. If the old prints are re- 
vised with black ink or colored crayon the changes are apparent. If 
new prints are issued the revised portions should be imderscored or 
otherwise marked with colored crayon to attract attention. 
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CHAPTER XXX 

SHEAR AND BENDING MOMENT 

Synopsis: Every structural draftsman should know how to design a beam or a girder 
to satisfy different requirements. The design is comparatively simple after the shear 
and the bending moment are known. The first step is to find the shear and the bend- 
ing moment under different conditions. 



1. The terms " shear " and " bending moment " are convenient expres- 
sions for certain quantities which are used repeatedly in the design of 
beams, girders, and similar members. Their definition presupposes the 
knowledge of forces and moments. Shear and bending moment depend 
upon the magnitudes and relative positions of external forces, such as the 
appHed loads and the reactions at the supports. Since the majority of 
external forces for which beams are designed are either horizontal or 
vertical, it is convenient to resolve all other forces into horizontal and 
vertical components. Any other system of rectangular coordinate axes 
may be chosen if preferred, as, for example, when inclined beams are 
subjected to normal forces. 

2. Principles. — In Statics a system of forces in equilibrium must 
satisfy three conditions, viz.: the algebraic sum of the horizontal com- 
ponents of all the forces must equal zero; the algebraic sum of the vertical 
components of all the forces must equal zero; and the algebraic sum of the 
moments of all the forces about any point of moments must equal zero. 
These three equations of equilibrium are commonly indicated thus: 2^ = 0, 
SF = 0, and S M = 0. In this book they will be referred to as the " H 
equation," the " V equation," and the " M equation," respectively. 

3. Signs. — In order to obtain algebraic sums it is necessary to adopt 
a system of signs for components and moments. Any system may be 



used provided that system is followed consistently throughout a given 
problem. It is convenient to adhere to one system in all problems in 
order to avoid confusion and to eliminate one source of error. In this 
book all horizontal components toward the right, all vertical components 
upward, and all moments of forces which tend to cause clockwise rota- 
tion about the point of moments are considered positive. Conversely, 
components toward the left or downward, and moments of forces which 
tend to cause counterclockwise rotation are considered negative. 

4. Forces Considered. — The equations of equiUbrium may be appUed 
to a beam as a whole, or to a portion of a beam. When the whole beam 
is considered, all the external forces which act on the beam must be in 
equilibrium. Thus, any unknown external force, such as the reaction 
at a support, is found by applying the principles of equilibrium to the 
beam as a whole. When only a portion of a beam is considered, the 
external forces acting upon that portion are not, as a rule, in equilibrium, 
but they are held in equilibrium by the internal forces or stresses which 
act in the beam. For convenience, the external forces on a portion or 
segment of a beam are first considered and quantities termed " shear " 
or " bending moment " are obtained; similar expressions are found from 
the internal forces and the two combined must satisfy the equations of 
equilibrium. The consideration of the internal forces depends upon the 
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form of the beam and the material; this is a matter of design and is 
treated in Chapters XXXI and XXXIII, pages 197 and 218. 

1. The " shear " on a segmenl of a beam is the algebraic sum of all the 
external forces which act upon that segment. It is not a force but a sum 
of forces; it is not the smn of all the external forces on the beam (which 
would be zero) but the smn of those forces which are on the segment. 
This sum cannot be considered to act at any one poiat or at any one 
cross section, although the internal forces which act at a given cross 
section must be sufficient to resist this sum or shear. It is better to speak 
of " the shear for a section taken at a given point " meaning the shear 
on a segment of the beam made by this section. Such a section shoxild 
not coincide with the line of action of any force, but it may be considered 
to pass infinitely close to the force on either side so that the whole force 
is either on one segment or the other. Foj; any section, the shear on one 
segment is numerically equal to the shear on the other segment but with 
opposite sign; this is necessarily so because the algebraic sum of the 
two must equal zero to satisfy the V equation of equilibrium appUed 
to the whole beam. 

2. The " bending moment " at any point of a beam is the algebraic sum 
of the momenis of all the external forces at the left of that point, the latter 
being taken as the point of moments. A cross section at the point of 
moments cuts the beam into two segments, only one of which is considered 
in finding the bending moment. The bending moment found from the 
forces on the left-hand segment is numerically equal to the bending mo- 
ment foimd from the forces on the right-hand segment but opposite in 
sign; thus the algebraic sum of the two equals zero to satisfy the M equa- 
tion of equilibrium appUed to the whole beam. It is less confusing for 
the beginner always to use the left-hand segment; he is less Uable to use 
the wrong signs. It is of com^e simpler to use the segment which has 
the smaller number of forces, but until the student has become proficient 
it is better for him to use the left segment. In case the right-hand seg- 
ment contains a smaller number of forces the whole beam may be tm-ned 
around; that is, it may be considered to be viewed from the opposite 
side when the sketch is drawn. It is imperative that the units of bending 
moments be expressed in every case. Bending moments in pound-feet 
and in pound-inches are both used so extensively that failm-e to dis- 



tinguish between them is the cause of many serious mistakes. In this 
book Mb and ms are used to indicate bending moments in poimd-feet 
and poimd-inches, respectively. 

3. The use of formulas for finding shear or bending moment should be 
reduced to a minimum . The fundamental principles of shear and bend- 
ing moment are so easily apphed to beams imder usual conditions that 
it is useless to attempt to memorize or even recognize the many formulas 
so often used for beams under different forms of loading. It is unnecessary 
to differentiate between simple and cantUever beams (page 83 : 1) since 
the same methods are apphcable. The extensive use of formulas makes 
a man either dependent upon his memory to a dangerous degree or else 
a slave to a handbook. A student who constantly reverts to a fimdamental 
principle as simple as " the algebraic simi of the forces (or the moments) 
on the left of a given section " in finding shear or bending moment will 
probably never forget how to solve a similar problem without a hand- 
book. Furthermore, he can solve the problems more surely and about 
as quickly in this way as if he substituted in formulas which cannot long 
be retained in the memory. Formulas are serviceable in the solution of 
beams with fixed ends or continuous beams with more than two sup- 
ports because the underlying theory is too complex to be developed for 
every problem. Certain short cuts will suggest themselves to the man 
who has a large nimiber of similar problems to solve, but for the most 
part they should be avoided bj' the student. In no case should a man 
use a short-cut formula unless he can readily derive it. 

4. Sketches. — For every beam a single-line sketch should be drawn 
upon which are shown aU external forces, including the loads and the 
resultant reactions at the supports. The magnitude and direction of 
each known force should be recorded, as well as all dimensions necessary 
to locate each point of apphcation. The remaining magnitudes and 
directions should be recorded as soon as determined. The reactions of a 
simple beam are considered to act at the centers of the supports, and 
the effective length is the distance from center to center of supports. 
A beam which is supported at one end only must have that end imbedded 
in a wall or otherwise fixed. The reaction is not a single force, for obvi- 
ously no single force appUed at one end could hold the beam in equilibrium. 
At least two forces are required, either parallel or non-parallel. If the 
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end is imbedded in a wall it is difficult to know just how the forces act. 
Inasmuch as both the shear and the bonding nionient can be found 
without the reactions being known it is better to draw a sketch similar 
to Fig. 187 (a) without indicating any forces at the support. At all events 
the reaction should not be indicated as a single force. The sketch of the 
whole beam should be used only when the beam is considered as a whole, 
as in finding reactions. A separate sketch should be drawn in determining 
each shear and each bending moment. Each of these sketches should 
show only the segment of the beam with the forces which are considered 
in finding any one shear or bending moment. A sketch used for shear 
need show only the direction and the magnitude of each force on the 
segment; a sketch used for bending moment should in addition show the 
distances between the forces. Such a sketch should show clearly the 
forces which are to be considered in any one step. The time required 
in drawing such a sketch is offset by the time saved in mentally selecting 
the proper forces for each step and eliminating others, and the results 
obtained are much more rehable. The efficacy of drawing a separate 
sketch for each segment has been proven unquestionably by observa- 
tions taken for many years in the author's classes; the large majority of 
all mistakes in shear and bending moment were due to the omission of 
such sketches, particularly in problems which involved uniformly dis- 
tributed loads. 

1. Some systematic arrangement should be adopted for all computa- 
tions. The result of each step should he placed so that it may be readily 
found; its significance should be apparent; and the method of solution 
should be indicated. The arrangement adopted in this book * has been 
found entirely satisfactory in many classes. First a sketch is drawn to 
show the forces acting on the whole beam. The computation may be 
arranged under different headings if it seems desirable. The results of 
different steps with the proper units are tabulated at the left of the page 
so that the equality signs which follow the results are in a vertical column. 
If a vertical line is printed or drawn near the left of the sheet the results 
and units may be placed at the left of this line, and the equaUty signs 
at the right. After each equality sign is the indication of the calculation 
by which the corresponding result is obtained, followed by a brief descrip- 
* For further advantages see page 208 : 3. 



tion of what the result signifies. In case a separate sketch is required for 
any step it may be drawn at the right of the description. Thus, in general, 
each step is completed on one Une. It is of great advantage to instructors 
to have all students arrange their work uniformly. It is of advantage 
to everyone to arrange his work so that he or anyone else can readily 
find the result of any step, what that result means, and how it was ob- 
tained. These results are more conspicuous if tabulated at one side of 
the page instead of being mixed in with other work. The advantage 
of having the results at the left is to leave no space between the results 
and the corresponding indications of the computation; this would be 
difficult to effect if the results were placed at the right, because one cannot 
anticipate how much space the computation and the description will 
require. 

2. Reactions. — Concentrated loads. The first step in finding either 
the shear or the bending moment is to determine all the external forces, 
or at least all that will be needed. No reactions need be found for beams 
which are supported at one end only, because the shear and the bending 
moment may be determined without them. For a system of parallel 
forces there cannot be more than two unknowns. Usually the fines of 
action of all the forces, and the magnitude of all but one or two are known; 
however the two unknowns may be the line of action of one force (in- 
cluding the point of application) and the magnitude of one force, not 
necessarily the same force. The unknowns are commonly the magni- 
tude (and direction) of the reactions at the supports. The beam is 
treated as a whole and all the external forces are considered to be in 
equilibriiun. Any incHned forces may be resolved into components so 
that the horizontal (or other) components are in the same fine of action; 
by taking the points of moments in this Une of action the problem be- 
comes similar to the more usual case of a horizontal beam with vertical 
forces. In the remainder of this chapter only horizontal beams with 
vertical forces will be considered. The principles may be readily adapted 
to vertical beams with horizontal forces, or even inclined beams with 
inclined forces. When there are no horizontal forces there can be no 
use of the H equation. The V equation cannot be used alone if there 
are two unknowns. The M equation involves two unknowns unless 
the point of moments is chosen in the Une of action of one of the unknown 



186 



PART III — THE DESIGN OF DETAILS 



forces. When the point is so chosen the lever arm and hence the moment 
of this imknown becomes zero, and the magnitude of the other unknown 
may be determined from a single equation. Similarly, by taking the 
point of moments in the line of action of the force just found, the second 
unknown may be found from another M equation. The sign which 
results from the solution of the M equation is not the sign of the force 
but of its moment. The directi&n of the force must be found accord- 
ingly, with due consideration of the point of moments. This is of special 
importance in cantilever beams for the direction of the reactions cannot 
be determined by inspection. The V equation may be used as a check. 
The second unknown might be found from the V equation after the 
first unknown is determined, but its accuracy would be dependent upon 
the acciKacy of the first unknown. By using the M equation, each un- 
known is determined from the original data independently. It is good 
practice to avoid the use of computed values when original data, can be 
used equally well, because an error in the first value does not affect the 
second. As a student becomes proficient he may indicate the result and 
the solution for each reaction upon a single line, as on page 192 : 1 and sub- 
sequent pages. He should also be on the lookout for symmetrical loads 
for which each of two reactions is equal to one-half the sirni of the loads. 
1. The three illustrative problems which follow show how reactions, 
shears, and bending moments may be found for typical beams with con- 
centrated loads. 

FIEST PROBLEM — SIMPLE BEAM 

1000 2000 1400 I 

4 ^ e \ 5 I 



lRi=IS00 2500 -Rn^ 

Fig. 186 (a). 

To find the reactions (beam treated as a whole) : 

= RlX 18- 1000 X 14 - 2000 X 8 - 1400 x 3 (point of mo- 
ments at Rb) 
+ 1,900# = Rl (clockwise means upward) 

= 1000 X 4 + 2000 X 10 + 1400 x 15 + Rr x IS (point of mo- 
ments at Rl) 
— 2,500# = Re (counterclockwise means upward) 

= 1900 - 1000 - 2000 - 1400 + 2500 = check. 




To find the shear: 
+1,900# = Rl = shear for a section between Rl and the 1000 load. 
+900# = -1-1900 - 1000 = shear for a section between 
the 1000 and 2000 loads 
-1,100# = +1900 - 1000 - 2000 = shear for a section 

between the 2000 and 1400 loads ';;;/ 2000 ^ qo 

-2,500# = +1900 - 1000 - 2000 - 1400 = shear for a *"» 
section between the 1400 load and Rr. 
These values may be checked from the right-hand segments as follows 
(see page 184 : 1) : 

-1,900# = -1000 - 2000 - 1400 + 2500 

-900# = -2000 - 1400 + 2500 

+1,100# = -1400 + 2500 

+2,500# = Rr. 

To find the bending moment: 

7,600#ft. = 1900 X 4 = Mb at the 1000 load 

13,000#ft. = 1900 X 10 - 1000 X 6 = Mb at the 2000 load. 

7,500#ft. = 1900 X 15 - 1000 x 11 - 2000 x 5 = Ms at the 1400 load. 

These values may be checked from the right-hand segments as follows: 

- 7,600#ft. = 2000 X 6 + 1400 X 11 - 2500 x 14 

-13,000#ft. = 1400 X 5 - 2500 ic 8 

-7,500#ft. = -2500 X 3. 
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SECOND PROBLEM CANTILEVER BEAM 



1000 
« 



2000 
IRl=2750 



750 



= ««T 
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Fig. 186 (6). 

To find the reactions (beam treated as a whole): 

^0 = -1000 xl8 + RlX 12- 2000 X 8 + 500 x 2 (point of mo- 
ments at Rr) 
+2,750# = Rl (clockwise means upward) 

= -1000 X 6 + 2000 X 4 + igfl X 12 + 500 X 14 (point of mo- 
ments at Rl) 
-750# = Rr (counterclockwise means upward) 

= -1000 + 2750 - 2000 + 750 - 500 = check. 
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To find the shear: 
-1,000#= shear for a section between the 1000 load and Rl 
+1,750# = -1000 + 2750 = shear for a section between Rl and 
2000 load 

7 000 

-250# = -1000 + 2750 - 2000 = shear for a section 

between the 2000 load and Rr 
4-500# = -1000 + 2750 - 2000 + 750 = shear for a 
section between R^, and the 500 load. 
To find the bending moment: 
-6,000#ft. = -1000 X 6 = Mb at Ez, 
+l,000#ft. = -1000 X 10 + 2750 x 4 = Ms at the 2000 load. 
-l,000#ft. = -1000 X 18 + 2750 X 12 - 2000 X 8 = Mb at 
Rr- 
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THIRD PROBLEM CANTILEVER BEAM SUPPORTED AT ONE END ONLY 



WOO 



800 
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Reactions not required. Fig. 187 (o). 

To find the shear: 
~1,000# = shear for a section between the 1000 and 800 

loads 
-1,800# = -1000 - 800 = shear for a section between the 
800 load and the wall 
To find the bending moment : 
-4,000#ft. = -1000 X 4 = Mb at the 800 load 
-14,800#ft. = -1000 X 10 - 800 X 6 = Mb at the face of the wall. 

1. Uniformly Distributed Loads. — Some loads are distributed uni- 
formly along a beam instead of applied at points of concentration. The 
weights of the beams and the weights of superimposed floors are examples 
of such loads. Certain other loads, such as tracks or crowds of people, 
are for convenience considered imiformly distributed. The simplest way 
to treat this form of loading is to make temporary substitutions of equiva- 
lent concentrated loads. One substitution may be made in finding the 
reactions, but a different substitution must be made in finding each 
different shear or bending moment. Uniformly distributed loads "are 
represented by rectangles, the lower edges of which are the single lines 



representing the beams. For each step a section should be indicated on 
the original sketch. In finding a reaction, this section passes through the 
point of moments; in finding a shear this section is the section for which 
the shear is taken; in finding a bending moment this section passes 
through the point where the bending moment is required, i.e., the point 
of moments. For each different section a separate sketch should be 
drawn of one segment of the beam (usually the left, page 184 : 2) showing 
clearly the portion of the uniformly distributed load on that segment. 
A second sketch should be drawn in which this portion of the uniformly 
distributed load is replaced by a single equivalent concentrated load 
applied at the center of gravity of this portion of the uniform load on 
the segment. These equivalent loads should never be shown on the same 
sketch with the uniform loads because they do not both act at the same 
time. It is well to indicate these equivalent loads by forces below the 
beam line to distinguish them from actual concentrated loads which are 
superimposed. The importance of drawing these separate sketches 
should not be overlooked. A very common mistake is to draw one sketch 
for finding a reaction and to use the same sketch for finding a shear or a 
moment; this gives entirely different results. The sketch used in finding 
a shear may be used in finding a bending moment, provided the section 
is taken at the same point. 

2. The following illustrative problems show how reactions, shears, and 
bending moments may be found for typical beams with uniformly dis- 
tributed loads. More commonly these loads extend the full length of the 
beam (see next paragraph); but the same method is applicable. 

FIRST PROBLEM — -SIMPLE BEAM 



fffi=4S0 0-100*/ ft. 350=ag\ 

Fig. 187 (6). 

To find the reactions (beam treated as a whole) : 

= i?L X 16 - 800 X 9 (point of moments at Rr 
+ 450 # = Rl (clockwise means upward) 

= 800 X 7 + i?H X 16 (point of moments at Rl) 
-350# = Rr (counter clockwise means upward) 
= +450 - 800 + 350 = check. 
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To find the shear: 

— 50# = 450 — 500 = shear for a section midway between 
the supports. 
To find the bending moment: 
+2,350#ft. = 450 X 8 - 500 x 2.5 = Mb midway between the supports. 

SECOND PROBLEM CANTILEVER BEAM 

u^200 */ft. 



'Rl=2000 

Fig. 188 (a). 



400 =Rk' 



To find the 

= 

+2,000# = 

= 

+400# = 

= 

To find the 

+800# = 

+400# = 

To find the 
-3,600#ft. = 
-l,600#ft. = 



reactions (beam treated as a whole) : 

-1600 X 10 + Rl X 8 (point of moments at Rr) 

Rl (clockwise means upward) 

-1600 x2 + RbX8 (point of moments at Rl) 

Rb (clockwise means downward) 

-1600 + 2000 - 400 = check. 

shear: 

-1200 + 2000 = shear for a section just to the 
right of Rl. 

-1600 + 2000 = shear for a section midway be- 
tween Rl and Rr. 

bending moment: 

-1200 x3 = Mb at Rl 

-1600 X 6 + 2000 X 4 = Mb midway between Rl and Rr. 






^tOQ '2000 

I — ri 

6 ^2 2 



Rl 



1. Combined Loads. — Every beam must support the uniformly dis- 
tributed load due to the weight of the beam itself. Besides this it may 
support an additional uniformly distributed load, a system of concen- 
trated loads, or both. All uniformly distributed loads inay be combined 
before the shear or bending moment is computed, but it is usually better 
to treat the concentrated load systems separately. This is especially 
true when the concentrated loads are variable or movable, or when the 
short-cut method of the following paragraph can be used to advantage. 
The total shear for any section is the algebraic sum of the shear due 
to the uniformly distributed load and the shear due to the concentrated 



loads. The total bending moment at any point is the algebraic sum of 
the bending moment due to the uniformly distributed load and the bend- 
ing moment due to the concentrated loads. Shears should only be com- 
bined when they are for the same section. Bending moments should, as 
a rule, be combined only when they occur at the same point (compare 
page 192:2). Whether the shear or bending moment is to be found for 
all or for only part of the loads on a beam it is important that the reac- 
tions used correspond to the loads under consideration. 

2. Short-Cut Rule. — It seems desirable to introduce one " short-cut " 
method for finding the bending moment at any point in a simple beam 
(page 83 : 1) imder a uniformly distributed load which extends the full 
distance between the two supports. This form of loading occurs so fre- 
quently in practice that the use of such a method is justified. It should 
be used, however, only by those who have thoroughly mastered the more 
general method and who can readily derive the rule for themselves; 
otherwise the rule is likely to be misused with regret. The rule is as 
follows: The bending moment at any point of 

a simple beam with a full length load uniformly i-^/n. 

distributed is equal to one-half the unit load 
multiplied by the product of the segments. It is 
important to reahze that this method is not Fig. 188 (6). 

general, but that it is limited to a beam with 

&full load imiformly distributed between the supports with no load extend- 
ing beyond either support. It does not therefore apply to concentrated 
loads, to partial uniform loads, or to cantilever beams. The unit load is 
usually in povmds per linear foot, and the lengths of the segments cut by 
the point of moments are usually in feet; the resulting bending moment 
is thus in pound-feet. To prove the rule let us consider a simple beam of 
length L feet, with a load of U pounds per foot, as shown in Fig. 188 (6) . Let 
it be desired to find the bending moment at a point which is Y f«et from 
Rl. The reactions may be found in the regular way, but it is obvious 
that for synupetrical loads each reaction is equal to one-half the total 

load, or in this case -^. The equivalent concentrated load acting at 

the center of the Y segment is V Y. The bending moment is found in 
the usual way as follows: 
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1. Relation Between Shear and Bending Moment — Concentrated 
Loads, t — When the bending moment is required at several different 
points of a beam it is sometimes convenient to obtain one moment from 
another. For fixed concentrated loads the bending moment under any load 
is equal to the bending moment under an adjacent load plus the product of 
the shear for a section between the loads multiplied by the distance between 

the loads. Care must be taken in combining 
moments to use the correct signs; the signs of 
the additional products are not necessarily the 
same as the signs of the shears. From one 
end of a beam to the other the bending 
moments will increase as long as the shears 
bear the same sign, but they will decrease 
when the shears bear the opposite sign. This 
is illustrated in the design of pins, page 280 : 3. 
The rule stated above will now be proved. In Fig. 189 three different 
forces A, B, and C are spaced at unequal intervals of K, M, and A'', caus- 
ing a reaction R at the left-hand support. The following bending moments 
may be obtained in the usual manner: 

At 72, 

At A, +RK 

At B, +RiK + M) - AM, or RK + {R - A)M 




Fig. 189. 



* For the maximum moment at the center, Y = L -Y = -, hence Mb = 



This will be found to be even simpler in application than the common handbook 
UL^ ., WL 



formulas Mb = 



Mb = , or equivalent expressions, because smaller quantities 



are involved. The above expression is given for the sake of comparison, but it should 
not be used as a formula; it is better to use the rule because that applies to the moment 
at any other point in the beam as well as at the center, 
t For uniformly distributed loads see page 244 : 3. 



AtC,+RiK + M + N) -A{M + N) - BN, or RK + iR-A)M + 
{R -A - B)N 

For any section between R and A the shear is R, 
" " " " A " B " " " R -A, 

" " " " B " C " " " R ~ A - B 

It is evident that the bending moment at A is equal to the moment at 
R plus the shear for a section between R and A multiplied by K. Simi- 
larly, the bending moment at the point C is equal to the bending moment 
at point B plus the shear for a section between B and C multipKed by A^. 
This may be found to apply to either simple or cantilever beams for any 
number of loads and for any spacing. 

2. Live Loads. — ■ Not all loads are fixed in position or in magnitude. 
The loads which may be placed temporarily on beams or girders and 
which may be changed in position are termed " live loads " or " moving 
loads " to distinguish them from " dead loads " or " static loads " which 
remain in one position. The live loads are usually superimposed, as 
trains, trucks, people, water, etc.; the dead loads include the weights 
of the beams together with any other dead loads such as tracks, floors, 
tanks, etc. When the live loads are placed in a certain position and 
stopped they become static loads, and shears and bending moments may 
be found in the same manner as for quiescent loads. Beams which are 
to support hve loads must be designed to support them in every possible 
position, and accordingly it is necessary to place them where they will 
have the greatest effect. The effects of different types of loads in differ- 
ent positions are analyzed in the following paragraphs. When these 
live loads are apphed suddenly the shears and bending momerits are 
greater than when the loads are stationary. Provision is made for this 
" impact " by adding a certain percentage of the live load according to 
specifications. Impact will not be considered further in this chapter, 
but use is made of an impact formula in the illustrative problem on 
page 225 : 1. 

3. Live-Load Shear — Simple Beams. — For a given section in a 
simple beam, the maximum shear will usually occur when the longer seg- 
ment is fully loaded and the shorter segment is unloaded. In Fig. 190 (a) is 
shown the position of a uniformly distributed load which will cause the 
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^ the left reaction would be increased but the 
shear at the section would be reduced because 



maximum shear for a section at the left end of the load. This shear is 
equal to the reaction at the end of the unloaded segment because 
there are no iatervening loads to be added algebraically. Note that a 
new reaction must be calculated for each different position of the load. 
If the load in the figure were moved back to the right, the left reaction, 
and therefore the shear, would be reduced. If the load were advanced 

past the section on to the shorter segment 

r-^ ■ 

Fig. 190 (o) 

the additional load on the shorter segment 
would have to be subtracted from the reaction, and the reaction would be 
increased by only a fraction of this additional load. This analysis proves 
that the maximum shear for any section wUI occur when the load extends 
throughout the longer segment only. Similarly, a single concentrated load 
to cause the maximum shear for any section should be placed infinitely 
close to the section with the load considered to be entirely upon the longer 
segment. The larger of two concentrated loads should be placed the same 
as a single load, with the second load as close to it as possible but on the 
longer segment, as in Fig. 190 (6) . Three or more concentrated loads are 
placed in the same manner unless one or more of the end loads are con- 
siderably smaller than the intermediate loads. In this case the maximum 
shear may occur when the first heavy wheel is placed 

adjacent to the section with the smaller wheel on the n — r ° -n 

shorter segment, as in Fig. 194. This is illustrated by pjg. 190 (&). 

Cooper's engine loads, page 1 93 : 1 . The absolute maxi- 
miun shear, or the maximiun of maxima, for a simple beam is for a section 
taken infinitely close to the reaction so that the shear is equal to the 
maximum reaction. 

1. Live-Load Shear — Cantilever Beams. — The maximum shear on 
a beam which is supported at one end only will be for a section taken at 
the support when the fuU load is on the beam (regardless of position). 
Similarly, the maximum negative shear for a cantilever beam which 
overhang one or both supports wiU be for a section taken just outside 
the reaction when the full load is on the overhanging portion; this shear 
is not affected by any load between the reactions. The maximum posi- 
tive shear for the same beam will be for a section just inside the reaction 



when the portion of the beam which extends outside of that reaction 
and the portion between the reactions are both loaded, as in Fig. 190 (c) ; 

there should be no load on any portion of the ., 

beam which may extend beyond the other re- |^^ ^ 

action. This may be easily proved. For Kg. 190 (c). 

tjTjical shear diagrams, see Fig. 193. 

2. Live-Load Bending Moment — Simple Beams. — Uniformly Dis- 
triimted Loads. The maximum bending moment at any point B feet 
from the left end of a simple beam L feet long for a five load of U pounds 
per foot uniformly distributed over a distance C feet wUl occur when the 

BC 
L 

The bending moment at this point will increase as the distance C increases; 

it is greatest when the load extends the full 
length L. The absolute maximum wiU occur 
at the center of the beam imder a fuU load. 
These statements will now be proved in the 
order given. Referring to Fig. 190 (rf), we can 
find the following values in the usual manner: 



end of the load is a distance X = B 



from the left end of the beam. 



r ^ T . 












Kl B 1 


> 


L 



Fig. 190 W. 
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= Rl 



B 



— U{B-X) 



(B-X) 



uc(l-x-^ 

L ''" "' 2 

This may be reduced to this form: 

5C2 W 



= Mb at a distance B from Rl- 



.[.c-ff-f.(,-f)x^f]. 



BC 

2L 2 ^ l^ - L 

The value of X which will produce the maximmn bending moment may 
be foimd by difl'erentiating this expression with respect to X, and placing 
the first derivative equal to zero, thus: 



u (b 



BC 
L 



X] 



0, 



whence 



B - 



BC 



If we substitute this value of X in the last expression for bending mo- 
ment we have: 
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U-f-f.(.-fy-(^'] 



U \ BC - ^^ - ^ + f J3 

which may be reduced to this form: 



-('-!)(-©• 



The value of C which will produce the maximum bending moment may 
be found by differentiating this expression with respect to C, and placing 
the first derivative equal to zero, thus: 

UB (l - f ) (l - ^) = 0- whence C = L. 

If we substitute this value of C in the last expression for bending moment 
we have: 



-('-f)(-.^. 



or 



UL 
2 



[B - -j-j. (Compare page 188 : 2.) 



The value of B which will produce the maximum bending moment may 
be found by differentiating this expression with respect to B, and placing 
the first derivative equal to izero, thus: 

UL 
2 



1 



?) = 0. 



whence 






1. Live-Load Bending Moment — Simple Beams. — Concentrated 
Loads. The maximum bending moment at any point of a simple beam for 
a system of moving concentrated loads mil occur when one of the concen- 
trated loads is at that point. The maximum bending moment due to two 
loads will occur when the larger load is placed at the given point with the 
other load on the longer segment as near the first load as possible. The 
placement of more than two loads to give the maximum bending mo- 
ment is not so simple. Often two or three different loads in turn must be 
placed at the point, and the corresponding bending moments must be 
computed and compared. The following criterion must be satisfied by 
the critical load which is placed at the given point: the average load on 
one segment should be greater than the average load on the whole beam when 



the critical load is considered on that segment, but less when it is considered 
on the other segment.* The average load is the sum of the loads on a 
segment, or whole beam, divided by the corresponding length. Often 
more than one load will satisfy this criterion. It is sometimes possible 
to tell by inspection that one of two wheels is the critical wheel; in this 
case it is unnecessary to apply the criterion. The greatest bending mo- 
ment that can occur on a simple beam for a series of moving concen- 
trated loads will be found near the center of the beam, but not as a rule 
at the center. The absolute maximum bending moment, or maximum of 
maxima, will occur under one of the concentrated loads when the center of 
the beam is midway between that load and the center of gravity of all the 
loads on the beam. The critical load is always one of the two loads ad- 
jacent to this center of gravity, usually the nearest load. The relative 
position of the center of gravity will often change when the loads are 
moved, because one or more loads may come 

on one end of the beam while others may 2 

move off the other end. Enough trials must 
be made to make sure that the bending mo- 
ment under one load is greater than under 
either adjacent load when each is placed for 
the maximum. For special suggestions for ^S- 191- 

placing the concentrated wheel loads of Cooper's 

conventional locomotives, see page 195 : 1. To prove that the maximum 
bending moment on a simple beam will occur when the critical load P 
(Fig. 191) is placed as far on one side of the center of the beam as the 
center of gravity of all the loads on the beam is on the other side, let Y 
represent the distance from P to the center of gravity of 11 the loads Q, 
X the distance from P to the center of gravity of all the loads N on the 
left segment, and B the distance from P to the reaction Rl. Then 

Q{L-B - Y) „ Q(L- B - Y)B ,,^ ,, , ,- 
J = Rl, and = NX = the bending moment 

under the load P. The value of B which will produce the maximum 
bending moment may be found by differentiating this expression with' 
respect to B, and placing the first derivative equal to zero, thus: 

* For derivation see Marburg's "Framed Structures and Girders," Part I, McGraw- 
Hill Book Co., Inc., New York. 
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Q(L - 2B - n ^ p^ ^^^^^^ L-2B-Y = 0, or 5 = ^ - J. 

1. Elustrative Problem — Txco Concenlrated Live Loads. — (See page 
195 : 1 for more than two loads.) 

To find the maximum bending moment on a 20-foot beam due to two 

concentrated live loads of 8000# and 6000jf respectively, spaced 7 feet 

sooo 6000 apart. The distance from the larger load to 

-Q — - — O ■^^ . the center of gra^'itJ' may be found by mo- 



\o^-=S350 

Fie 192 id) "' i^6°^> taking the point of moments under the 

larger load. The sum of the moments of the 
loads taken separately must equal the moment of the sum of the loads 
(i.e., the resultant)', thus: 6000 x 7 = (6000 + 8000) X, whence X = 3 feet. 
The 8000 load should be placed IJ feet from the center of the beam, as 
shown in Fig. 192 (a). The reaction may be found either from the original 
two loads or from the resultant thus: 



or 



5950# = (8000 X llj + 6000 x 4|)- 20 = Rl 
5950# = 14,000 x 8| -^ 20 = i2i 



The maximum bending moment under the larger load is 50,580#ft. 
= 5950 X 8|. 

2. Bending Moment — Simple Beams. — Combined Loads. Con- 
centrated loads exist only in conjimction with imifomily distributed 
loads. The latter may be due simply to the weight of the beam itself, 
or to track or floor loads as well. The maxi- 
mum bending moment for the unif ormly 
distributed load is at the center, but the 
maximum for moving concentrated loads is 
usually at another point. The maximum for 
the combined loads ^"ill not be found at either 
of these points but somewhere between them. 
This may be shown graphically by plotting 
the moment diagram for the imiforml}' distributed load above a base 
line and that for the concentration loads below the line, as in Fig. 192 (6) . 
The longest ordinate m from one curve to the other represents the maxi- 
mum total bending moment. The position of this point of moments is 




Fig. 192 (6). 



in the section for which the shear is zero; this may be found either alge- 
braically or graphically. However, it is seldom necessary to locate this 
point because at least one of the moment curves is nearly horizontal 
between the two points of maximum bending moments. It is customary 
to combine the maximmn bending moment due to moving concentrated 
loads with the maximum due to imiformly distributed loads, although 
they do not occur at the same point. The shght error is on the side of 
safety. The maximum bending moments due to fixed concentrated loads 
and imiformly distributed loads should not be combined unless they occur 
at points so close together that the excess wiU not be too great. 

3. Live-Load Bending Moment — Cantilever Beams. — The maxi- 
mum bending moment for a beam supported at one end only will occur 
at the edge of the support when the loads are placed as far from the sup- 
port as possible. For beams which overhang one or both of two supports 
there will be a maximum positive and a maximum negative bending 
moment. One will be found at one of the supports when the overhang- 
ing end is fully loaded, the loads being placed as far from the support 
as possible The other maximum for fixed loads will occur at that sec- 
tion between the supports for which the total shear is zero; the maximum 
for five loads will occur midway between the supports when only the 
portion of the beam between the supports is loaded, the cantilever end 
being empty. The point of contraflexure is the point at which the bend- 
ing moment is zero. Typical shear and moment diagrams are shown in 
Fig. 193. Positive bending moments have been plotted downward ^o 
represent more nearly the direction in which the beams bend. 

4. Restrained beams and continuous beams are not treated here 
because the structural draftsman is seldom called upon to design them. 
Beams and girders with end connection angles are in a measmre restrained 
or " fixed " at the ends. The amount of restraint depends so largely 
upon the eflBciency of rivets in tension and upon the rigidity of the sup- 
porting members that it is customary to design such beams as simple 
beams. Even beams which are inserted into masonry walls are not 
always suiBciently imbedded to insure a fixed condition, except such 
beams as lintels, which support masonry walls over openings. It is safer 
to design these beams as simple beams than to place so much dependence 
upon the masons. Office-building beams are often so braced to the 
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columns that they must be designed as fixed beams, but these and similar 
beams are usually designed in the Designing Department and therefore 
are beyond the scope of this book.* Beams which have more than two 
supports are statically indeterminate. Their use is not recommended 
Ordinarily. If desired these continuous beams may be designed by the 
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" Theorem of Three Moments " *, but the Ughter beams (such as purlins) 
which extend over three supports primarily to give rigidity to a structure 
are more often designed as simple beams. 

1. Conventional Wheel-Load Systems. — ^The floor systems (beams, 
stringers and floor beams) and the main girders of railroad bridges are 
usually designed to support a specified live load of two freight locomo- 
tives with concentrated wheel loads followed by a uniformly distributed 
train load. For very short spans an alternate loading of the two driving 
axles of a passenger locomotive is specified. Formerly ahnost every 
railroad specified a different locomotive until Theodore Cooper proposed 
his system of conventional engine loads for the sake of uniformity. He 
classified his engines according to the axle loads, the spacing between 
loads being the same for all engines. As the specified axle loads have 
increased considerably since his system was adopted, the spacing between 

* See Kirkham's "Structural Engineering," McGraw-Hill Book Co., Inc., New 
York; Fuller and Johnston's "Strength of Materials," John Wiley and Sons, Inc., 
New York, and others. 



loads is less than for actual locomotives. The difference in results is on 
the side of safety (except for cantilever bridges and turntables) and Cooper's 
Loadings are quite generally specified. The engines are classified ac- 
cording to the axle loads on the driving wheels, and all other axle loads 
vary proportionately. The axle loads on the drivers of an " E60 " load- 
ing are each 60,000 pounds, and the train is 6000 pounds per linear foot 
of track. Similarly, the corresponding loads of an " E40 " loading are 
40,000 and 4000, and the shears and bending moments for E40 are four- 
sixths (two-thirds) of the corresponding shears and bending moments 
for E60. This relation makes it possible to prepare a table of shears 
and moments for one class of loading and to use this table in getting shears 
and bending moments not only for that class but, by proportion, for 
other classes as well. Such a table t is given on page 318. E60 loading 
is chosen in accord with the more recent specifications of the leading rail- 
road companies. In the table the axle loads per track have been divided 
by two to give the wheel loads per rail, and all shears and moments result 
accordingly. This usually corresponds to the loads supported by one 
stringer or girder. When two stringers are used under each rail these 
values must be subdivided again. Shears and moments are taken as 
if the loads were apphed directly to the stringers or girders, although 
as a matter of fact the loads are traiismitted to them through the track 
(i.e., the rails and the ties). The distances between wheels have been 

1" 
plotted in the table to a scale of r^ = 1'. The number of wheels which 

may come on a given span may best be determined by plotting the length 
of the span along the edge of a strip of paper to this scale and then sliding 
the strip along the diagram. The significance of the different values 
is explained in the table. Students should verify enough values for 
shears, moments, and positions of centers of gravity to enable them to 
understand their full meaning. The use of the table is illustrated by the 
solution of the typical problems which follow. 

2. Maximum Shear on Beam — Cooper's Loading. — The loading 
which will cause the maximum shear on a simple beam depends upon 

t Numerical values for shears, bending moments, floor-beam reactions, etc., are 
tabulated in Ketchum's "Structural Engineers' Handbook," McGraw-Hill Book Co., 
Inc., New York. 
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the span. For spans up to 12.5 feet the special loading of two 37,500# 
wheel loads 7 feet apart should be used. For longer spans (except those 
between 23.0 and 27.3 feet) the maximum shear on the beam will equal 
the left reaction (when the engines face toward the left as in the diagram) 
when the first driver (wheel 2) is placed at the left end. For spans be- 
tween 23.0 and 27.3 the maximum shear on the beam will equal the right 
reaction when wheel 5 is placed at the right end. This is due to the effect 
of wheel 1, which in this case is on the beam. 

Illustrative Problem — General Case. — To find the maximum shear 
on a 74-foot deck girder for Cooper's E60 loading. The figures printed 
along the vertical fine under wheel 2 give the distances from that wheel 
to the wheel over the corresponding vertical of the zigzag hne. The 
distance to wheel 14 is found to be 71 feet, and thus with wheel 2 at the 
left end, wheel 14 is 3 feet = 74-71 from the right end. The moment 
of these loads about Rr is equal to the moment about wheel 14 plus the 
product of the sum of the loads by the additional lever arm. (This may- 
be proved as on page 189 : 1.) The moment of wheels 2-14 about wheel 
14 is foimd by following down the vertical line under wheel 14 to the 
heavy vertical line in the moment table, then toward the left to 
the number just to the right of the hne through wheel 2, viz.: 
11,900 thousand pound-feet. The sum of loads 2-14 is found simi- 
larly in the shear table to be 333 thousand pounds. The total moment is 
then 12,900 = 11,900 + 333 x 3 in thousands of pound-feet. The maxi- 
Tniim shear is equal to the reaction Rl which is this total moment divided 
by the span, or 174 thousand pounds = 12,900 -^ 74. 

Illustrative Problem — Special Case. — To find the maximum shear on 
a 24-foot stringer for Cooper's E60 loading. If wheel 2 were placed at 
the left end, wheel 6 would be at Rr and only the four drivers would be 
on the span. (The distance 24 feet from wheel 2 to wheel 6 is not dupli- 
cated in the table because it is the same as from wheel 11 to wheel 15.) 
For beams between 23.0 and 27.3 feet long the maximum shear will equal 
the right reaction Rr when wheel 5 (or 14) is placed there, since not only 
the four drivers but the pilot wheel 1 (or 10) comes on the span. The 
parts of the shear and moment tables at the right of the zigzag hne should 
be used in much the same way as the parts at the left. Thus, the dis- 
tance from wheel 10 to wheel 14 is found to be 23, the sum of the loads 



135, and the moment I860; Hence, the maximum shear = i^K = 83 
= (1860 + 135 X 1) -> 24 in thousands of pounds. 

1. Maximum Shear for Any Section — Cooper's Loading. — The 
loading which will cause the maximum shear for any section of a "simple 
beam depends upon the relative lengths of the segments. When the 
longer segment does not exceed 12.5 feet the special loading of two 37,500# 
wheel loads should be used. When the longer segment is between 23.0 
and 27.3 feet and the^shorter segment not over 9 feet, the maximum shear 
for the section will be foimd when wheels 1 to 5 are on the longer segment 
with wheel 5 next to the section, no load being on the shorter segment. 
For all beams over 34.5 feet long the maximum shear for any section 
will be found when the longer segment is fully loaded and wheel 2 is next 
to the section (wheel 1 being on the shorter segment if the latter is 
more than 8 feet long). See Fig. 194. For all other spans the maximum 
shear for any section will be found when the 

longer segment is fully loaded and when r — Q — Cp O OO Q O . 

either wheel 2 or the first wheel of the special ' y- -^g^ 

loading is next to the section, depending 

upon the relative lengths of the segments. The shear for any section is 
not necessarily equal to the reaction, for when wheel 1 is on the shorter 
segment it must be deducted. 

Illustrative Problem. — - To find the maximima shear for a section 10 
feet from the end of a 30-foot stringer for Cooper's E40 loading. The 
effects of two loadings must be compared because the beam is less than 
34.5 feet long. Placing wheel 2 (or 11) next to the section, we find that 
wheel 5 (or 14) is 5 feet from the right end. The left reaction due to 
this position of wheels 1 to 5 is 64 = (1250 + 135 x 5) ^ 30 for E60, 
and the corresponding shear is 49 thousand pounds = 64 - 15. Placing 
the first 37,500# wheel of the special loading next to the section, 
we find the shear, which is equal to the reaction, is only 41 thou- 
sand = 37,500 (13 + 20) -^ 30. The maximum shear for E40 is there- 
fore 33 = 49 x f . 

• 2. Maximum Floor-Beam Reaction — Cooper's Loading. — In design- 
ing a through railway bridge it is necessary to determine the maximum 
concentrations on the floor beams. These are used in designing the floor 
beams and the girders and also the connections of the stringers to the 
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floor beams and the floor beams to the girders. The concentration on 
an intermediate floor beam at each stringer point is equal to the right- 
hand reaction of one stringer plus the left-hand reaction of the adjacent 
stringer. The loads should be placed to make this suvi a maximum, but 
they cannot be placed to make both reactions maximum at the same time 
lest the engines overlap. The maximum concentration or " floor-beam 
reaction " will be found when one of the inner drivers of the second 
engine (wheel 12 or 13) is placed directly over the floor beam. It is usually 
necessary to try both wheel 12 and wheel 13 over the floor beam in order 
to ascertain which will give the larger floor-beam reaction. A criterion 
is sometimes used to determine which wheel to place over the floor beam. 
There is not much advantage to be gained by its use because both wheels 
12 and 13 often satisfy the criterion and both must be tried the same as 
if no criterion were used. Care should be taken that the load over the 
floor beam is considered once, but only once, in finding the floor-beam 
reaction. It may be included in the right reaction of the left-hand span, 

or in the left reaction of the right-hand span, or 

2n 8 OsOsOiOs it may be considered independently. 

t 15 {^ IS J Illustrative Problem. — To find the maximum 

Fie 195 (a) floor-beam reaction at each stringer point in a 

bridge with 15-foot panels, center to center of 

floor beams, for Cooper's E60 loading. Placing wheel 12 over the floor 

beam, as in Fig. 195 (a); the reaction at this floor beam may be found from 

the table as follows: 

22.0 = (240 + 45 X 2) -f- 15 = i2B 

30.0 = (150 + 60 X 5) ^15 = Rl 

30 . = load at floor beam 

82 . = total floor-beam reaction in thousands of pounds. 

This result may be obtained without the table by combining the lever 
arms of equal loads for both spans, thus: 

82.0 = [15.0 X 2 + 30.0(10 + 15 + 10 + 5)] -^ 15. 

Similarly, by placing wheel 13 over the floor beam another value is ob- 
tained which in this case is smaller (81.3). 

1. Absolute Maximum Bending Moment — Cooper's Loading. — The 
maximum bending moment for a simple beam not over 11.4 feet long 



will occur at the center when one of the two 37,500# wheel loads Is placed 
at the center. For any simple beam or girder from 11.4 to about 90 feet 
long the absolute maximum bending moment will occur under one of 
the inner drivers of the second engine (wheel 12 or 13) when the dis- 
tance between this driver and the center of gravity of all the loads on 
the beam is bisected by the center of the beam (page 191 : 1). The 
critical wheel will be adjacent to the center of gravity, usually the wheel 
nearest the center of gravity. The first engine will have an equal efl'ect 
for spans up to about 50 feet, but never a greater effect. For girders 
longer than about 70 feet a portion of the uniformly distributed train 
load must be considered. The relative position of the center of gravity 
then changes with every movement of the loads, and more trials are 
usually needed to determine the proper position of the loads. For girders 
longer than about 90 feet the critical wheel should be determined from 
the criterion (page 191 : 1). 

Illustrative Problem. — To find the maximum bending moment on a 
40-foot girder for Cooper's E50 loading. By plotting the length to a 

1" 
scale of -7^ = 1' (40 -r 16 = 2i inches) on the edge of a strip of paper and 

sliding it along under the wheels in the table to include different com- 
binations of wheels, it is found that the inner drivers 12 and 13 are brought 
in the vicinity of the center when wheels 
10-16 are on the girder. The position of 
the center of gravity of these wheels may 
be found from the corresponding wheels of 
the first engine (wheels 1-7) to be 0.4 of a 
foot to the right of wheel 13. The critical wheel is always adjacent to the 
center of gravity, and for spans less than 90 feet it is one of the inner 
drivers; in this case, therefore, the maximum bending moment will occur 
under wheel 13 when it is placed 0.2 foot = 0.4 -^ 2 to the left of the 
center of the span, as shown in Fig. 195 (6), wheel 16 being 1.2 feet from the 
right end. For E60 loading, the moment of all wheels about wheel 16 
is 3230 thousand pound-feet, and the sum of the loads 10-16 is 
174 thousand pounds. The left reaction is 86 thousand pounds 
= (3230 + 174 X 1.2) -^ 40. The bending moment under wheel 13 is 
980 thousand pound-feet = 86 X 19.8 - 720, the value 720 being" the 
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moment of wheels 10-13 taken directly from the moment table. The 
bending moment for E50 loading is f of 980 or 820 thousand pound-feet. 
In the use of the table, consistent accm^acy should be used. 

1. Maximum Bending Moment at Any Point — Cooper's Loading. — 
The maximum bending moment at any point of a beam or girder wUl 
occur when the critical wheel is placed at that point. For spans up to 
100 feet the critical wheel will be either wheel 12 or wheel 13, although 
in some cases the maximum moment wiU occin: when the engines face 
the longer segment instead of the shorter. For spans over 100 feet the 
critical wheel * should be found from the criterion on page 191 : 1. 

2. Through Girders — Cooper's Loading. — The hve loads in a through 
bridge are appUed to each girder in the form of concentrated loads at 
the floor-beam connections. The action of the wheel loads may be best 
shown by sketching the stringers as if they rested on top of the floor 
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beams, and the floor beams as if they rested on top of the girders, as in 
Fig. 196, although in reahty web connections are used and the trains 
pass " through " the bridge between the girders. The end stringers may 
rest directly upon the abutments or they may be connected to end floor 
beams; in either case the effect upon the girder is virtually the same, 
except for the details at the ends. If the bridge supports a Single straight 
track, each floor beam is symmetrically loaded and the corresponding 
girder load (for hve loads) is numerically equal to the floor-beam reaction. 
The maximum floor-beam reaction cannot occur at more than one floor 

* The critical wheels for different segments are indicated in a table in Ketchum's 
" Structural Engineers' Handbook," McGraw-Hill Book Co., Inc., New York. 



beam at the same time, and it is necessary to so place the loads that the 
bending moment at the floor beam nearest the center of the girder will 
be a maximimi. It so happens that the bending moment at any panel 
point is the same as if the wheel loads were apphed directly to the top 
flange of the girder, and hence, the position of the loads which will cause 
the maximum bending moment at any floor beam is found as in the pre- 
ceding paragraph. The bending moment at this point may be found as 
in a deck girder or else from total concentrated loads obtained by com- 
bining the different floor-beam reactions with the corresponding dead 
loads (page 225 : 1). The maximum shear in the end panel will occur 
when the loads are placed to give a maximum bending moment at the 
first floor-beam point. 

Illustrative Problem. — To find the maximiun bending moment on a 
girder of a through railway bridge of four 15-foot panels for Cooper's 
E60 loading. The maximum bending moment will occur at the center 
floor beam when the critical wheel (either 12 or 13) is placed at that 
point. Let us assume that wheel 12 is the critical wheel f and that the 
loads are placed as in Fig. 196. The floor-beam reaction at the center 
floor beam is 82,000# as determined on page 194 : 2. In a similar manner 
the corresponding floor-beam reactions at the first and third quarter 
points are found to be 39,900# and 52,100# respectively. The bending 
moment for these loads combined with impact and dead loads is found 
on page 225 : 1, and the shear on page 250 : 3. 

3. Trusses — Cooper's Loading. — Trusses may be designed for 
Cooper's loading or for equivalent uniformly distributed loads. The 
table on page 318 may be used to advantage in finding the hve-load 
stresses in trusses, but the placement of the loads is beyond the scope 
of this book.J 

t Both positions should be tried to determine which causes a maximum. In this 
case a sUghtly greater bending moment is found when wheel 13 is placed at the center, 
but the difference is so small it is disregarded in order to simplify different steps in a 
series of problems based upon the values given here. 

t See Marburg's "Framed Structures and Girders," Part I, McGraw-Hill Book 
Co., Inc., New York. 



CHAPTER XXXI 

THE DESIGN OF BEAMS 

Synopsis: Beams are proportioned according to the bending moment and shear 
determined from the external forces. The shape and the size of the cross section 
are designed with due regard to bending, shearing, buckling, bearing, and deflection. 



1 . General. — Most structures are designed in a Designing Depart- 
ment, although draftsmen are often called upon to design beams. Every 
draftsman should be familiar with the methods of design if for no other 
reason than to design the connections properly. The general arrange- 
ment of the beams in a structure is usually determined in the designing 
room. Beams which support machinery, tracks, runways, walls, etc., 
must be located to meet the given conditions. Beams near openings in 
floors or walls must be placed in the proper relation to these openings. 
The spacing of floor beams and roof beams or purlins in buildings de- 
pends upon the type of flooring or roofing and upon the superimposed 
loads. The type and the length of a beam, the form of loading, the mag- 
nitude of the loads, and the distance between beams all have their effect 
upon the shear and bending moment, as explained in the preceding 
chapter. After these are once determined the design of the beam, or 
the determination of the proper cross section, is the same for all, regard- 
less of the sign of the shear or the bending moment. 

2. Points Considered. — Beams should be designed to give proper 
resistance to bending, shearing, buckling, and deflection. Beams which 
rest upon other beams or walls must have sufficient bearing area (page 
203 : 1). Beams are usually designed first to resist bending, and then the 
resistance of the resulting beam to vertical and horizontal shear is in- 
vestigated. Beams seldom buckle except under a heavy concentrated 
load; this part of the design will be discussed under grillage beams (page 
293 : 3). The amount of deflection is usually immaterial unless the beam 



is to support plastered ceilings, shafting, or machinery; when necessary, 
the deflection should be determined as on page 203 : 2. 

3. Effects of Bending. — When a simple horizontal beam is loaded it 
sags, deflects, or bends downward. The horizontal fibers in the lower 
part of the beam are lengthened, while those in the upper part are 
shortened; between these two parts is a neutral surface in which the 
fiber lengths remain unchanged. Beams are designed upon the assump- 
tion that all points which lie in a transverse plane before a beam is bent 
remain in a plane after the beam is bent. In any fiber the " strain " 
or the change in length is proportional, within the elastic limit, to the 
" stress " or internal force which causes the strain, according to Hooke's 
law. The unit stresses used in the design of beams are well within the 
elastic limit (page 10) and this relation has been found by experi- 
ments to be true. It follows, therefore, that the horizontal fiber stresses 
are proportional to the distances of the fibers from the neutral surface. 
Stresses which tend to lengthen the fibers are called tensile stresses and 
the fibers are said to be in tension; similarly, compressive stresses tend 
to shorten the fibers which are in compression. When a beam is con- 
sidered cut by an imaginary transverse section plane the external forces 
acting upon either segment are not in equihbrium by themselves but 
they are held in equilibrium by the internal forces acting in the fibers 
which are cut by the section plane. The intersection of the neutral sur- 
face by this section plane is termed the neutral axis of this cross section; 
this neutral axis passes through the center of gravity of the cross section. 
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For convenience let us consider a simple horizontal beam with vertical 
loads. This simplifies the phraseology and covers the great majority 
of beams; the principles can be readily adapted to other conditions. 
The internal force in each fiber cut by the section plane may be resolved 
into horizontal and vertical components, the latter aU acting in the same 
direction. The sum of the vertical components must equal numerically 
the shear on the segment, because the algebraic sum of the vertical com- 
ponents of these internal forces and the vertical components of the external 
forces (i.e., the shear, page 184: 1 ) must equal zero in order to satisfy 
the V equation of equUibrium. In like manner the H equation is satis- 
fied when the algebraic sum of the horizontal components of both ex- 
ternal and internal forces equals zero; since there are no horizontal 
components of external forces it follows that the svun of the horizontal 
compressive stresses above the neutral axis must equal numerically the 
sum of the horizontal tensile stresses below the neutral axis. In order 
to satisfy the M equation the resisting moment or the smn of the moments 
of the stresses in the fibers cut by the section plane must equal mmieri- 
caUy the bending moment or the sum of the moments of the external 
forces acting on the segment (page 184 :2). Since the point of moments 
is taken in the section plane (page 184 : 2), the lever arm of the vertical 
components of the internal forces is zero, so only the horizontal compo- 
nents need be considered. The significance of these points will now be 
discussed in detail. 

1. Resisting Moment — Theory. — A portion of a beam cut by a 
vertical section is shown in Fig. 198, the right-hand portion of the beam 

being removed. The inchned line shows the 
relative position, greatly exaggerated, of the 
same section after the beam is bent. The 
arrows indicate the horizontal components 
of the stresses in the. fibers cut by the sec- 
tion, being proportional to their distances 
Kg. 198. from the neutral axis. The vertical com- 

ponents are not shown because they do not 
enter into the resisting moment (see preceding paragraph). The fiber 
which is farthest from the neutral axis (either in tension or compression) 
is stressed the most and consequently its strength determines the strength 




of the beam. The unit stress in this extreme fiber must not exceed the 
allowed vmit stress for bending. 

Let / = the allowed stress in the extreme fiber, in pounds per square 
inch, 
a = the area of each fiber, in square inches, 
c = the distance from the neutral axis to the extreme fiber, in 

inches, and 
X = the distance from the neutral axis to any fiber, in inches. 

Then fa = the striess in the extreme fiber, 

■^ — = the stress in any fiber at a distance x from the neutral axis, 

fax^ 

- — = the moment of this stress, 
c 

fax^ f 
S — - = - S ax^ = the sum of the moments of the stresses in all the 
c c 

fibers in the cross section, i.e., the resisting moment. 
But the expression xax^ is generallj^ recognized as the moment of 
inertia * of the cross section represented by /, therefore 

— = rriR = the general expression for the resisting moment of any homo- 
geneous beam. 

2. In the above expression for resisting moment the unit stress / de- 
pends upon the material of which the beam is to be made. Values for 
/ must be taken from the specifications which govern any specific design. 
For convenience, the values recommended by the American Railway 
Engineering Association for wood are given on page 320 and for steel 
on page 317. The values for wood are for a better grade of Imnber 
than is often used and the values allowed by the building laws of many 
cities are correspondingly lower. The unit stresses for steel have been 
quite generally adopted, although higher values are allowed for higher 
grade steel used in large bridges. These values for / are intended only 
for beams which are properly stayed against lateral flexure (page 201 :2). 

* See Kirkham's "Structural Engineering," McGraw-Hill Book Co., Inc., New York, 
or almost any book on the Calculus or Mechanics. For a proof without the Calculus, 
see page 199 : 3. 
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1. Section Modulus. — The / and the c in the expression for resisting 
moment both depend upon the form of the cross section of the beam. 

Values of - may be tabulated for different cross sections regardless of 
c 

the unit stress. This v quantity - is called the " section modulus " and is 

often represented by the letter S. In this book the lower-case letter s 
will be used consistent with the adoption of lower-case letters for units 
which involve inches, and capitals for those which involve feet. Hence 
TTiR = fs. The section moduli for different sections are found in the com- 
mon handbooks of the steel manufacturers and also in the tables at the 
end of this book, as explained below. 

2. Units. — An expression for resisting moment may be equated to 

an expression for bending moment provided they are in the same units, 

fl 
' thus : Mb = Mr or ms = fUR whence ms = — ■ Beams are usually of 

constant cross section and they are therefore designed for the maximum 
bending moment. If a beam is of variable cross section, such as an I-beam 
with plates riveted to the flanges along the central part of the beam, 
the resisting moment at any section must satisfy the maximum bending 
moment that can occur at that section. In the above equation, or 
" flexure formula " as it is sometimes called, there can be only one un- 
known quantity but that may be on either side of the equation. If the 

section modulus ( s = - j is unloiown the problem is one in design, other- 
wise it is one in investigation. In design it is desired to find the shape 
and size of a beam which will meet given requirements. In investigation 
it is desired to find how great a load a given beam will support, how great 
a distance the beam will span, how far from the support a given load 
may be placed, or how great a unit stress is developed. The usual units 
for bending moments are pound-feet (page 184 :2), while those for resist- 
ing moments are pound-inches (compare page 3:2). These must be 
made identical before they are equated, the value in pound-feet being 
multipHed by 12 to give pound-inches. Lack of care on this point 
accounts for the majority of all mistakes in the design of beams by 
beginners. A convenient method of determining the resulting unit of 



any expression such as that for resisting moment is to substitute the 
units of the component parts in the expression, and cancel like quan- 
tities which occur in both the numerator and denominator. This can 
be quickly done and it is less confusing than to combine the units and 
the numerical values in the same expression. For example, in the expres- 

fl 
sion - , / is in pounds per square inch, 7 is in inches to the fourth power, 

and c is in inches. The resulting unit is pound-inches, found as follows: 

# .... 1 , , , #in. in. in. in. r,- -, , ,. •■ r 

. — -. — X in. in. in. in. x ■— or better —. — ; — -. . similarly , the umt of 

in. in. in. in. in. in. 

section modulus is inches cubed, so the unit of fs is pound-inches thus: 

. ' . - — '-. This method can be applied in like manner to expressions 
in. in. 

for bending moment. 

3. Rectangular Beams. — The moment of inertia of a rectangle is 

bd^ . . . . 

"TT where d is the dimension at right angles to the neutral axis and b the 

1^ 

dimension parallel to this axis, both in inches. The distance c from the 

neutral axis to the extreme fiber is ^ because the neutral axis through 

the center of gravity passes through the center of the rectangle. Sub- 
stituting these values in the general expression, we find the resisting 

fbd^ 
moment of a beam of rectangular cross section to be -^, whence the 



section modulus is 



M2 
6 ■ 



This expression for resisting moment may be 



derived independently without the use of the Calculus. The forces above 
the neutral axis (Fig. 198) may be replaced by a single resultant force. 
The unit stress at the extreme fiber is / and at the neutral axis zero. Be- 
tween these two the forces vary directly with the distance from the neutral 
axis (page 198:1). For unit breadth the sum of these forces is equivalent 

to the area of a triangle the base of which is /, and the altitude k- For a 

beam of breadth h the magnitude of this resultant compressive force 
1 J 

is ^Xf X ^ xh which acts at the center of gi^avity of the triangle or 
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- X ^ below the top of the beam. Sunilarlj', the forces below the neutral 

axis may be replaced by a single resultant tensile force equal in magni- 
tude to the resultant compressive force and acting at a corresponding 
distance above the bottom of the beam. These two equal and opposite 
forces form a " couple," the moment of which about any point of mo- 
ments is equal to the product of one force and the perpendicular dis- 
tance between the two forces. This moment is the resisting moment of 

the beam and is equal to ^fbd x id -2x3) = -^. This expression 

applies to homogeneous beams only; it does not apply to compoimd 
beams, such as reinforced concrete beams. Most of the homogeneous 
rectangular beams which are designed by the structiu-al designer are 
wooden beams. These beams are quite often designed according to 
nominal dimensions, but it seems wiser and more logical to use the actual 
dimensions which in many cases are considerably less. This depends 
upon the custom followed in the saw mills of the different loeahties. By 
some the full nominal dimensions are furnished, while by others the 
width of each saw cut is deducted. If beams are planed, further deduc- 
tion is made. The designer should be cognizant of the customs of the 
limiber inilla which are most hkely to furnish his material. In the absence 
of further information the following quite common grading rules may 
be used: rough sawed beams must be accepted if not more than J" scant 
on each dimension, as 5f x llf ; surfacing or planing removes an addi- 
tional I" for each face surfaced, as 5f x llf if surfaced on one side and 
one edge (indicated SISIE), or 5§ x II5 if surfaced on all four sides 
(indicated S4S). Tables of section moduh for both nominal and actual 
dimensions are given on page 319. In each case the beam is known by 
its nominal size and is so referred to. In general there will be several 
different sizes of beams which will furnish a required section modulus, 
unless one dimension is determined by fixed conditions, as for example, 
when a beam must be of the same depth as another similar beam. In 
ease a table of section moduh is not available, a value of d (or b) must be 
assumed and the corresponding value of b (or d) calculated. Several 
trials may be made before a properly proportioned beam results. A 
knowledge of the stock sizes of the locahty wUl assist in the selection 



of the beam to be used. The position in the structure, the method of 
support, and the tendency to overturn or to buckle transversely must 
all be considered. The deeper beams deflect less, are stiller, and ha%'^ 
a smaller cross section for the same strength, but they are more Uable 
to overturn and they may not have sufficient bearing area to properly 
distribute the loads (page 203:1). In general the depth should be from 
Ij to 2 times the breadth. 

ird* d 

1. For cylindrical beams of circular cross section I = -^, and c = ^ 



32 



where d is the diameter in inches. The resisting moment tkr = 

= 0.098/d' and the section modulus « = ^ = 0.098d'. 

2. Steel Beams. — In determining the moments of inertia of I-beams, 
channels, angles, and other structural shapes, the curves are neglected. 
It is unnecessary for the designer to use the cumbersome expressions * 
for. the moments of inertia of these cross sections because numerical 
values for I and for s about axes perpendicular to each other are tabu- 
lated in the common handbooks and in this book (pages 322 to 326). 
I-beams and channels are regularly placed with their webs parallel to 
the apphed forces. In the selection of a steel I-beam or channel to satisfy 
a given section modulus, preference should be given to the weights printed 
in larger type because these sections can usually be obtained more 
readily from the mills. Furthermore, it will happen frequently that these 
beams will weigh less per foot and therefore cost less than some other 
sizes of the same strength. Sometimes beams must be of the same depth 
as some other beams, and it is usually of advantage to reduce to a mini- 
mum the mmaber of different sizes of beams for any one contract. The 
practical designer should keep posted upon market conditions and know 
which sizes are most easily and quickly obtained. 

3. Every beam must be self supporting, and this fact must be con- 
sidered in the design. Since the weight of a beam is not known imtU after 
the beam is designed, the weight must be assumed and the corresponding 
bending moment must be combined with the bending moment for the 
other dead and hve loads. This is simpler than to attempt to carry the 

* These expressions are given in the Handbook of the Cambria Steel Company. 
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weight of the beam in terms of the unknown dimensions. After the 
size of the beam is determined the actual weight should be compared 
with the assumed weight and the design should be corrected accordingly, 
if necessary. Usually the bending moment due to the weight of the 
beam forms a small portion of the total bending moment, so that a slight 
discrepancy does not matter. Whether or not the difference in weight 
is great enough to affect the design can usually be told by inspection. 
It does not take much experience to enable one to estimate the weight 
more closely than if neglected altogether and there is a good chance of 
one's guessing accurately enough to make a redesign unnecessary. In 
estimating the weight of a wooden beam it is usual to allow 3J, 4, 4|, 
or 5 pounds per foot board measure, the last two being for creosoted wood. 
One " foot board measure " (Ft.B.M.) is one-twelfth of a cubic foot, 
as in a board one foot square and one inch thick. To obtain the number 
of feet board measure in a piece of timber take two dimensions in feet 
and one in inches. Four pounds per foot is an average value for struc- 
tural timber. If the dimensions of the cross section (6 and d) are taken 

in inches the weight of a beam per linear foot is 4 x 1 X t^ or -^. 

Upon this basis the weights in the last column on page 319 are obtained. 

1. A beam is weakened by holes. — The size of the beam is determined 
by the maxunimi bending moment. Since a beam is generally of uniform 
cross section throughout its length there is an excess in area except near 
the point of maximum bending moment. Where this excess is large, 
as for example near the ends of a simple beam, holes may be safely punched 
or bored. AVhen holes are required in wooden beams or in the flanges 
of steel beams where the bending moment is nearly maximmn their 
effect should be considered. The moment of inertia of the net section 
should be used. Tliis may be found by subtracting the moment of inertia 
of the holes from the moment of inertia of the cross section about the 
same neutral axis. 

2. Lateral Supports. — Steel beams are designed for the usual unit 
stress of 16,000#/sq. in. in bending only upon the assumption that they 
are properly stayed laterally so that the compression flanges will not 
buckle. Such lateral support may be furnished by wooden flooring or 
sheathing, by any form of solid floor construction, by masonry walls. 



by tie rods, by special struts, by lattice bars or tie plates, by separators, 
diaphragms, etc. In the absence of some such support the allowed unit 
stress should be reduced according to the ratio of the distance ([) between 
lateral supports to the extreme width of member (6). The American 
Railway Engineering Association specifies that the maximum stress in 

the compression fibers must not exceed 16,000 — 2OO7. For the sake 

of comparison, numerical values are tabulated below for this reduction 
formula, and also for the formulas recommended by R. Fleming * of 
the American Bridge Company, by the Carnegie Steel Company, and 
by the Cambria Steel Company. No value should exceed 16,000. 

Unit Stresses tor Beams without Lateral Support 



Ratio 
b 


A.R.E.A. 
16,000-200^ 


FJeming 
19,000 - 250 J 




Carnegie 

19,000 - 30o[ 



Cambria 
18,000 
P 
^ "*" 30006 » 


6 
10 
15 
20 
25 
30 
35 
40 


15,000 
14,000 
13,000 
12,000 
11,000 
10,000 
9,000 
8,000 


16,000 
16,000 
15,250 
14,000 
12,750 
11,500 
10,250 
9,000 


16,000 
16,000 
14,500 
13,000 
11,500 
10,000 
8,500 
7,000 


16,000 
16,000 
16,000 
15,880 
14,900 
13,850 
12,780 
11,740 



3. Beams which are subjected to a lateral thrust should receive special 
consideration. For example, a floor beam next to an elevator shaft or 
other opening may receive the thrust from a brick or tile floor arch on 
one side only. Intermediate beams have the thrust of one arch largely 
counterbalanced by that of the arch on the opposite side. The thrust 
of an arch at the ends of the arch span is equal to the maximum total 
compressive stress and this must be counteracted by the tension in tie 
rods or by the lateral resistance of the beams. Concrete floor slabs are 
usually reinforced so that no thrust on the beam need be considered. 
In deriving an expression for thrust in pounds per Unear foot of beam 
* Engineering News, April 6, 1916. 
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let us assume an equal tension T in the tie rods, also in pounds per linear 
foot of beam. These equal forces constitute a couple, and the perpen- 
dicular distance between them is the effective depth of the arch h in 
inches. The resisting moment Th must equal the bending moment on 
the arch due to a vertical load of U' pounds per square foot for a span 

of X feet center to center of beams, thus: Th = 12-^ l-^V whence the 

3 U' X^ 
thrust T = — ^T — ■ For fiat arches commonly used, the effective depth 

may be taken 2.4" less than the depth of the arch. A beam without 
lateral support must be designed so that the combined fiber stress due 
to vertical bending and to lateral bending will not exceed the allowed 
stress per square inch (16,000). A beam somewhat larger than the size 
required for vertical forces alone should be assumed and then investi- 
gated. The fiber stress due to vertical' forces may be found by equating 
the bending moment of vertical forces to the resisting moment and solv- 
ing for /, the section modulus of the assumed beam being known. Simi- 
larly, the fiber stress due to lateral forces may be found, the bending 
moment being found for the uniformly distributed thrust T (see above) 
and for the proper length between supports. The section modulus must 
be taken about an axis parallel to the web. Values for this S2 for channels 
are given on page 323. Values for I-beams may be obtained from 1 2 
(page 322) and from c which is one-half the flange width. (Note that 
c for channels is the distance from the center of gravity to the further 
edge of the flange.) If a beam is supported by tie rods it becomes a con- 
tinuous beam. By the Theorem of Three Moments an expression * may 
be found for the maximum lateral bending moment in terms of the thrust 
T and the panel length B between rods. If only one rod is used in the 

center of the span L, the bending moment is" 



8 



if two rods are used 



making three equal panels of B feet the bending moment is 



TB^ 
10 ' 



rods are used making four equal panels the bending moment is 



if three 
28 ■ 



* See Johnson-Bryan-Tumeaure's "Modern Framed Structures," Part II, John 
Wiley and Sons, Inc., New York. See also footnote, page 193. 



1. Shear. — After a beam is designed to give proper resistance to 
bending, its resistance to shear should be investigated. The size of the 
beam wiU seldom be increased as a result of this investigation, neverthe- 
less it should be disregarded only by a man of experience when he is con- 
fident that no increase will result. The intensity of vertical shear at any 
point of a beam is equal to the intensity of horizontal shear at the same 
point,t much as the vertical and the horizontal water pressures at any 
point in a tank of water are equal. This intensity is not uniform through- 
out the cross section but is zero at the extreme fibers and maximmn at 
the neutral axis. The maximum shear intensity in any beam should 
not exceed the allowed unit stress either in horizontal shear or in vertical 
shear. For steel the allowed stresses are equal, but for wood the value 
specified for the " longitudinal shear in beam " is considerably less than 
for the transverse shear. For any cross section of a rectangular beam 
the maximum shear intensity is three-halves of the average shear in- 

3F 
tensity, or i; = ^7-^, in which v = maximum horizontal or vertical shear 

intensity in pounds per square inch, V = maximum shear for the section in 
pounds, b and d = the breadth and depth of the beam in inches. This ex- 
pression may be derived in the following manner. In Fig. 198 are shown the 
horizontal forces acting in the fibers of a beam cut by a transverse section. 
Let a similar section be passed at a small distance x from the first section. 
Let /i = the unit stress in the extreme fiber at the first section, 
/2 = " " " " " " " " " second " 

c = ^ = the distance from the neutral axis to the extreme fiber. 

mi = fis = the bending moment at the first section, 
ms = fiS = " " " " " second " 

wia = mi + Fa; (page 189 : 1), the shear virtually being constant between 
sections, 

s= -g- (page 199:3). 

fi -fi = the increase in stress in the extreme fiber within the distance x. 

t See Kirkham's "Structural Engineering," McGraw-Hill Book Co., Inc., New York, 
Fuller and Johnston's "AppUed Mechanics," Vol. II, John Wiley and Sons, Inc., New 
York, or similar books. 
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There is a proportionate increase in every fiber between the extreme 
fiber and the neutral axis. The longitudinal shearing stress at the neutral 
axis for the distance x per unit of breadth is the sum of the increases in 
stress in all these fibers. This sum is equivalent to the area of a triangle 

of which the base is U - /i and the altitude ^. The shearing stress per 

square inch or the shear intensity is equal to this sum divided by x, or 






IhcPx 



2hd' 



The general expression* for the shear intensity at any point of a beam 

Vq . . 

of any cross section is ?> - -jr, in which q = the statical moment about 

the neutral axis of that portion of the cross section between a horizontal 
plane through the extreme fiber and a horizontal plane through the given 
point, and b = the breadth of the beam where cut by the latter plane. 
The statical moment is the product of the area of the portion of the cross 
section referred to by the distance from its, center of gravity to the neutral 
axis. Thus the expression for the maximum shear intensity at the center 
of a rectangular beam may be found from the general expression as 



follows: 



V = 



-. bd d 
F X-2 X I 



6# 
12 



X 



3F 
2bd' 



For beams of circular cross section the 



maximum shear intensity is four-thirds of the average intensity or 

V = r- — - = - — - in which d and r = the diameter and the radius of the 

beam in inches. For I-beams and channels there is no convenient expres- 
sion for the maximum shear intensity, nor can the intensity be found 
without considerable computation. f For all practical purposes, however, 
it is sufficiently accurate to use an approximate method which can be 
applied much more easily. The web must furnish most of the resistance 

* See Fuller and Johnston's "Applied Mechanics," Vol. II, John Wiley and Sons, 
Inc., New York. 

t See Fuller and Johnston's "Applied Mechanics," Vol. II, John Wiley and Sons, 
Inc., New York, or the Carnegie Steel Company's "Pocket Companion." 



to shear because the flange areas are concentrated near the extreme fibers 
where the shear intensity is small. The maximum shear intensity for 
an I-beam or a channel may be found by dividing the maximum shear 
V by the area of the straight portion of the web between the flanges. 
This area is equal to the web thickness multiplied by the tangent dis- 
tance {d-2k from the tables) between the curved fillets. 

1. Bearing. — A beam which rests upon its supports must have suf- 
ficient bearing area to properly distribute the pressure of the beam on 
the supporting wall, beam, or column. A beam which rests upon ma- 
sonry walls usually has a steel or cast-iron bearing plate to provide 
greater bearing area. The design of such a bearing plate is explained in 
Chapter XLIII, page 288. The bearing is not a determining factor in 
other methods of support for steel beams, such as connection angles with 
rivets. The bearing does play an important part in the design of wooden 
beams because it may determine the width of the supported beam or the 
width of the beam or column which supports it. The bearing area or the 
horizontal area of contact between a beam and its support must be 
large enough to prevent the fibers from crushing. The allowed pressure 
per square inch is the unit stress in " crusliing " or compression at right 
angles to the grain. The total pressure is equal to the maximxmi reaction 
which can be caused by the full dead load (including the weight of the 
beam) and the live load. The required bearing area is found by dividing 
this total pressure by the unit stress in crushing across the grain. The 
necessary length of bearing or the distance which the beam must project 
onto the support is found by dividing the bearing area by the width of 
the supported beam. If two beams are supported at the same point 
of a supporting beam, the width of the latter must be sufficient to furnish 
the proper length of bearing for both beams. Sometimes two narrow 
joists or beams overlap so that each may bear on more than one half the 
width of the supporting beam. 

2. Deflection. — The amount of vertical deflection is an important 
consideration only in the design of beams which support tile or concrete 
floors, plastered ceilings, shafting, etc. If the deflection exceeds a cer- 
tain amount, unsightly cracks are liable to result in the floors or ceilings, 
and free action of the shafting or other moving parts may be impaired. 
Certain limiting ratios of the depth to the length of a beam can be found, 
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above which a beam will not have excessive deflection. By means of 
these ratios the designer can properly design beams without further 
investigation for deflection. Accordingly, the theory of the elastic curve 
wiU not be developed here,* but sufficient formulas will be given to enable 
the student to determine the amount of deflection in the average beam. 
In all of these expressions, L = the effective length of the beam in feet, 
I = the same in inches, P = the concentrated load in potmds, U = the 
unit load uniformly distributed in pounds per linear foot, W = the cor- 
responding total load uniformly distributed in pounds, I = the moment 
of inertia of the cross section in inches*, and E = the modulus of elas- 
ticity in poimds per square inch. The modulus of elasticity for steel is 
29,000,000; values for different kinds of wood are given on page 320. 
The maximum deflection in inches at the center of a simple beam under 

bWl^ 4:5UL* 
a full load uniformly distributed is „. = , and under a single 

Pl^ 36PL3 



load concentrated at the center is. 



The maximum de- 



end only under a full load unifoi-mly distributed is 



48EI EI 

flection in inches at the free end of a cantilever beam supported at one 

Wl^ 216 UL* 

8EI " EI ' 

PP 576PL* 
and under a single load concentrated at the free end is ^r^j^ = —^^ — ■ 

For beams with combined loads the deflection due to concentrated loads 
and imiformly distributed loads may be added. It has been determined 
experimentally that plaster will crack when the deflection is more than 
■j^ of the span, and this value appears in many specifications. If we 



equate 



12L ^ 45 UL* 

to 



or to 



36PX» 



and eliminate U or P as explained 



360 "" 2EI EI 

below, we can solve for the corresponding ratio of the depth to the length. 



By equating ttib = 
2/7 



12 UI/ \2PL 
or — : — 



to WlK = =^— = 
C 



2// 



we find U 



4/1 



and P 



ML' 



By substituting these values above and also E = 29,000,000 



* See Fuller and Johnston's "Applied Mechanics," Vol. II, John Wiley and Sons, 
Inc., New York; or Kirkham's "Structural Engineering," McGraw-Hill Book Co., Inc., 
New York. For diagrams by C. A. Ellis, see Engineering Record, Jan. 15, 1916. 



and / = 16,000, we can solve for -^ = t. In this manner we find that 

for simple steel I-beams or channels designed for a unit stress of 16,000#/sq. 
in. in bending, and a modulus of elasticity of 29,000,000#/sq. in., the de- 
flection wfll not exceed ^^ of the span if the depth is at least -^ of the 
span for a uniformly distributed load or at least ^ of the span for a 
single concentrated load at the center. In other words, the length in 
feet should not be more than two (or two and one-half) times the depth 
in inches. Other ratios can be derived in a similar manner as required. 
When a beam is subject to shocks or vibrations the depth should not 
be less than -^ the span. I-beam stringers for railway bridges should 
preferably have a depth not less than -^ of the span. When the depth 
cannot fulfill the above conditions the beam should be made enough 
stronger so that the deflection will not be greater than if a beam of the 
required depth were used. Roof purlins may usually have a depth of 
only ^ of the span because the maximimi load is seldom/ if ever, reahzed. 

1. The principal points of this chapter are illustrated by the following 
tjrpical problems. 

First Problem — Wooden Beam. — Design a 12-foot Norway Pine beam for 
a building, to resist a bending moment of 12,600#ft. and a shear of 4,200#. 

12,500#ft. = bending moment of superimposed loads 

400#ft. = -^ X 6^ = bending moment due to weight of beam 
(6 X 12 assimied; see page 319 for weight) 
12 X 12,900 = 1,200s (for unit stress in bending, see page 320) 
129 = s. 

Counting the actual dimensions \" scant, this calls for a 6 X 12, the 

section modulus for a 5| x llf being 132. 

4,200# = shear due to superimposed loads 

150# = 24 X 6 = shear due to weight of beam 

cnji, ■ 3 X 4,350 " . ,. . . . 

97#/sq. in. = 2 x 5 75 x 11 75 ^ "^^ ^" ^""^ shear mtensity (page 202:1). 

This is safely under the 150 allowed for longitudinal shear in beams 
(page 320). 

3-3" = 230 X 5 75 ^ *^^ length of bearing required. 
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Second Problem — Wooden Beam. — Design a Long Leaf Yellow Pine 12 x 12,800 = 16,000s (for unit stress in bending, see page 317) 
(abbreviated LLYP) Highway bridge beam 20 feet long to support a 
uniformly distributed load of 250#ft. 



8 X 12 
30#/ft. = — ^ — = weight of beam 8 X 12 assumed (page 200 : 3) 

14,000#ft. = ?^_±250 ^ ^Q, ^ ^^^^j ^^ 

12 X 14,000 = 1,630s 

104 = s which calls for a 6 X 12 or an 8 X 10 although both are 
large. 



9.6 = s. 

Either a 7" I 15# (page 322) or a 9" U 13J# (page 323) can be used. 
Note that an 8" LJ 16j# is strong enough, but it weighs more and is not 
so readily obtained (page 200 : 2). 

4,200# = shear due to superimposed loads 

90# = 15 X 6 = shear due to weight of 7" I 15# 
4,290 



3,270 = 



.25(7 - 2 X I) 



= shear intensity which is safely under the 



-Since a 6 X 10 is nearly large enough it should be tried because the 10;|^00#/sq. in. allowed for beam webs as well as for girder webs (page 
reduced weight may reduce the section modulus sufficiently. 



20 = — r. — = revised weight 



4 = 



(30 - 20) 10^ X 12 



317). 

Fourth Problem — Investigation. — Find the safe load concentrated at 
the center which a 15" I 42# 30'-<)" can support. Also find the maxi- 
mum deflection. The section modulus is 58.9 in.' and the unit stress 



= the reduction in s. 



2 X 1630 
100 = 104 - 4 = the revised section modulas. A 6 X 10 can there^ 
fore be used. 
2,700# = (20 + 250)10 = maximum shear. 

68#/sq. in. =-;r — -^ — — = maximum shear intensity which is safely under *'^® beam is -2" X 15 . Hence 

^ X O X JLU 

2 .. ^^^) = 16, 

9,840# = P. 



is 16,000#/sq. in. The reaction for a load P at the center is -^ and the 

p 

bending moment x- x 15. The bending moment due to the weight of 

42 



1.2" = 



the 150 allowed. 
45 X 270 X 20^ 



^hVU 



2 X 1,610,000 X 500 1E1 



the maximum deflection. 



12(|xl5 + ?Xl5M 



000 X 58.9 



^ , ^ ^ . , n^„ 36 X 9,840 X 30' Z^PU , „ ^. , , . x j , , 

Third Problem — Steel Beam. — Design a steel beam to satisfy the -75" = 29 000 000 X 442 " ~£7~ " deflection due to concentrated load. 

45 X 42 X 30* 



conditions of the first problem above. 

12,500#ft. = bending moment of superimposed loads 
300#ft. = Jjj^ X 6^ = Mb of assumed weight of beam 



•^^ 2 X 29,000,000 X 442 
.81" = total deflection. 



45C^* 
2EI 



= deflection due to weight of beam. 



CHAPTER XXXII 

THE DESIGN OF TENSION AND COMPRESSION MEMBERS 

Synopsis: The principles of design are given for the more common types of tension 
and compression members and for lattice bars. No 'attempt has been made to cover 
the practical points which must be considered in the design of a complete structure. 



1. The structural designer must take into consideration many practical 
points. He must not design each member independently of other mem- 
bers, but he must so proportion all the members that they will form the 
best complete structure. He must consider not only the strength and 
the appearance of each member, but he must also anticipate the details 
so that the member can be fabricated and connected to other members 
to the best advantage. The design of complete structures is outside 
the scope of this book,* but the fundamentals of design are here given 
inasmuch as the draftsman is often called upon to design simple members. 

2. A tension member is designed to transmit tensile stresses in a direc- 
tion parallel to its principal axis; the stresses which are transmitted by 
a tension member tend to elongate that member. A compression member 
is designed to transmit compressive stresses in a direction parallel to its 
principal axis; the stresses which are transmitted by a compression 
member tend to shorten that member. Sometimes forces are appUed to 
either tension or compression members which tend to bend them trans- 
versely. Such members must be designed for stresses due to both bending 
and direct tension or compression. , 

* For more complete treatises see Johnson-Bryan-Turneaure's "Modern Framed 
Structures," Vol. Ill, John Wiley and Sons, Inc., New York, for bridges and roof trusses; 
Ketchum's "Mill Buildings," McGraw-HiU Book Co., Inc., New York, for mill building 
construction; Burt's "Steel Construction," American Technical Society, Chicago, for 
office building construction; Kirkham's "Structural Engineering," McGraw-Hill Book 
Co., Inc., for bridges, mill buildings, and office buildings; and Kunz's "Design of Steel 
Bridges," McGraw-Hill Book Co., Inc., for viaducts, movable bridges, arches, canti- 
levers, etc. 



206 



3. The area of cross section is an important factor in the design of 
either a tension or a compression member, whUe the form of cross sec- 
tion is of special importance in a compression member. A tension 
member is equally strong whether the cross section is in the compact 
form of a circle or rectangle, or in the more open form of a hoUow pipe 
or similar section, provided the area is the same. A compression member, 
on the other hand, is stronger if the metal is distributed so that the 
member is less hkely to buckle or bend imder compression. Thus a small 
rod would not resist so much compression as would a hollow pipe contain- 
ing the same amount of metal. Cast iron columns, for example, are made 
hoUow for this reason. 

4. Effect of Rivet Holes. — A tension member is weakened by having 
holes punched in it for rivets. A compression member is not weakened 
in the same manner, provided the rivet holes are completely filled with 
either shop or field rivets. The reason for this difference is that the 
rivets are in contact with the metal surrounding the holes, but they are 
not attached to this metal. The rivets in the holes can therefore transmit 
compressive stresses from one side of the hole to the other much as the 
original metal would, but the rivets cannot prevent the member from 
pulling away from them when the member is subjected to tensile stresses. 
Rivets are compressed in driving, so the effect of cooling is to reduce the 
resulting pressure in the rivets rather than to shrink them so they are 
no longer in contact. Bolts, however, do not completely fill the holes. 
Any bolt holes, or holes left open, should be considered in determining 
the effective area of a compression member, provided they occur where 
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there is considerable tendency to buckle. In a tension member it is 
assumed that the total stress is distributed uniformly over the net area; 
in a compression member it is assumed that the total stress is distributed 
uniformly over the whole gross area, except as provided in the preceding 
sentence. These assumed conditions are not always fulfilled, particu- 
larly when the end connections are not properly designed; but the 
assumptions have proved sufficiently accurate for the design of such 
members as are discussed in this chapter. 

TENSION MEMBERS 

1. A tension member must be so designed that it is strong enough at 
its weakest point to carry the total stress. Some of the lightest tension 
members are made of round or square rods. Different methods are 
employed for fasteniijg these rods to other members, as illustrated on 
page 316. 

2. A loop rod is made by bending the end of a rod back upon the rod 
and forging it to form a loop (page 316). The loop is shaped to fit 
around a pin such as a cotter pin (Fig. 279) or a larger pin (Fig. 278 (6)). 
The loops are made stronger than the main part of the rod, so that the 
designer simply has to determine the size of the rod. Both round and 
square rods are used for loop rods. The required area of cross section 
is found by dividing the total stress by the allowed unit stress. From 
the table on page 315 the diameter of a commercial size of round rod may 
be selected with an area (second column) which equals or exceeds the 
required area. The size of a square rod may be found by taking the 
square root of the area or by using tables of square rods found in 
the handbooks of the different steel manufacturers. The sizes most used 
are multiples of ^". 

3. A clevis is a forging made with two loops between which a con- 
necting plate is inserted and held in place by a cotter pin. The clevis 
is made to screw on the end of the rod like a nut, a right-hand thread 
being used at one end and a left-hand thread at the other so that when 
the rod is turned it is tightened. Clevises are used less frequently than 
formerly because of the relatively high cost. 

4. The form of rod most used is the round rod threaded at the ends 
for nuts, as shown in the different types of connection on page 316. The 



effective area of the rod is reduced when a thread is cut and a corre- 
spondingly larger rod must be used so that the least area at the root 
of the thread will be sufficient. In most cases a larger rod is used for 
the entire length. The ends of some of the longer rods are upset in the 
forge shop to a larger diameter so that after the threads are cut the 
strength at the ends is slightly greater than the strength of the main 
portion of the rods. The diameters and lengths of standard upset ends 
are given on page 315. The design of an upset rod is the same as for a 
loop rod, only the main portion of the rod being considered. The table 
of root areas for the upset ends may be used in the design of rods which 
are threaded without being upset. For example, let us design a rod to 
carry a stress of 7,500# at a unit stress of 16,000#/sq. in. The net area 
must be at least 0.47 sq. in. = 7500 -^ 16,000. The diameter of a rod 
with a root area of 0.55 is 1", which must be used as the next smaller 
rod has a root area of only 0.42. Note that a loop rod or an upset rod 
used under these conditions need be only |" in diameter for the gross 
area is 0.60. The asterisks indicate that rods less than 1" are not as a 
rule upset. The asterisks have no significance when the table is used 
for threaded rods not upset. In order to obtain the root area for any 
multiple of |" between f and 3 it becomes necessary to use the following 
values to supplement those in the table: 



Diam. of 


Area as 


Upset 


Root of Thread 


H 


0.69 


i| 


2.05 


2f 


4.62 



5. Eye bars are used for the tension members of pin-connected bridges. 
The ends are upset and punched, as shown in Fig. 40 (d), and then the holes 
are accurately bored to the proper size and at the proper distance apart. 
The heads are made the same thickness as the rest of the bar, and they 
are designed to fully develop the main body of the bar so that no bar 
tested to destruction should fail in the head. The design of an eye bar 
is therefore quite simple. Eye bars are usually arranged in pairs to keep 
the forces on the pins S3anmetrical. The depth or width of an eye bar is 
usually determined by the size of other eye bars and of other members 
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in the bridge. The thickness of each bar and the number of bars are 
determined by the required area of cross section, which is foimd by 
diA^ding the total stress by the unit stress. The thickness of each bar 
is usually between 1" and 2"; 2" is the maximum thickness, while the 
TniTiimnm thickness differs with different widths of bar and with different 
.sizes of pins as indicated in the handbooks of the steel manxifactm-ers. 
Between these limits the thicknesses vary by one-sixteenth of an inch. 

1. Riveted Tension Members.^ — Tension members other than rods 
and eye bars are usually made of angles, channels, plates and angles, 
or plates and channels. One or two angles are used for the hghter mem- 
bers, as for example, those in latticed girders (Fig. 110), roof trusses (Fig. 
116, or bracing (Fig. 140). Foiu- angles are often used, as in the diagonal 
of Fig. 143. The component parts of a member must be fastened to- 
gether to distribute the stress so that each part receives its share. Two 
angles are fastened at intervals by stitch rivets (page 69:4). Four angles 
may be fastened by batten plates, by lattice bars, or by continuous 
plates (Fig. 125, 122, or 126); continuous plates may be coimted as part 
of the effective cross section. 

2. The strength of a tension member is proportioned to the least net 
area of cross section, as explained on page 206:4. Riveted tension mem- 
bers are usually connected to other members by means of connection 
plates, and the least net areas are most often fomid through the holes 
for the rivets which connect the members to these plates. The weakest 
section of an ordinary hght tension member is a cross section through 
the largest number of rivet holes. Compare page 209:1. The net area 
of this section is found by combining the net areas of the component 
parts. The net area of each part is found by subtracting the area of 
cross section of the holes from the gross area found from the tables. The 
area of cross section of a hole; is the area of a rectangle, not of a circle 
(Fig. 221) ; it is the product of the diameter of the hole and the thickness 
of metal. The diameter of the hole in designing is taken J" greater than 
the nominal diameter of the rivet. The hole is actually punched only -^" 
larger, but the metal aroimd the hole is damaged during the process of 
punching so that it cannot be counted upon to carry the full stress per 
square inch; the practically universal method of taking this into account 
is to deduct an additional iV", calling the hole i" larger than the rivet. 



The areas of holes are tabulated on page 303; these areas may be used 
in finding the net areas of angles, channels, or other shapes. The net 
areas and the strengths of tension members composed of two angles are 
given on page 327; the net areas and strengths of single angles may be 
found by dividing these values by two. The net area of a plate can be 
foimd more conveniently by multiplying the net width of the plate by the 
thickness, since both the area of the plate and the area of each hole are 
proportional to the thickness. The table on page 321 is arranged to 
give both net and gross areas of plates. The net area is foimd opposite 
the net width. Thus the net area of a 14" plate with two holes deducted 
for f " rivets is the same as the gross area of a 12^" plate. 

3. Illustrative Problem. — Investigation. — Let us find the safe load 
of a section composed of 1 PI. 12 x f and 4Ls4x3x| with holes for 
f " rivets, arranged as in C 3, Fig. 137. Unit stress in tension = 16,G00#/sq. in. 

8.60 sq. in. = 4(2.48 - | x |) = the net area of 4 Ls4 x 3 x f 
3.84 sq. in. = (12 - 2 x |)f = the net area of 1 PI. 12 x | 



12.44 sq. in. = total net area 

199,000# = 12.44 X 16,000 = the safe load. 

The net areas should be indicated completely as shown for the sake of 
future reference; this is of special benefit in student work because the 
instructor can mark mistakes in such a manner that the student can 
tell whether he took the wrong number of holes, the wrong diameter, 
or the wrong thickness, or whether he took the wrong value from the 
tables or made an arithmetical mistake. Thus, in the first line are shown 
the number of angles, the gross area of one angle, the number of holes 
deducted from each angle (in this case 1), the diameter of the hole (|" 
larger than the diameter of the rivet), the thickness of the hole (should 
be the same as the thickness of the angles), and the description of what 
the result indicates, i.e., the net area of a given munber of angles of a 
certain size. The gross area is taken from the table on page 303 as 
is also the area of one hole, 0.33 = 1 X f . Similarly, in the second fine 
are shown the full width of the plate, the number of holes, the diameter 
of each hole, the thickness of the plate, and the description of the result. 

4. The design of a riveted tension member is an indirect process 
because the area of the holes cannot be found imtil the thickness of the 
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metal is known. After the required net area is found, the size of the 
section may be approximated and the corresponding actual net area 
may be determined; unless this actual net area equals or exceeds the 
required net area another trial should be made. The final section should 
be the smallest section which will satisfy the requirements. The follow- 
ing tjrpical problems illustrate the design of simple tension members. 

First Problem. — Design a single angle, with a row of |" rivets in one 
leg, to support a load of 30,000# at a unit stress of 15,000#/sq. in. 

2.00 sq. in. = 30,000 -^ 15,000 = the net area required. 

The simplest method is to use the table of net areas for two angles (page 
327) for a value equal to twice the required area. With one hole for 
a j" rivet deducted, the following sections will satisfy the requirements: 
4 X 4 X tV, 3^ X 3i X I, 3 X 3 X i^, 5 X 3 X T^, 4 X 3 X f , 3| X 2i X A. 
If the unit stress were 16,000 the problem would be still further simplified, 
since the stresses could be taken directly from the table and it would 
be unnecessary to find the net area. 

Second Problem. — A hanger is composed of two 8" channels placed 
back to back with a space between them for the insertion of connection 
plates at the ends. They are riveted to the plates by f " rivets placed 
in three rows. The total stress is 100,000#, and the unit stress is 
16,000#/sq. in. Design the member. 

6.25 sq. in. = 100,000 -^ 16,000 = the net area required. 

The gross areas and web thicknesses of channels are found on page 
323. Since the web thickness is not a multiple of yV" it is better to 
use the decimal; with a slide rule this is as convenient as to use the table 
of areas for rivet holes. 

(5.54 sq. in. = 2(3.35 - 3 X i X .22) = the net area of 2-8"L^ lli#) 
6.46. sq. in. = 2(4.-04 - 3 X | X .31) = " " " " 2-8"LU 13f# 

The result of the first trial was too small, so the second trial was neces- 
sary. Two 8" LSJ 13J# would be used. It is a good plan to draw paren- 
theses around all trial designs except the one adopted. 

Third Problem. — Design a 12" splice plate, with four lines of f " rivets, 
to carry a stress of 65,000# at 16,000#/sq. in. 



4 . 06 sq. in. = 65,000 -^ 16,000 = the net area required 

8.50 in. = 12 - 4 X I = the net width of the plate 

i" = .48 = 4.06 + 8.50 = the thickness required. 

Note that the thicknesses of commercial plates vary by sixteenths, and 
unless the resulting thickness is a multiple of j\", the next higher value 
should be used. The length of the spUce plate depends upon the total 
number of rivets required (page 270 : 2). 

1. The least net section is not necessarily a right section. Rivets 
in another line may be spaced so close that a member tested to destruc- 
tion would fail along a zigzag fine, as shown in Fig. 209. The relative 
strength cannot be judged by comparing the full net section along the 
zig-zag line to the net right section, because the unit stress along the 
inclined lines is not the same as along the transverse lines. 
The maximum diagonal tension may be computed from 
the normal and the tangential components of the longi- 
tudinal stress. The minimum stagger which can be used 
without maldng the strength of the member less than at 
the net right section is found when this maximum diagonal 
unit stress equals the unit stress on the net right section. This minimum 
stagger may be found from the diagram on page 305 for different 
diameters of rivets and for different distances between rivet lines. The 
diagram is plotted for the following equation: 

(g d + 

{2 




Fig. 209. 



(I ~ ^) (^ + ^^' + ^•^') =9'+P-{d+^) Vg^ +p 



in which g = the gage or the transverse spacing from center to center of 
rivets (see the figure under the diagram), / = the minimiun longitudinal 
pitch or stagger from center to center of rivets, and d = the nominal 
diameter of the rivets. This equation is based upon theory * which has 
been substantiated by tests on riveted tension splices.f If practicable, 
the pitch should not be less than the proper value foimd from the dia- 
gram. Otherwise, a corresponding reduction in the net section must be 
made, as explained in the next paragraph. Unfortunately, the importance 

* Adapted from a similaj- expression derived by V. H. Cochrane in the Engineer- 
ing News, April 23, 1908. See also the Engineering News, May 6, 1915. 
t "Versuche im Eisenbau," Berlin, 1915. 
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of this requirement is not yet fully realized by all designers and writers 
of specifications. 

1. Working Rule for Effective Net Section. — Obviously, holes that 
are staggered do not weaken a member as much as if the holes were all 
in the same right section. If a hole is as far from a given right section 
as the minimum stagger determined from the diagram (see preceding 
paragraph) it has no effect upon the strength; if the hole is placed in 
the right section the net section is reduced by the full area of the hole; 
if the hole is between these limits the net section is reduced by a fraction 
of the area of the hole. From the theory upon which the formula of the 
preceding paragraph is based may be found this fractional part of a rivet 
hole which should be deducted in order to give the actual effective net 
section.* This method is too cumbersome for general use, but approxi- 
mately the same results may be obtained by means of a practical working 
rule t which is recommended; all variations are on the side of safety. 
This rule is as follows: " The net section of a plate or shape shall be defined 
as the least section obtainable across the rivet holes, square or zigzag, taking 
every net distance in a diagonal direction at 85% of the value, except where 
85% of the distance is less than the square projection, in which case the latter 
shall be used instead." The application of this rule may be illustrated 
by a 12 X 2 plate with holes for |" rivets, as shown in Fig. 209; the 
transverse spacing is 3" with IJ" edge distances and the longitudinal 
spacing or stagger is 2". The net area of a right section is 5.00 sq. in. 
= (12 — 2 X l)i; if the rivets were placed in the same row the net area 
would become 4.00 = (12 - 4 x 1)^. Since the stagger is less than the 
minimum of 2| foimd from the diagram on page 305 (for a gage of 3"), 
the effective net area must fall between 4 . 00 and 5 . 00 sq. in. The net 
area outside of the outer holes is 1.00 = 2(1| - f)J and the net area 
between the inner holes is 1.00 = (3 - 1)^. , The diagonal distance from 
center to center of holes is 3.60; this may be determined graphically 
from a full-sized layout, from the diagram on page 312, or from 
a table of squares. Eighty-five per cent of the corresponding net area 
is 1.11 =0.85(3.60-1.00)1; this is not less than the " square projec- 
tion " 1.00 = (3 - 1)J, so two such areas should be combined with the 

* Derived by T. A. Smith in the Engineering News, May 6, 1915. 

t Developed by D. B. Steinman, in the Engineering News-Record, June 14, 1917. 



net areas already foimd to make the total effective net area 4.22 sq. in. 
= 2 X 1.11 + 1.00 + 1.00.' It should be noted that the rivet spacing 
is a prerequisite to the application of this rule, and the designer must 
anticipate the details. He must assume the niunber of rivets in a right 
section and also the minimum stagger; these are sometimes apparent, 
but usually he must either specify them to the draftsman or else indicate 
the least net area for which a member is designed so that the draftsman 
can space the rivets accordingly. The design of some of the smaller 
members may be simplified by considering all holes in the same right 
section, unless they can be spaced at the minimum stagger determined 
from the diagram; if only one or two additional holes are involved, par- 
ticularly if the stagger is small, very httle metal is thus wasted. 

2. In the preceding paragraphs, the least net section is considered to 
be found within the portion of a member which is subjected to the full 
stress. A smaller net section may be safely used near the ends of a 
member where part of the stress has been transmitted to the connection 
plates by means of rivets. In this way the size of the connection plates 
may be reduced. For illustration, let us consider the strength of the 
member LO-2 Fig. 125. The least net section designed to take the full 
stress is 30.12 sq. in. = 2(21 - 4 x 1)A + 4(3.25 - 1 x i) found through 
the four shop rivets (in each web) near the right end where the 14 x t^ 
fillers begin. In the connection at the left end of the member, the net 
area through the three field rivet holes at the right of the group must 
be sufficient to take the full stress also. A smaller net area may be used 
two spaces to the left of this section, because the stress has been reduced 
by the strength of ten field rivets in single shear or 60,100# (page 310). 
Two rivets in the bottom batten plate come within IJ" of this new sec- 
tion; the minimum stagger from the diagram is 2f", found for a gage 
of 3f = 2J + 2| - |. If these rivets are counted in the same right sec- 
tion, the net area is 28.00 sq. in. = 2(21 - 5 xl) tf + 2(3.25 - 2 x 1 X i) 
-h 2(3.25 - 1 X I). The difference in strength between this section and 
the main section is only 33,900# = (30.12 - 28.00)16,000; this does 
not exceed 60,100, so the arrangement of rivets is satisfactory. Had this 
value been shghtly in excess of the strength of the ten rivets, the net 
area should be found more accurately (preceding paragraph) before any 
change were made in the arrangement of rivets. In hke manner, the 
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net section near the ends of a member may be reduced by changing 
the rivet stagger instead of the number of rivets. The minimimi stagger 
from the diagram should be used for one or two spaces from the edge of 
the plate where the stress is maximum (i.e., towards the center of the 
member), but the remaining spaces may be reduced. As before, the net 
section at any point must be sufficient to carry that portion of the total 
stress that is not already transmitted by rivets. 

COMPRESSION MEMBERS 

1. The design of a compression member is an indirect process in which 
the form and the size of cross section are assumed, and the corresponding 
safe load is compared with the required stress. The result of the first 
trial furnishes a guide for the second assumption. The experienced 
designer can usually approximate the final section in his first assump- 

• tion. Men who have considerable designing to do are equipped with 
more or less exhaustive tables of safe loads of members of different cross 
sections for different lengths.* Tables for struts composed of one or 
two angles are given on pages 330 and 331. No such table should be 
used, however, until the underlying principles are clearly understood. 

2. The strength or safe load of a compression member is found by 
multiplying the unit stress by the gross area of cross section, without 
deducting for holes which are to be filled by rivets (page 206:4). The 
unit stress is not a fixed amount as for tension members, but it varies 
with the length of a member and with the form and area of its cross sec- 
tion. A long member is more liable to bend or buckle than a short one 
of the same cross section. When the area of cross section is distributed, 
it is more effective in resisting compression than when the same amount 
of material is compacted (page 206 : 3) . The unit stress allowed in the 
design of a compression member is determined from a " compression 
formula," " column formula," or " reduction formula." These formulas 
are of two general types, but both depend upon the " ratio of slenderness " 

-, in which I = the unsupported length of member and r = the least 
r 

* See also Ketchum's "Structural Engineers' Handbook,'' or Sample's "Properties 
of Steel Sections,'' McGraw-Hill Book Co., Inc., New York; also the handbooks of 
the different steel manufacturers. 



radius of gyration (see below), both in inches. One type is the "straight 
line formula," as for example unit stress = 16,000 - 70-, which is the 
equation of a straight line. The other type is the " Rankine (or Gordon) 
formula," as for example, unit stress = '-^ , which is the equa- 



1 + 



P 



36,000r2 

tion of a curve. Most specifications and building laws require the use 
of a formula of one of these types, but in many of them different nu- 
merical values are inserted in place of the 16,000 and the 70, or the 12,500 
and the 36,000. The Rankine formula is used less commonly than 
formerly, because the straight line formula is more easily applied and 
gives results which are quite as satisfactory. The formula most com- 
monly used is undoubtedly the 16,000 — 70 -, with a maximum value of 

14,000, which is recommended by the American Railway Engineering 
Association; this has been widely adopted. The unit stresses obtained 
from this formula for different values of I and r are tabulated on page 
328. _ 

3. The radius of gyration is the term appUed to the expression i/-, 

or / = ar^, in which a = the gross area of cross section, and / = the cor- 
responding moment of inertia. The unit stress for any compression 
member without intermediate support is determined by the least radius 
of gyration, which is found from the least moment of inertia. Because 
of the rectangular construction of most structural steel members, the 
least moment of inertia is found about one of two perpendicular axes 
(except for a single angle). Often the axis about which the moment of 
inertia is least may be selected by inspection; otherwise, the moments 
about both axes must be found and compared. Thus for example, the 
moment of inertia and the corresponding radius of gyration of a rectangle 
are obviously less about an axis parallel to the longer side than about 
an axis at right angles to it. Accordingly, a rectangular member would 
buckle first in a direction at right angles to this axis, as is apparent from 
the manner in which an ordinary yardstick bends when compressed. 
The least radius of gyration of a single angle is found about a diagonal 
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axis, as shown in the tables on pages 325 and 326. The radii of gyration 
for members composed of two angles are given on page 329. 

1. The moment of inertia about any axis of a cross section composed 
of several parts is found by combining the moments of inertia of the 
component parts about the same axis, even though the parts are on oppo- 
■site sides of the axes. The moment of inertia 7c of any component part 
about an axis through its own center of gravity is found from a table; 
the moment of inertia I a about any parallel axis AA is found by adding 
to this moment of inertia the product of the area of the compo- 
nent part by the square of the perpendicular distance between the axes, 
or Ia = Ic + ax^. The moments of inertia and radii of gyration about 
perpendicular axes through their own centers of gravity are given in 
the tables for the following sections:* I-beams, pages 322 and 324; 
channels, page 323; angles, pages 325 and 326. The moments of 
inertia of plates about the axis perpendicular to the longer dimension 
are given on page 320. Most of the values used in the design of simple 
steel members are included in this table. Other values may be found 

W . . . 

by proportion or from the expression --^, in which d is the dimension at 

right angles to the axis. In most designs the moment of inertia of a steel 
plate about an axis through its center of gravity parallel to the longer 
dimension is neghgible, but when this moment is transferred to a parallel 
axis, the product of the area by the square of the distance will be con- 
siderable. The distances from the, centers of gravity to the back of 
chaimels and angles are also given on the corresponding pages; these 
distances may be used in finding the perpendicular distances between 
parallel axes. Care should be taken to choose the values for the proper 
axis. For angles, the axis parallel to the longer leg is marked L-L, while 
that parallel to the shorter leg is marked S-S. The diagonal axis about 
which the I and r are minimum is marked M-M. The sub-letters L, S, 
and M are used to distinguish the corresponding values. It is often 
most convenient to find the moment of inertia I a of an unsymmetrical 
section about an axis A A through the center of gravity of one or more 
of its component parts (e.g., the center of webs), and theti to transfer 

* For special rolled column sections in the form of the letter H see the handbook 
of the Bethlehem Steel Company or the Carnegie Steel Company. 



this moment to a parallel axis through the center of gravity of the whole 
section, by subtracting the product of the total area by the square of the 
eccentricity (i.e., the distance between the two axes), or Ic = Ia - a^- 
In transferring moments of inertia from one axis to another there is often 
some confusion as to whether to add or subtract the product of the area 
by the distance between axes. It should be remembered that for any 
given area the moment of inertia is least about an axis through the center 
of gravity of that area. If this moment is transferred to a parallel axis 
it should be increased. Conversely if the moment about a parallel axis 
is known, the moment about the center of gravity may be found by sub- 
traction. The eccentricity of an unsymmetrical section may be found 
by equating the moments of areas. If a thin sUce were cut from a member 
it could be balanced on a thin support along the axis CC through the 
center of gravity. If the support were placed along any other axis AA 
about which the moment of inertia I a is known and from which the 
eccentricity is to be measured, the slice would tend to rotate about the 
support. This tendency is the same whether the section is considered 
as a whole or whether the component parts are considered separately. 
The product of the whole area by the eccentricity should equal the alge- 
braic sum of the products of every component area by the distance from 
its center of gravity to the axis A A. Note that the moments of the areas 
on opposite sides of the axis A A have opposite signs; when the algebraic 
sum is zero the eccentricity must be zero. Some of the quantities are 
used in finding both the eccentricity and the moments of inertia, and the 
computation may be simplified accordingly. 

2. The forms of members depend upon so many practical considera- 
tions that they cannot be discussed here. Single and double angles are 
commonly used for light compression members. Larger sections are 
composed of channels or angles with or without plates. The component 
parts of any member must be held in the proper relative position by stitch 
rivets, tie plates, lattice bars, or continuous plates in order to properly 
distribute the stress. Otherwise each component part is free to buckle 
independently, and the strength of the member is no greater than the 
combined strength of the component parts taken singly. The ratio of 
slenderness for_any part of a member determined by the distance between 
tie plates or lattice bars must not exceed the ratio of slenderness for the 
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entire member determined by its full length. This ^is usually provided 
for without special investigation by the usual method of spacing stitch 
rivets (page 69:4), or tie plates and lattice bars (page 70:1). The 
areas of continuous plates may be included in the effective cross section, 
but tie plates and lattice bars are not considered as part of the main 
section. The arrangement and the spacing of the component parts of 
a member have their effect upon the strength. To illustrate, let us con- 
sider the strength of two angles with unequal legs. If the member 
receives no intermediate support, the longer legs of the angles are placed 
together. This arrangement gives better distribution of metal because 
the radii of gyration about perpendicular axes are kept more nearly 
equal, and the least radius is larger than if the angles were placed with 
their shorter legs together. This is the usual arrangement for struts, 
bracing, and web members of latticed girders and roof trusses. In de- 
, termining the strength of a member with intermediate support, such as 
a chord member of a latticed girder or light roof truss* which is supported 
by web members, there are two different lengths to be considered. The 

unit stress is found from the greatest ratio of slenderness -, and not neces- 
sarily from the least radius of gyration. Since the length between lateral 
supports is usually greater than between panel points, the corresponding 
radius of gyration should also be greater in order to keep the ratios of 
slenderness more nearly equal, or at least so that the larger ratio is mini- 
mum. The angles of such members are thus usually placed with their 
shorter legs together. Each member should be analyzed in this manner. 
Certain practical hmitations are often specified for the thicknesses of 
different component parts of compression members. Common examples 
are (a) that the thickness of web plates must not be less than ^\ the dis- 
tance between the lines of rivets which connect the plates to the 
angles; (b) that the thickness of cover plates must not be less than ^\ 
the distance between the lines of rivets which connect them to- the 
angles or channels; and (c) that the thickness of the angles without 
cover plates must not be less than yV of the outstanding leg of one 

angle. 

1. The following tjrpical problems illustrate the design or the investiga- 
tion of some of the more common compression members. 



First Problem. — Design a single strut 10 feet long to carry a stress of 
50,000if at a unit stress of 16,000 - 70 -. The table of safe loads on 



page 330 is based upon this unit stress, so it may be used directly. 
Under the column headed 10 feet is found the stress 51,000 opposite a 
6x6x5, which would be used. If such a table were not available, a 
table of properties of angles (page 325) must be used. Unless the 
designer is guided by experience or otherwise, he must assume a section 
and then investigate it. He may approximate the section roughly by 
dividing the given stress by a unit stress of 10,000#/sq. in. In this prob- 
lem the required area is approximately 5 sq. in., so a 6 x 6 x yV is investi- 
gated. The least radius of gyration of a single angle about a diagonal 

axis is 1 . 19 in. The unit stress is 8,940#/sq. in. = 16,000 - ^^ ^ ^^^ ^^ , 

which multiplied by the area 5.06 sq. in. gives a safe load of 45,200#. 
This is too small, so the next larger size is tried in a similar manner and 
found sufficient, the safe load being 51,100#. 

Second Problem. — ■ Find the thickness of two 5 x 3f angles to carry 

a stress of 75,000# at 16,000 — 70 - pounds per square inch. The angles 

are 11 feet long and connect to a J" gusset plate placed between them. 

If no other member is connected to this member in such a way as to give 

intermediate support to prevent its buckling in one direction, the longer 

legs of the angles will be connected to the plate and hence be parallel 

and 5" apart. The radii of gyration about both axes appear in the middle 

table on page 329. The approximate area of two angles is 7.5 sq. in. 

= 75,000 -H 10,000. From the areas of two angles in the above table 

this falls between ^V ^-nd 5 inch in thickness. The latter would have a 

70 X 11 X 12\ ^, - 

^-rj 1, the former only 

70,000#, hence 2 Ls 5 X 3| x i would be used. If the angles were f " 
apart the safe load could be taken directly from the table on page 331. 
If neither of these tables were available the radii of gjTation would have 
to be found from the properties of angles (page 325). The radius 
about an axis parallel to the shorter legs is the same for one or two 
angles because the axis through the center of gravity of the member 



safe load of 80,000# = 8.00 16,000 - 



(l6,C 
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passes through the centere of gravity of each angle; thus both the mo- 
ment of inertia and the area are doubled and the radius remains un- 
changed. The moment of inertia about the other axis is 18.8 in^ 
,= 2[4.0 + 4.00(0.25 + 0.91)^] and the corresponding radius is 1.53 in. 
= V'18.8 -=- (2 X 4.00). 

Third Problem. — Find the safe load of a 20-foot column composed 

of two 12 X ? plates and two 10" liJ 15#, 6" back to back, as 

12 500 
shown in Fig. 214 (a). The allowed imit stress = — 



1 + 



P 



36,000r2 



6.00 sq. in. = area of one 12 x i (by inspection, or from 
page 321) 

12 X I (page 320) 

10"U15# 

10" U15# about axis AA 

10"U15# " " BB 



r 



MM 



t 



e 2 



Kg. 214 (a). 



72.0 in^ = I " 
4.46 sq. in. = area " 

66.9 in' =7 
2.3 in^ = " " 



0.64 in. = dist. from b. of web to c. of g. 



(page 323) 



1,33.8 = 2 X 66.9 = J of 2 lU about AA 

330.7 = 2 X 6.00(5.00 + 0.25)^ = Z of 2 Pis. about A A (neglecting 

the I about axis through c. of g. of PI.) 
464.5 = total / about A A 

122.8 = 2(2.3 + 4.46 x 3.64^) = / of 2 lU about BB 
144.0 = 2 x 72.0 = 7 of 2 Pis. about BB 

266.8 = total 7 about BB 

12.7 in^ = 266.8 -^ 2(6.00 -I- 4.46) = the least r^ 

232,000# = ^^'^In ^^'o?? = the total safe load. 
(20 X 12)' 

■•■36,000 X 12.7 

Note that when the compression formula contains r^ it is unnecessary 
to find r. 



Fourth Problem. — Find the least radius of gjrration for a top-chord 
section composed of 2 web plates 18x §, 1 cover plate 21 x |, two top' 
angles 3 x 3 x f , and 2 bottom angles 4 x 3x |, 
arranged as shown in Fig. 214 (6). It is con- 
venient to select all the necessary areas, moments 
of inertia, and distances to centers of gravity from 
the tables at the outset. The distances may be 
recorded directly upon the sketch. 



9 . 00 sq. in. = area of one PI. 18 X 2 

tc tt tl it a 91 w i 




10.50 
2.11 
3.25 
1.8 
2.4 
5.0 
243.0 
385.9 



Fig. 214 (&). 



m' 



4x3x4 

3 x3 xf about axis through its c. of g. 



" 4x3x1 

" 4x3xi 

PI. 18 X i 

•' 21 X 4 



hor. axis through its c. of g. 
vert. " 
hor. " 
vert. " 



tc It a tt 



tt tt tt tt 



tt tt it tt 



39.22 sq. in. = 2(9.00 + 2.11 + 3.25) + 10.50 = total area 



moment of cover plate 
" 2 top Ls 



99.8 in^ = 10.50 X (9.25 +0.25) 

35.3 " =2x2.11 x8.36 = 
135.1 " =sum 

54.7 " =2x3.25x8.42= " " 2 bottom Ls 

80 . 4 " = algebraic sum of moments about centers of webs. 
2.05 in. = 80.4 -^ 39.2 = e = eccentricity. 



486 in* 
948. 
299 
461 



2194 

165 

2029 



= 2 X 243.0 = 7 of webs about centers of webs 

= 10.50x9.502 or 99.8 x 9.50 = 7 of cover plate 

= 2(1.8 + 2.11x8.362) or 3.6 +35.3x8.36 = 7 of top Ls 

= 2(2. 4 + 3. 25x8. 422) or 4. 8 + 54. 7x8. 42 ^ j ^f bottom Ls 

= total 7 about axis through centers of webs. 

= 39.22 X 2.052 or 80.4 x 2.05 

= total 7 about horizontal axis through c. of g. 



CHAPTER XXXII 



THE DESIGN OF TENSION AND COMPRESSION MEMBERS 



215 



386 in^ = / of cover plate about vertical axis 
882 " =2x9.00x (6.75 + 0.25)2= 7 of webs 
283 " =2(1.8 + 2.11 X 8.142) = 7 of top Ls 
483 " = 2(2.4 + 3.25 x 8.58=) = of bottom Is 
2034 " = total I about vertical axis through c. of g. 
7.2in.= V2029T39T2 = least radius of gyration. 

The table of squares (page 332) may be used to advantage in a problem 
which involves squares or square roots. 

MEMBERS WHICH RESIST BENDING AND DIRECT STRESS 

1. Tension or compression members, such as the top or bottom chords 

of roof trusses or the end posts of bridge trusses, are sometimes subjected 

to transverse bending as well as direct axial stresses. They must be 

designed so that the combined stress in any fiber will not exceed the 

allowed unit stress.* The maximum unit stress due to bending occurs 

fl 
m the extreme fiber; it is found by equating the resisting moment — 

to the bending moment (page 199:2) and solving for /. In an unsym- 
metrical tension member the value c should be taken from the neutral 
axis to the extreme fiber in tension. The unit stress in direct tension is 
found by dividing the total axial tensile stress by the net area of cross 
section. The sum of the unit stress in du'ect tension and the unit stress 
due to bending must not exceed the unit stress in tension allowed by the 
specifications. In an unsymmetrical compression member the value c 
should be taken from the neutral axis to the extreme fiber in compression. 
The unit stress in direct compression is found by dividing the total axial 
compressive stress by the gross area of cross section. In a compression 
member the allowed unit stress is usually a function of the least radius 
of gyration. Opinions differ as to whether the least radius of gyration 
about either axis of symmetry or the least radius of gyration about an axis 
perpendicular to the plane of bending should be used. The use of the 

* Some designers use different unit stresses for bending and for direct stress and 
combine the resulting areas; see Johnson-Bryan-Turneaure's "Framed Structures," 
Vol. Ill, John Wiley and Sons, Inc., New York. 



former is often specified, particularly for bridges, but the resulting margin 
of safety is unnecessarily large when the direct stress is relatively small. 
It is better to consider two different allowed unit stresses in compression 
as explained below. This method of design has been used extensively in 
building work by engineers of repute with apparent satisfaction. (1) The 
unit stress which is determined by the least radius of gyration about an 
axis perpendicular to the direction of bending should not be exceeded by 
the sum of the unit stress in direct compression and the unit stress due to 
bending. (2) The unit stress which is determined by the least radius 
of gjTation of the whole member should not be exceeded by the unit stress 
in direct compression alone. If the radius of gyration used in (1) is also 
the least radius for the whole member, step (2) is unnecessary. 

Illustrative Problem. — Design a horizontal compression member 8 feet 
long which will support a load of 2000# at its center. The direct com- 
pression is 75,000# and the member is composed of two 6x4 angles, 
^" b. to b., with the 4-inch horizontal legs along the top. 

Assume 2 Ls 6 x 4 x tV- From page 329 we find that the area =8.36, 
r = 1 . 92 about an axis perpendicular to the direction of bending, and 
r= 1 . 68 the least radius. From page 325 we find that 7=31.0=2x15.5 
and c = 1.96 = the distance from the. neutral axis to the extreme fiber in 
compression. 

4000#ft.= ^x4=jI/b. 

8,970#/sq. in. = 75,000 - 8.36 = direct unit stress 
, „ 4000x12x1.96 



3,040 
12,010 
12,500 

12,000 



- „ = unit stress due to bending 

= total unit stress 

= 16,000 :r-^^ = allowed unit stress (combined) 



16,000 



1.92 
70 x 8 X 12 



1.68 



= allowed unit stress for com- 



pression alone. 



Since 12,010 is reasonably close to 12,500 (§" angles would be too small) 
and since 8,970 does not exceed 12,000, 2 Ls6 X 4 x tV would be used. 
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LATTICE BARS AND TIE PLATES 

1. The design of lattice bars and tie plates or batten plates for com- 
pression members cannot be theoretically developed. Certain mini- 
mmn sizes based upon the experience of many years are demanded by 
the specifications in common use. These requirements often determine 
the sizes to be used, but the lattice bars must also be large enough to 
carry the stresses found by the method explained below. This method 
of design gives safe results for all members except those of xery large 
structures which should receive more careful consideration. Some recent 
colinnn tests seem to indicate that this method results in lattice bars 
about twice as strong as necessary. 

2. A tie plate should be placed in the plane of even,- system of lattice 
bars as near each end of the member as possible, and wherever the 
lattice system is interrupted. The plates at the ends should extend 
longitudinally at least as far as the transverse distance between the 
lines of rivets which attach them to the member. Intermediate plates 
need be only one-half as large. The rivets in tie plates are usually 
spaced about 3" apart,. The thickness of tie plates should not be 
less than ^ of the distance between the rivet lines mentioned above. 
A plate provided for another purpose may sen-e also as a tie plate 
even though it is not placed in position before erection. Tie plates 
with or without lattice bars are used on tension membere to dis- 
tribute the stresses, although they do not need to be designed to resist 
buckling. 

3. The minimum widths of lattice bars are commonly specified as 
foUows: 2i" for |" rivets, 2i" for |" rivets, and 2" for f" rivets. |" 
rivets are used for latticing flanges 3§" wide or over. One rivet is gener- 
ally used at each end unless the flanges exceed 5" in width, when two are 
used. Double lattice bars are used when the transverse distance between 
rivet lines exceeds 1' 3". The minimiun thickness of single lattice bars 
is :^ of the length from center to center of end holes; similarly 
the minim um thickness of double lattice bars is -^ of the same length. 
The table on page 315 shows the maximum lengths for different 
thicknesses for these ratios and for others which are sometimes 
specified. 



4. Method of Design. — Compression members which are designed 

for a xmit stress of 16,000 - 70 - could be designed for 16,000 the same 

r 

as a tension member were it not for the tendency to buckle. It may be 

reasoned that the term 70 - represents the stress in the extreme fiber 

due to this tendency to buckle. It may fairlj' be assumed that in effect 
this is equivalent to the fiber stress caused by transverse bending forces 
unif ormly distributed, the member acting as a beam. The corresponding 
shearing stresses are taken either by contiuuous plates (as in a beam or 
girder) or by lattice bars (as the diagonals in a latticed girder). The 
stress in each bar may be found accordingly as foUows: 

TTT 2 TJJ^ 

Mb = — c — (P3^6 188 : 2) ; if we let R = -^ = the reaction or maxi- 

mum shear we have Mb = -j- whence ms = -r 

Also I = a?-2 (page 211:3), and /= 70 - (from above). 

r 

Substituting these values in rriB =— (page 199:2), we have K = . 

in which a = the total area of cross section, r = the radius of gyration 

about an axis perpendicular to the plane of the lattice bars, and c = the 

distance from this neutral axis to the extreme fiber. This shear is the 

transverse component of the stress in the lattice bar and from it the stress 

can be determined by multiplying by the cosecant of the angle which the 

lattice bar makes with the longitudinal axis of the member. If this angle 

396 ar 
is 45°, the stress in the bar is . If a member is latticed in two planes, 

the bars in each plane are stressed only one half the above amount. 
Similarly, if a continuous plate is used on one side and lattice bars on the 
other as in chord members, the plate and the sj-stem of bars may each be 
considered to take one-half. Since lattice bars resist both tension and 
compression they must be strong enough for either. Thej' are designed 

for compression at 16,000 - 70 -, for this determines the size. 

r 
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Illustrative Problem. — Design the lattice bars for the top-chord sec- 
tion of the fourth problem on page 214. Since a cover plate is used 
on top, the bottom lattice bars need be designed for only half the bend- 
ing. From Fig. 214 (6) the distance between rivet lines is obviously more 
than 1' 3", so double latticing is required, and therefore the angle of 



inclination is 45° 



„, . , . ,.11 396ar- . 

The maximum stress m one bar is ;; x s X in 

2 2 c 



which a = 39.2, r = 7.2 



y1 



,andc = 11.25 = 6.75 + 0.50 + 4.00. 



/ 2034 
39.2'' 
Substituting these values and solving, we find the stress in one bar 



= 2480#. g" rivets should be used since the 4" angle exceeds 3|", and 
bars at least 2§" wide must be used. The length of each bar from center 
to center of end rivets is 28" = 1.41 x 2(6.75 + 0.50 + 2.50), and 
the minimum thickness is | = H. The area of a 2§ x § is 1.25, and 



the radius of gyration is 0.14 = 



load is 2500# = 1.25 



fl6,000 



/ 



2.5 x0.5« 
12 x2.5 xO.5 



, whence the safe 



70 X 28' 
0.14 



)• 



This is greater than the 



required stress 2480, so the bars are satisfactory. 



CHAPTER XXXIII 

THE DESIGN OF PLATE GIRDERS 

Synopsis: Three methods of designing the main cross section of a girder are pre- 
sented and compared. The discussion of details, such as the lengths of cover plates, 
the spacing of flange rivets, and the sizes of stiffening angles and splices is left for 
subsequent chapters. 



1. Plate girders are designed to meet a great variety of conditions, 
as explained on page 95 : 1. The common forms of cross section are 
shown in Fig. 95, the majority of girders being of one of the first two 
forms. In order to simpUfy the phraseology, most of this chapter has 
been written to apply to horizontal girders with vertical loads, each 
flange being composed of two angles, with or without cover plates. 

2. Analysis of Forces. — The external forces which act upon a plate 
girder must satisfy the three equations of equilibrium (page 183:2). 
If the girder is cut by an imaginary plane, the external forces which act 
on either segment are not in equihbrium by themselves, but they are 
held in equilibrium by the internal forces or " stresses " acting in the 
fibers which are cut by the section plane. The vertical components of 
these forces are shearing stresses; these are resisted by the web, as dis- 
cussed in Chapters XXXIX and XL, pages 266 and 270. The hori- 
zontal components of these internal forces must satisfy the H equation 
of equilibrium provided the external forces are all vertical; thus the 
sum of all tensile stresses (which tend to elongate the girder) must equal 
the sum of all compressive stresses (which tend to shorten the girder) 
as in a beam. The sum of the moments of the external forces which act 
on the segment is the bending moment, and the sum of the moments 
of the internal forces cut by the section plane is the resisting moment; 
these two moments must be equal in order to satisfy the M equation of 
equilibrium. If the point of moments is taken in the section plane the 
moment of the vertical components of the internal forces is zero, and 



only the horizontal components need be considered. The section plane 
is taken at the point of maximum bending moment and the girder is 
designed to furnish the proper resisting moment by one of the methods 
described in this chapter. 

3. The depth of a plate girder is often predetermined by specific re- 
quirements. Within practical hmits, flanges may be designed for any 
depth of girder; as the depth is increased the flanges become lighter, 
and conversely. The most economical depth is from one-seventh of 
the length for short spans to one-twelfth the length for long spans; in 
the absence of other data an average value of one-tenth the length may 
be chosen; the maximum depth is Hmited to about 10'-6" by the over- 
head clearance available during shipment. The depth of the web plate 
is usually made a multiple of 2", and preferably a multiple of 6"; the 
depth from back to back of flange angles i^ usually \" or |" greater 
than the depth of the web (page 95 : 3). 

4. The thickness of the web plate must be such that the strength of the 
web is sufficient to transmit the shearing stresses, as explained on page 
266: 3. The web plate must also be thick enough to furnish proper bearing 
for the flange rivets, as explained on page 255:2. The usual values are 
from 1^" to I" (page 266 : 3) with a minimum value equal to x^ of the ver- 
tical clear distance between flange angles. Usually a value is assumed with 
due regard to this minimum, then the flanges of the girder are designed, 
and finally the strength of the web plate is investigated. If necessary, 
these steps may be repeated until a satisfactory solution is obtained. 
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1. The flanges of comparatively light girders are composetl of two 
angles each. Cover plates are added to the flanges of heavier girders 

"to provide additional flange area where needed; the cover plates, unlike 
the angles, need not extend the full length of the girder, but they may 
be cut off at points beyond which the remaining area is sufficient to carry 
the reduced flange stress, as explained in Chapter XXXVIII, page 259. 
It is not practical to use cover plates unless the outstanding legs of the 
flange angles are at least 5 or 6 inches; the cost of using heavier angles 
would be less than the cost of using cover plates on account of the extra 
punching and riveting. Additional angles or vertical plates may be used 
in the heavier girders, as shown in Fig. 95, c, d. 

2. Flange angles with unequal legs should be used whenever prac- 
ticable; angles with equal legs less than 6 inches are seldom used. 6x6 
angles are used when 6 X 4 x f angles are not large enough, or when the 
.flange rivets in the web legs must be staggered to meet the requirements 

of Chapter XXXVII, page 241. 8x8 angles are reserved for very 
heavy girders; they are not used without cover plates. When unequal 
legs are used, the shorter leg is riveted to the web plate and the longer 
leg is outstanding. In this position the center of gravity of the flange 
is nearer the back of the angle and hence farther from the neutral axis; 
the resisting moment is thus made correspondingly greater (why?). The 
lateral stiffness is also increased by placing the longer legs horizontally. 

3. The cover plates are made wide enough to fully cover the angle; 
plates of commercial widths will usually project beyond the angles. 
18" plates (or 17) are used with 8" angles, 14" plates (or 13) with 6" 
angles, and 12" (or 11) plates with 5" angles. It is convenient to find 
the total thickness of cover plates as if there were only one plate on each 
flange; this total thickness may then be subdivided into the proper 
number of plates. No plate should be thicker than f" nor less than the 
minimum thickness of metal allowed (usually f"). Usually the number 
of plates used is the smallest which will meet these requirements so that 
the cost of handling and punching extra plates may be saved. Full-sized 
holes cannot be punched satisfactorily in metal thicker than f"; they 
must be either drilled or sub-punched and reamed (page 30:2). The 
cover plates should be made approximately of equal thickness, but they 
may differ by tV" when the total thickness is not an exact multiple 



of the number of plates. When plates of different thickness are used, 
the thicker plates should be nearer the angles. 

4. Distribution of Area. — The net area of the flange angles should 
preferably be as large as the net area of the cover plates. In other words, 
the net area of the angles should be 50 % of the area which remains after 
the portion (if any) of the web plate counted as flange area is deducted 
from the total net area required. This requirement is often specified 
in order -to overcome the tendency of a few designers to put considerably 
more than 50% of the area into the cover plates to save metal; this 
tendency might result in angles which are too weak to transmit the cor- 
responding stress from the web plate to the cover plates. 

The auth9r has seen recently a flagrant violation of this specification in an 
existing main-line railroad bridge in which cover plates about 6" thick are connected 
to the web by 6 X 3| X i flange angles. 

In some of the very heavy girders it is impossible to obtain angles 
which are large enough to furnish 50% of the area mentioned, but the 
specifications provide for this contingency by allowing " the largest size 
of angle " to be used. In case no clause appears in the adopted specifica- 
tions * regarding the relative distribution of area, it is the common prac- 
tice to make the area of the angles 50 % of the net area remaining after 
I (or other portion) of the area of the web plate is deducted, provided 
the angles are no thicker than |". Thus, 6x6x1 angles are often used 
even though the cover plates are of somewhat greater area; this is done 
so that the rivet holes in the angles may be punched (see preceding 
paragraph). 

5. The Compression Flange. — It is desirable from the standpoint 
of fabrication to make both flanges of a plate girder alike. Unless the 
top flange is braced transversely to prevent buckling it may have to 
be made of a different cross section. The flange stress is the same in 
the compression flange as it is in the tension flange as will be seen later 
(page 221 :2). The allowed unit stress is less in compression than in 
tension, but the effective area is greater because no deduction need be 
made for rivet holes. The tension flange is usually designed, and the 

* For example, the "Specifications for Steel Railway Bridges," of the American 
Railway Engineering Association, Chicago. 
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compression flange is made like it unless the compression flange is found 
not to have the proper lateral stiffness; the compression flange should 
never be made of smaller gross area than the tension flange. The com- 
pression flanges of bridge girders are usually braced at intervals either 
by lateral bracing (Fig. 142) or by gussets at the floor beam connections 
(Kg. 99); in the majority of cases the two flanges may be made ahke. 
The compression flanges of crane-runway girders are sometimes latticed 
to other girders (page 112 : 6), in which case the flanges may be made 
alike; otherwise the top flange must often be made heavier or wider, 
as shown in Mg. 95 (e) and (/). After the tension flange of a girder is 
designed, the strength of a like compression flange should be investigated. 
The allowed unit stress is based upon the ratio of the width of the flange 
to the imsupported length. The specifications recommended by the 
American Railway Engineering Association state that the unit stress 
per square inch of gross area of the compression flange must not exceed 

16,000 — 200 7 when angles alone or angles with cover plates are used, or 

16,000 - 150 r when angles with channel covers are used; b = the extreme 

width of flange in inches, and I = the distance in inches between lateral 
supports. If the compression flange is not braced, I = the full length 
of the girder. The thickness of flange angles used without cover plates 
should not be less than one-tweKth the length of each outstanding 
leg. 

1. Three Methods of Design. — The flanges of a plate girder may be 
designed by any one of three methods, viz. : Case A, in which the flange 
angles and cover plates are assumed to resist the entire flange stress due 
to bending moment; Case B, in which the resisting moment of the web 
plate is considered; and Case C, in which the moment of inertia of the 
net cross section is used in much the same manner as in the design of 
beams. The method of Case C is given as an alternate method in the 
more modem specifications, but it is not recommended for general use 
on account of the somewhat indirect and laborious calculation involved. 
It is practical only when exhaustive tables are accessible, which give the 
moments of inertia or the section moduli of all types and sizes of girders, 
for different sizes of rivet holes. This method is an application of the 



general formula for flexure, ms = — (page 199 : 2) in which I = the 

moment of inertia of the net cross section. Theoretically the neutral 
axis is not at the center of the web because the tension half of the girder 
is weakened by the rivet holes, while the compression half is not. This 
refinement is not adopted ordinarily, but for convenience the upper half 
is considered like the lower half; that is, the moments of inertia of the 
holes in both flanges and in the whole web are deducted from the moment 
of inertia of the cross section (page 212 : 1). The method of Case B is 
meeting with most favor at the present time, and has been adopted quite 
generally. The results are obtained more readily by means of this 
method than by the more precise method of Case C, and they are very 
nearly the same. The assumption is made that the flange stress is imi- 
formly distributed throughout the whole flange, the resultant acting 
at the center of gravity of the flange. The effective depth is therefore 
the distance between the centers of gravity of the flanges; it cannot be 
ascertained definitely until the sizes of the angles and the cover plates 
are known. This necessitates a trial design, which makes the method 
somewhat more complex than that of Case A. Case B is treated more 
fuUy on page 223 : 1. The method of Case A is comparatively simple 
in appUcation, but it is not well adapted to the design of all girders for 
it would result in a waste of metal in some of the heavier girders. In 
this method the resisting moment of the web plate is neglected, but this 
is compensated for, in part, by the use of an increased depth (usually 
the depth of the web plate). The use of this method gives safe results; 
for girders without cover plates, or for girders with 6x6 angles and a 
single cover plate in each flange, the results are approximately the same 
as those obtained by the method of Case B or C. Until the effect of 
impact from moving loads is better understood so that different speci- 
fications are made more nearly uniform, and imtU there is a closer agree- 
ment between actual loads and those assiuned, the method of Case A 
should give consistently good results for the lighter girders, particularly, 
those mentioned in the preceding sentence. Case A is treated more fully 
below. 

2. The degree of accuracy to be used in computation depends largely 
upon the precision of the given data. Usually loads are expressed to the 
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nearest hundred pounds, and bending moments to the nearest hundred 
pound-feet; bending moments which exceed 1,000,000 pound-feet may be 
expressed to the nearest thousand. In Case A the depth is taken to the 
nearest tenth of a foot, whereas in Case B the effective depth should be 
taken to the nearest tenth of an inch. Net areas should be expressed to 
the nearest tenth of a square inch; this gives consistent accuracy under 
usual conditions. Many designers carry net areas to hundredths, but 
this seems unnecessary; the results are usually identical whether tenths 
or hundreds are used, the difference in thickness never exceeding ^". 
The use of a slide rule is recommended for all computations. 

CASE A 

1. This method is based upon the following assumptions: 
(a) that the web plate resists all the shearing stresses; 

(6) that the flange angles and cover plates carry the whole flange 
stress due to bending moment, the resisting moment of the 
web plate being neglected; 

(c) that the flange stress is uniformly distributed over the whole 
flange area, the allowed average unit stress being that speci- 
fied for the extreme fiber; and 

(d) that the effective depth is taken equal to the nominal depth 
of the girder, which is usually the depth of the web plate. 

2. Theory. — A girder is designed so that the resisting moment of 
the horizontal forces equals the maximum bending moment, as explained 
on page 218 : 2. In the method of Case A, the resisting moment of the 
web plate is neglected; the web plate is virtually a rectangular beam in 
which the horizontal tensile forces and compressive forces are equal 
(page 197:3). From page 218:2 it is seen that the sum of all tensile forces 
equals the sum of all compressive forces, and it therefore follows that 
the total flange stress in the bottom (tension) flange angles and cover 
plates equals the total flange stress in the top (compression) flange angles 
and cover plates. Each of these flange stresses may be represented by a 
resultant force (F), aS" shown in Fig. 221 (a), and the total resisting moment 
is the product of one force F by the perpendicular distance between the 
two forces. (Two equal and opposite forces form a couple and the mo- 



ment is the same for any point of moments.) In this approximate method 
of Case A the distance between the resultant forces is taken for 
convenience as the nominal depth of the girder (usually the depth of the 
web plate Dw). 

This is generally in even inches and often in even half feet. The use of a fraction 
of an inch is not consistent with the assumptions upon which this method is based; 
if the depth between the centers of 
gravity of the flanges is to be used the 
girder should be designed by the 
method of Case B. 

In this method the depth is ex- 
pressed to the nearest tenth of a 
foot, so the resisting moment 
FDw in pound-feet is equated to 
the bending moment Mb in pound- 
feet, thus : FDw = Mb- The 
flange stress is equal to the unit stress multiplied by the net flange area, 

or F = fa. By substitution faDw = Mb, whence a 




Fig. 221 (a). 



Mb 



T^r— . Thus, if we 
jiJw 

divide the total maximum bending moment in pound-feet by the depth in 
feet and by the unit stress in pounds per square inch, we obtain the re- 
quired net area in square inches. The tension flange should be designed 
for this area in the same manner as a riveted tension member (pages 
208 : 2 and 208 : 4) . The maximum number of holes in any one cross section 

is usually as indicated in Fig. 221 (b) for angles 
without cover plates, or as in Fig. 221(c) when 
cover plates are used; if more than one row of 
rivets is used in an angle leg the rivets are 
staggered. The amount of stagger should not 
be less than that specified on page 305 or else 
additional holes should be deducted. As a rule 
there is Uttle difficulty experienced in providing the proper stagger in 
either leg of the angles at the point where the bending moment is maxi- 
mum, but it is not usually feasible to attempt to make the rivets in one 
leg stagger with those in the other leg. The design of girders can best be 
illustrated by typical problems. The solution of the following problems 




Fig. 221 (6). Fig. 221 (c). 
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is adapted to the tables foimd in most handbooks. The solution may be 
simplified by the use of special tables in this book, as explained below. 

1. Illustrative Problem — Case A. — Without Cover Plates. — Design 
an 18-ft. girder, composed of a 24 x f web plate and 6 x 4 Ls, to sup- 




Fig. 222. 

port a load which causes a bending moment of 260,000 #ft. 
and a unit stress of 16,000#/sq. in. 



Use I" rivets, 



80#/ft. 

3200/ ft, 
263,200# ft 



8.2 
8.6 



sq. m, 

sq. in 

95#/ft 

600#ft 



= 31 + 4 X 12 = approximate weight of girder (6 X 4 x f Ls 

assumed) 
= -^ X 9=^ = Mb due to weight (page 188 : 2) 
= 260,000 + 3200 = total Mb 
263,200 



areas given on page 327; thus, after the required net area (8.2) is found, 
the following angles with one f " rivet hole deducted from each angle may 
be selected: 6 x 4 x I, 6 X 3| x A, and 5 X 3J x |. The relative weights 
may be judged from the same table. When the usual unit stress of 

16,000#/sq. in. is specified the problem 
may be still further simplified by the use 
of the stresses given in the same table; 
thus the flange stress may be found instead 
of the net area (131,600#=263,200-=-2), and 
angles selected to give an equal or greater 
stress (137,900 for 2 Ls6 X 4 x i). The 
computation should be arranged preferably 
as shown above, for reasons ^ven on pages 
185 : 1 and 208 : 3. 

2. Illustrative Problem — Case A — With 
Cover Plates. — Design the 60-ft. girder 
shown in Fig. 222 to carry a hve load of 6000#/ft. and a dead load of 
200#/ft. in addition to its own weight. Use |" rivets, and a unit stress 
of 16,000#/sq. in. Assume a depth of one-tenth the span with a web 
plate 72 X T^ (page 218 : 3). 



60-0 c to c. bearings 



16,000 X 2 



total net area required {Dw = 2 ft.) 



= 2(4.75 - I X i) = net area of 2 Ls6 x 4 x i 
= 31 + 4 X 16 = revised weight, using 6x4x5 angles 
95 -80 



2 
600 



X 9^ = increase in Mb 

= increase in net area, which is neghgible. 



16,000 X 2 

By inspection we can see that the next hghter angles would be too 
small. Therefore 2 Ls 6 X 4 x i would be used. If 6 X 4 angles were 
not specified, 6 X 3| or 5 X 3J angles might be tried to see if a reduction 
in the amount of excess area could be used in order to save metal. The 
solution of this problem can be simphfied by the use of the table of net 



107#/ft. 

116#/ft. 

96#/ft. 

300#/ft. 

200#/ft. 
6000#/ft. 
6500#/ft. 

2,925,000# ft. 

30 . 5 sq. in. 
15.9 sq. in. 



= weight of web plate (page 321) 

= 4 X 29 = weight of 6 x 6 x f Ls assumed (page 303) 

= 2 X 48 = weight of 14 x 1 cover plates assumed (page 
321) 

= approximate total weight of girder assumed 

= other dead load 

= hve load 

= total load 

6500 



2 X^O^ 
2,925,000 



16,000 X 6 

= 2(9.73-2x1 X J) 
total) 



Mb (page 188 : 2) 
= total net area required 



net area 2 Ls6 X 6 X | (50 % of 
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14.6 sq. in. = 30.5 — 15.9 = net area required in cover plates 
li" = 1.22" = 14.6 ^ (14 - 2 X 1) = total thickness of cover plates 
360#/ft. = 107 +4x33 + 2x60 = revised weight 
360 - 300 



27,000# ft. 
0.3 sq. in. = 



2 
27,000 



X 30^ = increase in Mb 



increase in net area 



16,000 X 6 

li" =1.24" = (14.6 + 0.3) + (14 - 2 X 1) = revised thickness of cover 
plates (no change) 
f 2 Ls 6 X 6 X f 
^'''l2Pls.l4xf 

This design compUes with the specifications that the net area of the 
angles should be as large as that of the cover plates, although the holes 
in the angles would have to be either drilled or sub-punched and reamed 
(page 30 : 1) . The net area of the angles will seldom equal the required 
50%, so a slight excess will usually result; advantage may be taken of 
this excess by proportioning the cover plates for the remaining area 
instead of for the remaining 50%. The net area of the plate is propor- 
tional to the net width, as explained on page 208 : 2; the required thickness 
of plate is found by dividing the net area- by the net width. The com- 
mercial sizes of plates vary by sixteenths of an inch in thickness; when 
the required plate thickness falls between two sizes, the thicker one should 
be selected. If the total thickness of plate exceeds f " it should be sub- 
divided as explained on page 219 : 3; in this problem two f " plates are 
used. Note that two rivet holes are deducted from each flange angle 
when cover plates are used (page 221 : 2). The solution of this problem 
may be simplified by the use of the table on page 327 from which the 
net areas of angles may be found, and the table on page 321 from which 
the net areas of plates may be found. The net area of a plate of a given 
width is the same as the gross area of a plate whose width corresponds 
to the net width of the given plate; thus, the net area of a 14 x Ij plate 
is the same as the gross area of a 12 x Ij plate, the 12 being the net 
width after two 1" holes for |" rivets are deducted. Subsequent steps 
in the complete design of this girder are given on pages 248 : 1, 263 : 2, 
264 : 3, 268 : 3, and 271 : 2.- 



CASE B 

1. This method is based upon the following assumptions: 
(a) that the web plate resists all the shearing stresses; 

(6) that the web plate also resists part of the bending moment; 

(c) that the flange stress is uniformly distributed over the whole 
flange area, the allowed average unit stress being that specified 
for the extreme fiber; 

(d) that the resultant flange stress in each flange acts at the center 
of gravity of the gross area of the flange angles and cover plates, 
and that the effective depth is the distance between these 
centers of gravity of the two flanges. 

Note that (a) and (c) are the same as for Case A (page 221 : 1), but that 
(6) and (d) differ. 

2. The application of this method involves two more steps than the 
method of Case A. The effective depth depends upon the position of 
the center of gravity of the flange; this cannot be determined until the 
approximate sizes of the angles and the cover plates are found in a trial 
design with an assumed depth. The resisting moment of the, web plate 
is considered; the web plate acts as a rectangular beam, but for con- 
venience an equivalent expression may be derived, so that one-eighth 
of the gross area of the web may be treated as flange area in conjunction 
with the net area of the angles and cover plates. Thus, the general 
method of solution is similar to that of Case A. 

3. Theory. — The flange stress in the angles and cover plates of either 
flange may be considered as a single resultant force F acting at the center 
of gravity. The slight difference in the position of the centers of gravity 
of the net area and of the gross area of the angles and cover plates is 
negligible, so the gross area may be used for convenience. The resisting 
moment of the stresses in the flange angles and cover plates is Fdg (com- 
pare page 221 : 2), in which dg is the effective depth determined as explained 
in the following paragraph. Since the flange stress equals the unit stress 
multiplied by the net area of the angles and cover plates (if any), or 
F = fa', then the resisting moment Fdg = fa'dg. To this must be added 
the resisting moment of the web plate acting as a rectangular beam 
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(page 199 : 3) ; this resisting moment is iftd„^, where t = the thickness 
of the web plate (i.e., the width of the beam) and d^ = the depth of the 
web plate. In this method the effective depth, and the thickness and 
the depth of the web are expressed in inches, so the resisting moment in 
pound-inches must be equated to the maximum bending moment in 
pound-inches, thus: fa'd,, +^td^ = ms- Instead of using the resisting 
moment of the web plate in this form it is found to be more convenient 
to divide it by the effective depth and by the unit stress to give a quantity 
which can be combined with the net flange area of the angles and the 

cover plates to give the total net area, thus: a' 4- \ida \T] = <* = ~7T' 

In this expression the full gross area of the web plate is used, no allowance 
being made for rivet holes; but there will be holes in the web for the 
flange rivets, and usually for rivets in stiffening angles (page 266:2). 
There may be no stiffening angles exactly at the point of maximum bend- 
ing moment, nevertheless they may be placed where the moment is only 
slightly less. The position of the stiffening angles and the spacing of 
rivets cannot be determined until after the girder is designed, so it is 
unpractical to attempt to find the actual net area. Fiuthermore, the 
fraction of the web plate coimted as net area is small compared to the 
net area of the angles and cover plates, so a slight variation will have 
comparatively little effect. For convenience, a general method is used 
which provides for rivets under average conditions. Thus if we consider 
\" rivets to be spaced 4 inches center to center, it means that a 1" 
hole is deducted every 4 inches, leaving 3 inches of metal between; thus 
the net area of the web plate is f of the gross area. The effect of 
this is to multiply the fraction \ in the expression given above by f 
making \. In view of the approximation resulting from the assump- 
tion of the size and the spacing of the rivets, it is consistent and on the 

side of safety to call t- equal to imity. Our revised formula then becomes 



a! -f- \\dw = a 



or 



a' = a — ^td^. 



Thus, from the total net area required we subtract one-eighth of the 
gross area of the web, leaving the net area to be taken by the angles and 
cover plates. 



1. The effective depth is expressed to the nearest tenth of an inch. 
The distance from the center of gravity of the gross area of the flange 
angles and cover plates to the back of the angles is found,* then twic« 
this distance is subtracted from the deptti of the girder from back to 
back of angles to give the effective depth. The depth from back to back 
of angles is not the same as the depth of the web plate, but is usuaUy 
J" greater imless the upper edge of the web plate is unprotected from 
the weather when it is only \" greater (see page 95 : 3). Since the effective 
depth cannot be determined accurately imtil the sizes of the angles and 
the cover plates are known, it is necessary to make a trial design with 
an assumed depth. No convenient rule can be given for selecting the 
proper depth to use, but an experienced designer is guided by the results 
of previous designs. In the absence of more definite information the fol- 
lowing guides may be used. For girders without cover plates the problem 
is comparatively simple because the distance from the center of gravity 
to the backs of the angles does not vary greatly for different thicknesses 
unless the size of leg changes. Thus, if the size of the legs is determined 
or assumed, the distance from the center of gravity to the back of an 
angle of intermediate thickness may be taken from the table on page 
325, and a close approximation of the effective depth may be obtained. 
If angles of imequal legs with cover plates, or if equal-legged angles with 
more than two cover plates are used, the trial depth should be taken 
equal to the depth of the web plate; but if equaJ-legged angles with only 
one or two cover plates are used, the depth should be about 1" less than 
the depth of the web. From the sizes of the angles and cover plates 
found as a result of the trial design the corrected effective depth should 
be foimd to the nearest tenth of an inch. The bending moment due to 
the weight of the girder should be revised also, and a second solution 
of the problem should be made. If the sizes of the angles or cover plates 
differ from those found in the trial design the corresponding effective 

* For convenience the point of moments is taken at the back of the angles. The 
difference between the product of the gross area of the angles by the distance to the 
center of gravity of the angles and the product of the gross area of the cover plates 
by one-half the total thickness of cover plates, is divided by the sum of these gross 
areas; the resultant distance is measured toward the angles or toward the cover 
plates according to which of the above products is larger. 
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depth should be determined; a third design is. not necessary provided 
the corrected effective depth does not differ from the depth used in the 
second design by more than 0.1" for girders less than 3 ft. deep nor by 
more than \" for deeper girders. 

1. Illustrative Problem — Case B. — Design the girder shown in 
Fig. 225, for a 60-foot single-track through railway bridge to support 
Cooper's E60 live load, using the specifications of the American Rail- 
way Engineering Association. We will use |" rivets, and assume a 72 Xy^ 
web plate (see page 218 : 3). The length is divided into four equal panels 
of 15 ft., and the width of the bridge from center to center of girders is 
14' 6". The total dead load of the track _ 

is taken as 450#/ft., including the rails, 
the ties, the guard rails, the splice bars, 
the fastenings, etc. The design of the 
stringer and floor beam naturally pre- 
cedes the design of the girder ; we will 
assume that these have been designed 
and that the weights have been deter- 
mined to be 150#/ft., for each stringer 
and 175#/ft. for each floor beam. The 
maximimi concentrated live loads trans- 
mitted from the floor beams to this girder 
were found on page 196 : 2 to be 39,900#, 
82,000#, and 52,100, respectively; to these 

should be added the corresponding impact allowance for the effects of 
moving loads, and also the dead loads, to give the total concentrated loads. 
The bending moment due to these concentrated loads should be increased 
by the bending moment due to the assumed weight of the. girder itself which 
is uniformly distributed. The allowance for impact stresses is provided 
for in the specifications in the form of a percentage of the live load. In 
the A.R.E.A. specifications mentioned above this percentage is deter- 
mined from the expression * j — „„,, , in which L is the length of track in 

Li + oUU 

30,000 , , , , , . . . . , 

* A change to „„ r^rr. t » ^^ °^®° recommended but it is meeting with opposi- 



feet which must be loaded to cause the maximum live-load strain in the 
member. In this problem the maximimi bending moment in the girder 
will be found when the track is loaded for the entire length of the girder, 

hence the impact percentage is 5^. The solution follows: 



6900# 



= f-2~ + 150 jl5 + 175 X — ^ = dead load at each panel, due 



to track, stringers, and floor beam 
80,100# = 39,900 ^1 +1^] H- 6900 = total load at 1st panel point 




Fig. 225. 

157,200# = 82,000 (l -\-^^ + 6900 = 
102,400# = 52,100 (1 +1^) + 6900 = " 



n (( a 



2nd 



3rd 



164,300# = (80,100 X 3 + 157,200 x 2 + 102,400 x 1) - 4 = left-hand 
reaction 
3,728,000#ft. = 164,300 x 30 - 80,100 x 15 = Mb due to cone, loads (Fig. 
251 (a)). 
370#/ft. = 107+4x29+2x71 =approx. weight of girder (6x6xi Ls 
and 14 x li cover plates assumed) 



30,000 + L' 
tion and it has not yet been adopted. 



167,000#ft. 



370 



X 30^ = Mb due to weight of girder 
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3,895,000#ft. = 3,728,000 + 167,000 = total Mb 



40 . 6 sq. in. = 



3,895,000 X 12 



16,000 X 72 
3.9 sq. in. = i x72 XtV = 



total net area required (dg assumed 72") 



the gross area of the web 



36 . 7 sq. in. = net area required in angles and cover plates 

13.9 sq. in. = 2(8.44 - 2 X 1 X I) = net area 2 Ls6 x 6 x f (see 
303) 

22 . 8 sq. in. = balance required in cover plates 
= 1.90" = 22.8 H- (14 - 2 X 1) = thickness of 14" cover plates 

2 X8.44 X 1.78 -27.13 x 0.97 



page 



1 1 5 



0.09" = 



distance from back of 



16.88 + 27.13 

angles to center of gravity (Fig. 226) 

72.3" = 72 + 0.5 - 2 X 0.09 = effective depth dg 

410#/ft. = 107 + 4 X 29 + 2 X 92 = revised weight of girder 

410 
185,000#ft. = -=- X 30^ = revised Mb due to weight of girder 

3,913,000# ft. =3,728,000 + 185,000 = revised total Mb 
3,913,000 X 12 



40.6sq.in. = ^6 000x72.3 

( 2 Ls 6 X 6 X i 
Use \ 1 P1.14 X +i 
l2Pls.l4x| 



= revised total net area 




c, of Pis: 



A, of pis. =2 A 13 

Fig. 226. 

Note that the revised total area is the same as the first total, so no 
further revision is necessary; this is because the increase due to increased 
weight happened to compensate the decrease due to the larger depth. 
Had there been a difference in area, the balance (22.8) required in the 
cover plates could have been changed by a Uke amount and the cor- 
responding thickness could have been found. For comments upon the 
arrangement see pages 185 : 1 and 208 : 3. For suggestions upon the solu- 
tion see page 222 : 2. Subsequent steps in the complete design of this 
girder are given on pages, 226 : 1, 250: 3, 262 : 1, 265 : 1, 269 : 1, and 273 : 1. 
1. Railway bridges and viaducts are subject to lateral forces due to 
the effects of the rocking or " nosing " of the locomotives, and of the 



wind pressure both upon the structures themselves and upon passing 
trains. These lateral forces are often treated together. They act hori- 
zontally and they are resisted by the bracing systems. The effects of 
the train are most severe upon the " loaded chords," i.e., the top flange 
of stringers and deck girders, or the bottom flanges of through girders. 
The American Railway Engineering Association specifies a lateral force 
of 200#/ft. on the unloaded chord, while on the loaded chord this is 
increased by 10% of the specified train load which follows the engines; 
both are considered as moving loads. The bending moment due to these 
lateral forces cannot be combined with the bending moment due to the 
vertical forces because they act in different planes; but the correspond- 
ing flange stresses or flange areas can be added. The lateral bracing 
forms the web system of a horizontal truss, the chords of which are the 
flanges of the girders. By the method of sections the stress in one of 
the chords at the center is found by dividing the sum of the moments 
of the external forces on one segment by the depth of the truss, i.e., the 
perpendicular distance between girders. The sum of the moments is 
equivalent to the bending moment of the uniformly distributed lateral 
forces, even though the forces are concentrated at the floorbeams. Since 
the maximum flange stress due to the vertical forces, and the maximum 
flange stress due to the horizontal forces are not Hkely to occur simul- 
taneously, it is customary to neglect the latter unless the combined stress 
per square inch exceeds by more than 25% the unit stress allowed for 
vertical forces alone. When the combined stress does exceed this amount 
the flange should be strengthened. The effect of lateral forces upon 
the problem of page 225 : 1 should be considered as follows: 

800#/ft. = 200 + 6000 X 0.10 = specified lateral force on bottom chord 



360,000# ft.. 



800 



X 302 ^ ][fg (Jug tQ lateral force 



1 . 6 sq. in. = 



360,000 J. . 

16 000 X 14 5 ^ corresponding net area required. 



This is less than 25% of the net area 40.6 which is required by the 
vertical forces alone; hence the combined unit stress will not exceed 
16,000 X 1.25, and no change in section need be made. 
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1. The method of designing heavy girders with vertical flange plates, 
with four angles in each flange-, or with both, is similar to the method 
of Case B (page 223 : 3) only somewhat more complex. The effective 
depth is the distance between the centers of gravity of the gross area 
of the flange angles, the cover plates, and the vertical flange plates. One- 
eighth of the gross area of the web plate may be counted as flange area. 
It is assumed that only experienced designers will have occasion to design 
girders of this type, so that further comments would be out of place here. 

2. Girders which support curved railroad tracks should be designed 
to resist centrifugal forces. These forces vary with the degree of curva- 
ture and with the weight and the velocity of the train. The forces are 
treated as uniformly distributed horizontal forces for which the hori- 
zontal bending moment and the corresponding flange stress or flange area 
must be found in the same manner as for lateral forces (see above). The 
flange should be designed for the sum of this area and the area found 

from the vertical forces, no increase in unit stress being allowed as for 

[772 

lateral forces. The amount of centrifugal force is „„ r>n in pounds per 

6Z.ZK 



linear foot applied at the top of the rails, where U = the equivalent uni- 
formly distributed live load which will produce the same live-load bend- 
ing moment used in the design, V = the velocity of the train in feet per 
second, and R = the radius of the curve in feet. The velocity is often, 
specified as 60 — 2|D miles per hour, where D = the " degree " of curva- 
ture in degrees. By substituting an equivalent expression in feet 
per second for F, and the approximate value of 5730 -^ D for R 
we obtain the following more convenient expression for centrifugal 
C/D(24 - BY 



force 



in pounds per Unear foot. If the length of the 



13,700 

span is long, or the degree large, it may become necessary to take into 
account the eccentricity of the load on the bridge whereby one girder 
receives more than one-half the load. This is treated more fully in books 
on Bridge Design.* 

* For example, Kirkham's "Structural Engineering," McGraw-Hill Book Co., Inc., 
New York; Waddell's "Bridge Engineering, " John Wiley and Sons, Inc. New York; or 
Marburg's "Framed Structures and Girders," Part I, McGraw-Hill Book Co., Inc., 
New York. 



CHAPTER XXXIV 

THE THEORY AND PRACTICE OF RIVETING 

Synopsis: A general discussion of the construction of riveted joints and of how 
their strength is determined. The application of the principles involved to typical 
problems is shown in subsequent chapters. 



1. Rivets are used to connect the different members of a structure 
to one another and also to fasten together the component parts of each 
member. A rivet is composed of a cyUndrical shank with a head at one 
end. The holes in the parts to be connected are made -^" larger than 
the nominal diameter of the rivet shank so that the rivet may be inserted 
more easily. The length of the rivet must be greater than the thickness 
of the metal through which it passes, so that enough metal will protrude 
to form the second head. The rivet is heated, then put in position and 
" driven " until the second head is formed and the shank is upset to 
fill the enlarged hole, as explained on page 30 : 4. The parts connected 
are held in position by temporary bolts until rivets are driven in the 
remaining holes, after which the bolts are replaced by rivets. For this 
reason no piece should be connected by less than two rivets. Conditions 
sometimes justify the use of a single hoU but never a single rivet lest the 
piece become twisted during the process of riveting. 

2. Shop and Field Rivets. — Rivets which are driven in the shop are 
more effective than those driven in the field. Shop rivets are usually 
driven by machines which develop sufficient pressure to insure complete 
upsetting. Field rivets must be driven by smaller machines or by hand. 
In the shop, the members are conveniently supported by skids, trucks, 
or cranes. In the field, the rivets must be driven at a disadvantage on 
accovmt of their comparatively inaccessible positions in the structure. 
It is customary to allow a smaller unit stress for field rivets, than for 
shop rivets. It is therefore imperative that the draftsman know which 



rivets are driven in the shop and which in the field. In general, shop 
rivets are used wherever possible because they are not only better, but 
they can be driven more cheaply. Field rivets must necessarily be used for 
connecting to each other members which are shipped separately, but shop 
rivets are used for holding the component parts of each member together. 

3. Position in Member. — ■ Rivets are driven at right angles to the 
hne of the stress which they are to transmit from one part to another. 
The number of rivets required in an ordinary connection is found by 
dividing the total stress by the limiting value of one rivet. This limiting 
value will now be considered. 

4. The design of a riveted joint is based upon several assumptions. 
Some of these are disputable, but the error in one assumption often tends 
to compensate the error in another, so that the results obtained are quite 
satisfactory. The usual assumptions are that: 

(a) the driven rivet completely fills the hole, 

(6) the effective area of a compression member is not reduced by the 
rivets, 

(c) the stress in a tension member is distributed uniformly over the 
net area of cross section, 

(d) the stress is equally distributed among all the rivets of an ordinary 
concentric joint, 

(e) the friction between adjacent parts is neglected, 

( /) the bending of the rivets is ignored except for long rivets, and 
{g) rivet heads should not be subjected to tension. 
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Assumptions (a), (b), and (c) are made in the design of tension and 
compression members (pages 206 : 4 and 211 : 2). Shop-driven rivets 
probably fill the holes because sufficient pressure is exerted to compress 
the rivets enough to overcome any shrinkage due to the rivets cooling. 
Field rivets do not so surely fill the holes but this fact is discounted in 
the specifications by allowing a lower unit stress. Inspectors should 
test each rivet with a hammer, and loose rivets should be redriven. A 
slight looseness probably would not impair the strength of a connection 
materially after the " initial slip " has taken place, unless subjected to 
alternate tensile and compressive stresses. That the stress is equally 
distributed among all the rivets (assimiption d) is impossible may be 
seen from Fig. 229 (a). This shows two bars fastened together by three 
rivets. The total stress is 18,000#. If the first rivet transmits a third 



moO' 



JOOO 12000 



12000 6000 

Fig. 229 (o). 



of the total stress from one bar to 
the other, then between the first two 
rivets one bar would carry 6000 and 
the other 12,000. Since the strain 
is proportional to the stress (page 
197:3) the distance between rivets could not be kept equal in the 
two plates unless the area of each bar was changed at each rivet 
which would be impractical. This difference in distance would at once 
cause unequal distribution of the stress among the rivets. It is prob- 
able, however, that the average value of the rivets in a concentric 
connection is constant, and the allowed unit stress may be considered 
an average value. Eccentric connections must be treated differently, 
as explained in Chapter XXXVI, page 237. The friction between 
the adjacent parts of a riveted joint (assumption e) is considerable, 
especially when the rivets act in double shear and are machine 
driven. The. American Bridge Company has found from the tests on 
their standard beam connections (page 83 : 6) that when the web is 
enclosed between two connection angles, the value of each rivet is about 
25% greater than when a single angle is used. This is on account of 
the friction. Except for these angles used under average conditions, 
it is common practice at present to ignore friction. The consequent 
increased efficiency compensates at least in part for the deficiencies due 
to the other assumptions. Although the effect of bending short rivets 



is disregarded (assumption /), the bending of long rivets must be con- 
sidered. It is unnecessary to design them as cylindrical beams as in 
the case of pins (Chapter XLI, page 278). More commonly the number 
of rivets is increased when the grip of the rivets (i.e., the thickness of 
the parts connected) is more than four times the diameter. The usual 
increase in number is 1 % for each additional sixteenth of an inch in the 
grip. See page 235 : 2 for the effect of loose fillers. The effect of axial 
tension on rivets (assumption g) is not well understood. Many engineers 
maintain that no dependence should be placed upon rivets in tension 
because the heads are liable to be pulled off. Others maintain that con- 
siderable tension can be resisted, and tests substantiate their claim, but 
the safe values to allow have not been definitely determined. It is better 
wherever possible to avoid connections in which rivets are subjected to 
axial tension. If this is impractical it is well to substitute bolts for the 
rivets, because they are stronger in direct tension. 

1. A riveted joint is designed to resist the tendency to shear the rivets, 
and the tendency for the rivets to tear through one or more of the con- 
nected parts. The action of the shearing forces may be visualized by 
imagining a small hole bored through two overlapping steel plates and 
an ordinary wooden match stick driven through the hole. If one plate 
is made to slide along the other, the wooden match will be sheared off 
as if cut by shears. Similarly, if three pieces of cardboard are placed 
together with a wooden match passing through them, and the middle 
piece is slipped along the other two, remaining in contact, the match 
will tear through the cardboard. A riveted joint may fail, therefore, 
either in shear, by the shearing of the shanks of the rivets, or in bearing, 
by the rivets tearing through one or more of the connected parts. A 
tension joint 'may also fail in one of three other ways, 
1st, in tension, by one of the parts tearing along the ^,„„.„..,„^^^<K^K-,..KyK.^ 
line of least resistance; this must be considered in the 
design of the main member (Chapter XXXII, page 
206), and in the design of the details, as for example 
page 286 : 1. 2nd, by the rivets tearing out at the Fig. 229 (6). 
edges of one or more parts; this may be prevented by 
the use of standard edge distances (page 69 : 3) which" are determined 
accordingly (compare page 256 : 3) 3rd, by the bending of a lap joint 
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so that the rivet heads are pulled off, as shown exaggerated in Fig. 229 (b) ; 
this is unusual and is not an important consideration except in tank and 
pipe work. The limiting value of one rivet in a joint designed for tension 
or for compression is determined either by the resistance in shear or in 
bearing, whichever is less. 

1. The strength of one rivet in either shear or bearing is determined 
from the nominal diameter and not from the diameter of the driven rivet 
after it has been upset to fill the hole which is usually ■^" larger. Most 
specifications have clauses to this effect. On accoxmt of the inaccuracies 
of the shop work, the holes in different coimecting parts may not be in 
perfect alignment, and hence the upset shank wiU not be a true cylinder. 
As a result, the effective area of cross section of the rivet in the plane of 
contact of the connected parts may not exceed the nominal area. Since 
the rivet tends to shear along this plane it is important that the shearing 
value be Umited to the strength of the rivet before upsetting. For the 
sake of Tmiformity and to provide for the incomplete upsetting of the 
rivet it is customary to limi t the bearing value in a similar manner. 

2. The strength of a rivet in shear depends upon the 'area of cross 
section of its shank, which is the area of a circle of a diameter equal to 

the nominal diameter of the rivet. The different 
parts coimected may be so arranged that the rivets 
win tend to shear in either one or two, planes. If 
aU the parts which tend to move in one direction are 



* 



Fig. 230 (o). 



on the same side of the parts which act in the opposite direction, the rivets 
tend to shear in one plane, as shown in Fig. 230 (a), and they are said to 
be in " single shear." If the parts which act in one direction are between 
the parts which act in the opposite direction, the rivets tend to shear in 
two planes, as shown in Fig. 230 (6), and they are 
said to be in " double shear." In ordinary practice -^ 
it is imnecessary to consider more than two shearing 
planes. The first step in finding the limiting value 



Fig. 230 (6). 



of one rivet is to determine whether the rivets are in single or double shear. 
The unit stresses in shear on shop rivets allowed by different specifications 
are 10,000, 11,000, or 12,000 pounds per square inch. The correspond- 
ing values for field rivets are 8000, 9000, and 10,000. The strength of 
a rivet in single shear is equal to the area of a circle of a diameter equal 



to the nominal diameter of the rivet multiphed by the allowed unit stress 
per square inch. The strength of a rivet in double shear is twice that 
of the same rivet in single shear because the resisting area is doubled. 
Rivet values are tabulated at the end of the book, as explained on page 
231 : 1. 

3. The strength of a rivet in bearing depends upon the diameter of 
the rivet and the thickness of the metal in which it bears. The bearing 
surface is cylindrical, but it can offer no more resistance to forces parallel 
to the line of stress than a flat surface, if indeed as much, as shown in 
Fig. 230 (c). The effective area is therefore considered to be a rectangle, 
the dimensions of which are the nominal diameter of the rivet and the 
thickness of the metal in which it bears. If two plates of different thick- 
nesses are riveted together, the rivets would naturally tear through the 
thinner plate before they would through the thicker plate, and the bear- 
ing value of each rivet would be determined by the thick- 
ness of the thinner plate. If more than two parts are | ^ ^ / 
connected by the same rivets, the rivets would have to I ^^*~J 1 

tear through aU the parts which act in the same direction I I 

and not merely through a single part. The bearing value p;g_ 230 (c). 
of each rivet would then be determined by the thinner 

combined thickness of all the parts which act in either direction, and not 
necessarily by the thickness of the thinnest part. This is true whether the 
rivets are in single or double shear. Thus in Figs. 230 (a) and (b), the 
total thickness of the two plates acting toward the left should be com- 
pared with the total thickness of the two plates acting toward the right, 
and the smaller value used in determining the bearing value regardless 
of whether the plates which act in one direction are together as in (o), or 
separated as in (6). The unit stress in bearing allowed by the specifica- 
tions is usually twice the corresponding irnit stress in shear. ^The strength 
of a rivet in bearing is equal to the unit stress multiphed by the product 
of the nominal diameter of the rivet by the hmiting thickness of metal 
explained above. Rivet values are tabulated at the end of the book, as 
explained on page 231 : 1. 

4. Bolts (except specially fitted turned bolts) do not fill the holes and 
they are not so effective in shearing or in bearing as rivets. They are 
not used in important connections, but they are often used for holding 
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secondary members in position. The unit stress in shear is usually taken 
about 1000 pounds per square inch less than the unit stress for field 
rivets. It is sometimes specified as two-thirds the value for field rivets. 
The unit stress in bearing is twice the unit stress in shear. 

1. To find the number of rivets required in an ordinary connection, 
first decide whether they are to be shop or field driven, and whether they 
are in single or double shear. Find the corresponding shearing value 
of one rivet of the given diameter for the specified unit stress. Next 
determine the limiting thickness of metal and find the corresponding 
bearing value. The smaller of these two values is the limiting value of 
one rivet, and the number of rivets required may be found by dividing 
the total stress by this limiting value. By means of the tables mentioned 
below, the number of rivets may be found directly opposite the value 
which equals or exceeds the given total stress. The hmiting value may 
not be the same for all of the rivets in a given connection because some 
may be in single shear and the rest in double' shear, or else some rivets 
may have a different bearing value from the rest. In this event the 
strength of the rivets with one limiting value must be added to that of 
the rivets with another hmiting value to give the total strength of the 
connection. Tables of rivet values are given on pages 308 to 311, 
one page for each diameter of rivet. On each page are values for unit 
shearing stresses varying by thousands from 7000 to 12,000 pounds 
per square inch, and bearing values for unit stresses which are twice as 
great. Other values may be found by direct proportion. The values 
for unit stresses commonly specified for shop rivets are given at the left 
of each page, and opposite these are values for field rivets and bolts which 
are usually allowed by the same specifications. The values in the upper 
table are specified by the American Railway Engineering Association^ 
and are in common use. In each group are given the single and double 
shear values and the bearing values in different thicknesses of metal not 
only for one rivet but for any number from one to ten. Values for more 
than ten rivets may be found by addition or by multiplication, as for 
example, the value for 14 rivets is the sum of the values for 10 and 4 
rivets, is twice the value of 7 rivets, or is 14 times the value for 1 rivet. 
If desired, the value for one rivet may be found to one more decimal place 
by dividing the vahie for 10 rivets by 10. For convenience a do'ted 



line is placed in the table of bearing values to show the relation of the 
shearing value. All bearing values to the left of the dotted lines are less 
than the single shear value, while all to the right are greater than for 
single shear and less than for double shear. The bearing values in metal 
thicker than the thicknesses shown are greater than for double shear. 
In the tables the bearing values are given only for thicknesses which 
are multiples of ■^". It is usually close enough to take the web thicknesses 
of I-beams and channels to the nearest sixteenth from the tables on 
pages 322 or 323, although more exact values may be found by multi- 
plying the web thicknesses in hundredths by the rivet diameter and by 
the unit stress. Except for large numbers of rivets, the latter method 
should not be necessary. The fractions given in the tables mentioned 
above should be used in preference to those given on pages 298 to 301 
because in some cases they are yV" less, as explained at the tops of the 
tables. The former are used in designing, for the sake of safety, while 
the latter are used in drafting, for the sake of clearance. 

2. Flattened and Countersunk Rivets. — It is often necessary to 
flatten rivet heads to f " or J" in height in order to furnish clearance for 
erecting other members. A flattened rivet may be considered as strong 
as an ordinary button-head rivet. The effective part of the rivet, i.e., 
the upset shank, is the same for both since only the head is altered in 
shape. Countersunk rivets are used instead of flattened rivets when 
greater clearance is required. A countersunk rivet head is shaped as 
shown on page 304, and the rivet hole must be reamed out or recessed 
to provide space for the head, much as hard wood is reamed to provide 
for the head of an ordinary flat-headed wood screw. The head of a 
countersunk rivet may not fit the reamed hole exactly, hence it may 
not be flush with the surface of the piece in which it is countersunk. If 
necessary, any projection should be chipped off with a pneumatic chisel, 
or otherwise, to provide a smooth bearing surface. This is done on the 
bottoms of bearing plates so that the whole plates will rest on the sup- 
ports and not simply on the rivet heads. The heads are also chipped 
if another steel surface is to be placed in contact after the rivets are 
driven. Countersunk rivets may be used without being chipped where 
a slight projection is not objectionable, but where a rivet flattened to 
j" would project too much. A countersunk rivet will not project over |". 
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Practice is not urdfonn regarding the strength of countersunk rivets. 
Some engineers use them for holding fillers and base plates in position? 
but never count upon their carrying much, if any, direct stress. Other 
engineers coimt them one-half as strong as button-head rivets. If the 
thickness of metal in which a rivet is countersunk is no greater than 
the depth of the head (page 304), the entire bearing of the plate on 
the rivet is on a conical svuface, and the sharp cutting edge of the plate 
tends to cut the rivet at the junction of the head and the shank. How- 
ever, the bearing area is increased and the bearing on the sloping sur- 
face causes transverse components which tend to increase the friction 
between the parts connected. It seems as if the minimum allowance 
of one-half value is justified. As the thickness of the plate increases, 
part of the plate bears upon the rivet shank, and the value of the rivet 
increases. When the plate thickness equals nine-tenths of the diameter 
of the rivet, the bearing value on the shank alone equals the single shear 
value of the rivet, and there is no question but what the fiM rivet value 



may be counted. Rivets should be countersunk only where unavoidable, 
because of their expense and their xmcertain value. 

1. Indirect Riveting. — The number of rivets required to transmit a 
given stress should be increased 50 % if loose fillers are inserted between 
the connected parts. This is discussed more fully on page 235 : 2. Simi- 
larly, when splice plates are not in direct contact with the parts spliced, 
the munber of rivets should be increased 33^ % for each intervening part. 

2. Typical riveted connections are designed in the following chapters. 
On account of the inacciu-acies in the usual shop work, it is not wise to 
combine two different types of connection. For example, a girder may 
be supported by seats or brackets, or else by web connection angles, 
but either one or the other should be designed to cany the full load. 
A small erection seat may be furnished to support the girder imtil the 
rivets are driven in the web connection angles, but the strength of the 
latter should not be reduced as a result, because it would be difficult to 
insure both connections acting simultaneously. 



CHAPTER XXXV 

RIVETS IN TYPICAL CONNECTIONS 

Synopsis: The principles of the preceding chapter are illustrated by the deter- 
mination of the number of rivets in a few simple connections. Further application 
of the principles are shown in subsequent chapters. 



1. In the preceding chapter were presented the principles involved 
in the design of riveted joints. The appUcation of these principles will 
now be shown by typical riveted connections. 

' 2. Gusset Plate — ■ Continuous Chord. — This method of connecting 
the members of trusses, latticed girders, bracing, etc., is very common, 
as shown by the typical drawings of Part II. The plates of a truss are 
usually made of uniform thickness unless it seems desirable to increase 
the thiclmess of a few of the more important plates in order to reduce 
their size by reducing the number of rivets required. Gusset plates are 
usually from -j^" to f " tliick, ^ and | being commonly used except for 
bridge trusses or other heavy work. Any cross section of the plate must 
have sufficient area to carry the maximum stress which may come on 
the plate at that section. This is largely a matter of judgment rather 
than actual design in most cases. For illustration, let us consider the 
plate at panel point K of the roof truss of Fig. 116. The number of rivets 
in the web members are determined by the corresponding stresses, pro- 
vided no less than two rivets are used at the end of any member (page 
228:1). These rivets usually determine the size' of the plate (page 76 : 1). 
The number of rivets in the continuous chord is usually fixed by the 
practical rules for spacing, so that the edge distances will not be exces- 
sive and so that the distance between rivets will not exceed 6". These 
rivets do not need to transmit the chord stress in the panel on either side 
of the joint, but merely the difference between these stresses. The con- 
tinuous chord angles transmit the smaller stress from one panel to the 
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next. The stresses (in thousands) for which this joint is designed are 
shown in Fig. 233. Each web member is composed of only one angle, 
so the rivets are in single shear. The hmiting thickness of metal is ^", 
the angles and the plate being the same. From the table at the top of 
page 309 we find that the single shear value of a f" shop rivet (5.3 
thousand pounds) is less than the bearing value in a ^" plate (5.6) so 
the former must be used. By following this column in the table until 
a value is found which equals or exceeds 
the required stress, the corresponding 
number of rivets is determined. A single 
rivet would carry the smaller stress but a r 
minimum of two would be used. Two 
rivets are also sufficient in the other mem- 
ber. The chord is composed of two angles, and the plate is inserted be- 
tween them. The rivets are therefore in double shear and, the Umiting 
value is the bearing value in the ^" plate, the plate being thinner than 
the combined thickness of the angles. Two rivets would carry the increase 
in stress (7 = 52 — 45) but for practical reasons three are used. 

3. Gusset Plate — • Spliced Chord. — ■ Where the chord is not con- 
tinuous, provision must be made to transmit the full stress in each 
member. A stress which is not too large may be transmitted to the 
gusset plate by rivets in one leg only. Whenever the nmnber of rivets 
exceeds about 8, it is well to connect both legs if practical. The out- 
standing leg may be connected to the gusset plate by means of a small 



Fig. 233. 
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connection angle, as for example at the left end of the chord angles of 
the preceding problem. The outstanding legs of two adjacent chord 
members may be connected by means of a spUce plate which transmits 
part of the stress directly from one member to the other. Often a plate 
designed for another purpose may be utilized as a splice plate. For ex- 
ample, let us consider the joint at panel point H of the roof truss referred 
to in the preceding paragraph. Each member is composed of two angles, 
and the gusset plate is placed between them. All rivets in the gusset 
plate are therefore in double shear, and in value they are limited by the 
bearing in a -f^" plate. From the table at the top of page 309, two 
shop rivets are found sufficient for the stresses in each of the two left- 
hand web members (Fig. 116), but four are required in the right-hand 
member. The two chord members are so arranged that the outstanding 
legs may be connected by means of a splice plate. The proportion of 
the stress to be taken by the rivets in the different legs depends upon 
the special requirements of each problem. It may be desirable to pro- 
portion the rivets approximately to the relative areas of the angle legs. 
There must be at least enough rivets in the gusset plate to prevent the 
web members from moving the plate along the chord. This tendency is 
measm-ed by the difference in the chord stresses, as in the preceding 
problem. Unlike the gusset plate, the splice plate serves simply to 
transmit stress from one chord member to the other and nothing is 
gained in making one-half the sphce stronger than the other half. If 
shop rivets are used in one-haK and field rivets in the other, or if different 
numbers of rivets are used, the stress cannot exceed the strength, of the 
weaker half. This should be borne in mind when a plate used for another 
purpose serves as a splice plate. In this problem, for example, a plate 
in the system of bottom chord bracing (Fig. 140) is so used, but the 
holes are not symmetrical about the joint. Only four rivets can be 
counted upon to transmit the chord stress, because there are only four 
in the right-hand member. From the table, four field rivets in single 
shear are worth 18 thousand pounds. The mmiber of sho-p rivets bear- 
ing in the ^" gusset plate required to carry the remaining stress of 
27 = 45 — 18 in the left-hand chord member is 5. Similarly, the number 
of field rivets required in the right-hand member to carry 12 = 30 — 18 
is 3 



1. Symmetrical Gusset Plate. — In order to make connecting parts 
alike, or symmetrical about a reference Une, the same number of rivets 
must be used in both parts even though some of the rivets are driven 
in the shop and the rest in the field. For example only one-half of a 
symmetrical roof truss is drawn, and both halves of the truss are made 
from the drawing, whether the truss is fully riveted in the shop or shipped 
in sections. In the latter case the central peak plate (panel point F, 
Fig. 116) is usually riveted in the shop to one section in order to reduce 
the number of field rivets. Since it is impractical to make the plate un- 
symmetrical, the number of rivets must be determined by the value of 
the field rivets. 

2. Web Connection for Beams. — Standard connection angles are 
often used for supporting I-beams and channels under average condi- 
tions of loading. Their use not only simplifies the drafting and the shop 
work but reduces the number of connections to be designed. These 
angles must not be used bhndly for all conditions, such as for very short 
spans or for heavy concentrated loads. Draftsmen soon become familiar 
with the Umitations of standard connection angles. All doubtful cases 
should be investigated, and special connections should be designed when- 
ever necessary. Four-inch legs are used as a rule when the rivets may 
be put in a single hne, and six-inch legs for double fines. Thicknesses 
of f", xV" S'lid I" are used. The lengths depend upon the number of 
rivets. Angles are regularly used in pairs except in crowded places where 
single angles may be used. The shop rivets which connect the angles 
to the supported beam are accordingly in double or single shear. They 
must transmit the maximum end reaction.* The field rivets which con- 
nect the angles to the supporting member must transmit the same maxi- 
mum reaction, acting in single shear. If another beam is connected to 
the web of the supporting member by means of the same field rivets, 
the rivets must also transmit the combined reactions of the beams, acting 
in double shear. Enough rivets must be used to satisfy either of these 

* These rivets are sometimes figured according to the method of eccentric con- 
nections (next chapter), but ordinarily this is not done because it is considered that 
the tension in the rivets through the outstanding legs will restrain the connection 
angles sufficiently to overcome the effects of eccentricity. In fact the tendency is to 
use fewer rivets rather than more on account of the friction (page 228 : 4). 
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requirements. The maximum number will usually be required when 
both beams are loaded, but not always. (Compare page 235: 2) For 
example, let us find the number of |" rivets required in the two angles 
connecting a 15" I 42# to a -f-^" girder web. The beam is 10' 0" long, 
and supports a total load of 6000#/ft., including its own weight. The 
rivet values given in the bottom table of page 309 are specified. The 
maximum reaction is 30,000# = 6000 x 5. The shop rivets are in double 
shear, being limited by the bearing value in the f " web (page 322) of 
the I-beam. The number of shop rivets required is found from the table 
to be 6. The number of field rivets in the outstanding legs is determined 
by the single shear value to be 9, but 5 would be used in each angle to 
make them alike. If another beam of the same size and with the same 
load is to be connected to the opposite side of the girder web by the same 
field rivets, the rivets must be proportioned for the combined load of 
QP,000#. In this case the rivets would be in double shear and limited 
by the bearing in the -f^" web. The number required would thus be 
increased from 9 to 16. 

1. Seat Connection for Beams. — A seat angle is used to support the 
lighter beams of office buildings, as shown in Fig. 89 (a), (6). The beams 
are held in place by small top or side angles, but the seat angles are de- 
signed to take the whole load. The thickness of the seat angle is increased 
with the load in order to prevent bending, §" being used for loads up to 
12,000#, f" up to 15,000#, and f" up to 18,000#.* For heavier loads, 
web connections are preferred unless two beams have to be supported 
by the same rivets, in which event seat angles with stiffeners are chosen 
on account of erection (page 89 : 2) . One or two stiffening angles may 
be requii'ed, the outstanding legs being designed so that the portion 
outside the fillet of the seat angle will carry the load in bearing at 
24,000#/sq. in. (page 267 : 1). The number of rivets in the stiffeners 
is determined in the usual manner. Examples of this type of connection 
are shown in Figs. 104 and 133. When two stiffeners are used it is 
not necessary to rivet their outstanding legs together unless exposed 
to the weather. When the gage in a single stiffening angle exceeds 2^" 
or 3", the connection should be tested for eccentricity (page 237 : 3) . 
For example, let us find the number of |" rivets required to connect a 
* Standards of the American Bridge Company. 



seat angle to a ■^" girder web to support the end of a 12" I 31|#, the 
reaction being 12,000#. From the second table on page 309 we find 
that 3 shop rivets are required. If a similar beam seat must be provided 
on the opposite side of the web, the combined load will be 24,000# and 
the rivets will be in double shear. Using the bearing value in the web 
we find that 4 rivets are required. 

2. Stringer Connection. — The connection of a stringer to the floor 
beam of a railroad bridge may be illustrated by the use of the data given 
on page 225 : 1. A similar stringer is detailed in Fig. 98, and the cor- 
responding floor beam in Fig. 99. The maximum end shear due to live 
load is 60,000#, found by placing wheel 2 at the extreme end of the 15-ft 

stringer. This must be increased by ^^^ per cent for impact, and by 

the dead load of the track and the stringer, thus: 119,900# = 60,000 

615 
X 57= + (225 + 150)7.5 = the maximum total end shear. The number 

of shop rivets which connect the angles to the stringer web is determined 
from this maximum shear. The field rivets which connect the angles to 
the floor-beam web must resist either this maximum end shear (acting 
in single shear), or else the maximum load from two stringers (acting in 
double shear). Either condition may give the larger number of rivets 
so both must be considered. This is because the combined load or floor- 
beam reaction for moving concentrated loads can never be twice the 
maximimi end shear. The maximum floor-beam reaction due to the 
live load was found on page 194 : 2 to be 82,000#. Since this is obtained 

300 



when two panels are loaded, the impact percentage is 



330" 



The total 



floor-beam reaction is therefore 162,200# 



630 



82,000 X ^ + (225 + 150)15. 



Using the first table on page 310, the number of |" shop rivets bearing 
in the f" stringer web required to carry 119,900# is 10. Rivets which 
pass through fillers are less effective than those which connect the parts 
directly without intervening fillers. The common clause in the speci- 
fications requires that the number of rivets should be increased 50% 
if they pass through fillers. These extra rivets may be used to connect 
'the fillers to the web without passing through the angles; in fact it is 
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preferable to so place them wherever practical. The total number of 
rivets required to comiect the angles and fillers to the stringer web is 
therefore 15, at least 10 of which should pass through the angles. The 
rivets which pass through the flange angles should not be counted be- 
cause they will be fully developed in transmitting the flange stress. The 
number of field rivets in single shear required to carry 119,900# is 20 
while the number bearing in a j^" fioor-beam web required to carry 
162,200# is 22. If the relative depths of stringer and fioor beam necessi- 
tates the use of fillers between the connection angles and the floor-beam 
web, as in Fig. 99, the nimiber would be increased 50 % to 33. Most 
of the extra rivets may be placed outside of the angles or else be counter- 
sunk beneath them, thus holding the fillers in position and minimizing 
the number of field rivets. When shop rivets are thus substituted for 
field rivets a corresponding reduction in number may be made. 

1. Floor-beam Connection. — In the alternate form of connection 
shown in Fig. 99, the floor beam is connected to the stiffening angles of 



the girder by means of a gusset plate. If this plate is placed between 
two stiffening angles, the rivets are in double shear and usually limited 
by the bearing value in the plate. If only one angle is used the rivets 
are in single shear. The total reaction at the end of the floor beam of 
the preceding problem would be equal to one-half the total load, or the 
load at one stringer point plus one-half the weight of the floor beam, thus: 
163,500# = 162,200 + 175 X 7.25. 

The discrepancy between this value and the panel load on the girder designed 
on page 225 : 1 is due to the different loaded lengths which determine the impact 
percentages. 

2. Other Connections. — The rivets in eccentric connections are 
discussed in the following chapter; those in the flanges of plate girders 
in Chapter XXXVII, page 241; in the cover plates of plate girders. 
Chapter XXXVIII, page 259; in stiffening angles, Chapter XXXIX, page 
266; in spUces, Chapter XL, page 270; in reinforcing plates, Chapter 
XLII, page 284; and in column bases, Chapter XLIII, page 288. 



CHAPTER XXXVI 

RIVETS IN ECCENTRIC CONNECTIONS 

Synopsis: The determination of the number of rivets required to resist the tend- 
ency of a connection to rotate, as well as to resist the direct stress. 



1. Definition. — Whenever practicable the rivets in a connection 
should be arranged symmetrically about the Hne of action of the resultant 
force so that the rivets on one side balance those on the other and over- 
.come any tendency of the connection to twist. The rivets may then be 
considered to resist the direct shearing forces only, as in the connections 
of the preceding chapter. If the rivets are unsymmetrically placed, 
particularly if all the rivets are on one side of the force or forces to be 
resisted, the connection is said to be " eccentric," and special attention 
must be given to its design. The tendency of an eccentric connection 
to rotate is often so great that the stresses on the rivets due to moment 
are larger than those due to the direct load. 

2.^ The commonly accepted method of designing an eccentric connec- 
tion is based upon assumptions which have proved satisfactory under 
usual conditions even though they may not be applicable to extreme 
cases. Formulas, tables, and diagrams have been devised to facilitate 
the design, but only in special cases * have they proved distinctly more 
satisfactory than the more general method of finding the number of 
rivets by trial. The number and the spacing of the rivets in an eccentric 
connection are assumed and then the efficiency of the whole connection 
is investigated. The number depends not only upon the load and the 
limiting value of each rivet, but also upon the spacing of the rivets and 
the amount of the eccentricity. No rule can be given to aid the designer 
in making his first assumption, but each trial serves as a guide for subse- 

* See diagrams of F. W. Seidensticker in Engineering News-Record of June 19, 
1919. 
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quent trials. Naturally, the number first assumed should be greater 
than the number which would be required to carry simply the load if 
the connection were concentric. The number of trials required depends 
largely upon the experience and the 
judgment of the designer. 

3. The apphcation of the method of 
investigating the strength of an eccentric 
connection by means of a working rule 
is comparatively simple, but the under- 
lying theory is more complex. A typical 
connection is shown in Fig. 237, in which 
is the center of gravity of the group 
of rivets, P is the resultant force which 
tends to cause rotation of the plate, and 
e is the eccentricity or the perpendicular 
distance from to the line of action of 
P. The rivets are not all equally effec- 
tive in resisting rotation, for those that 
are farthest from the center of rotation 
are worth most while those near this 
center are worth comparatively little. 
The stresses in the rivets are proportional to the distances from the rivets 
to the center of rotation, and they act in lines normal to fines drawn from 
the rivets to this center. If the rivets resisted simply the rotation, the 
center of rotation would be at 0, the lines of action of typical rivets being 




Fig. 237. 



238 



PART III — THE DESIGN OF DETAILS 



represented by the dashed lines in the figure. Usually, however, each 
rivet must also support its share of the direct load. The effect of this is 
to increase the vertical component of the stress in each rivet by a con- 
stant amount (Ek) and to change the center of rotation to 0' on a line 
drawn through perpendicular to the line of action of the force P. The 
combined stress {Ez) on any rivet acts in a line normal to a line drawn 
from the rivet to the center of rotation 0'. The rivet which is farthest 
from the center of rotation 0' has the largest combined stress (Ez^) 
and it is therefore the critical rivet in determining the strength of the 
connection, inasmuch as its stress must not exceed the limiting value 
of a rivet under the given conditions (page 231 : 1). In order to derive 
the expressions used as a basis for a working rule, let us refer our rectangu- 
lar coordinates to the center of gravity of the group of rivets, and our 
polar coordinates to the center of rotation. 

= the center of gravity of the group of rivets 

0' = the center of rotation 

P = the resultant force to be resisted 

e = the eccentricity, or the perpendicular distance from to P 
k = the distance from to 0' 
X = the horizontal distance from to any rivet 
y = the vertical distance from to any rivet 
z = the direct distance from 0' (not 0) to any rivet 

Zot = the maximum value of z 
Xm and ym = the values of x and y which correspond to z„ 

E = the resultant stress on a rivet at unit distance from 0' 

N = the niunber of rivets in the whole cormection. 

Since the stress in any rivet is proportional to the distance from the 
rivet to the center of rotation 0', the resultant stress in a rivet at distance 
z is Ez, and its moment about 0' is E^. From the figure, z^ = (fc ± x)'^ + y^. 
By similar triangles, since E is constant, the horizontal component of 
Ez is Ey, and the vertical component is composed of two parts added 
algebraically, viz.: Ex due to rotation, and Ek due to the direct load. 

P 

Since E and k are both constant, Ek is the same for all rivets and Ek = -j-,; 

' ^ N' 

also ^Ek = P, and I^Ek^ s= Pk. In order to satisfy the moment equation 



of equilibrium, the total resisting moment of the rivets must equal the 
moment of the force P about 0', or ^Sz^ = XE [(A; ± x)^ + J/^] = P(fc+e), 
whence 

2£'fc2 ± 22Ekx + 2£'a;2 + ^Ey'' ^ Pk + Pe. 

Since is at the center of gravity of the rivets, 2a; = 0, hence X2Ekx = 0. 
Substituting this value and "XEk"^ = Pk, we have 

■ZEx^ + XEt = Pe, or E= ^^^^ 

The maximum resultant stress (£zm) will occur in the rivet which is 
at the maximum distance {z-^ from the center of rotation (0')- For this 
rivet the Ek and the Ex^ of the vertical component are combined because 
they have the same sign. From the figure, (EzmY = (Ek + ExmY + (Ey„y, 
from which the maximum stress on the critical rivet 



^s™ = \/( ^ + Ex^j + {Ey^y. 

This maximum stress must not exceed the limiting value of one rivet 
as determined in the usual manner. 

1. The method derived in the preceding paragraph for investigating 
the strength of the rivets in an eccentric connection may be summarized 
in the form of a more convenient working rule as follows: 

Assume the number and the spacing of the rivets and find the 
center of gravity (0) of the whole group. Find E (or an expres- 
sion for E) by dividing the moment (Pe) of the resultant force 
P about by the sum of the squares of the horizontal and the 
vertical distances (2x^ + Sj/^) from to each rivet. Select- the 
rivet which is at the maximum distance (Zm) from the center of 
rotation (0') as the critical rivet. The product of E and the 
vertical distance (ym) from to the critical rivet is the hori- 
zontal component {Eym) of the maximmn stress {Ez,„). The 

vertical component ( "y^ + Ex^ j is found by adding the direct 



load on each rivet 



( 



N 



to the product of E and the hori- 



zontal distance (x^) from to the critical rivet. The resultant 
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of these two components is the maximum stress on the critical 
rivet (Ezm), and this should not exceed the limiting value allowed 
on a single rivet. 

The spacing of the rivets is often predetermined by existing conditions. 
The number of rivets required is smaller when they are spaced farther 
apart, but it is impractical to exceed certain limits lest the resulting 
plate appear too large. The position of the center of gravity can usually 
be found by inspection. The sum of the squares may be found most 
readily by combining rivets which have equal values of x or of y, and 
by using a table of squares or a slide rule. The resultant stress {Ez„,) 
may be found graphically or by means of the diagram on page 312 
quite as conveniently as with the table of squares. The limiting value of 
one rivet depends upon the unit stress, the diameter, and whether the 
rivets are in single or double shear, as in the preceding chapters. See 
page 231 : 1. In case the connection proves not strong enough, rivets 
may be added or the spacing may be increased, whichever seems better 
adapted to the specific problem. Often two or more rivets must be added 
to preserve the symmetry even though one would give the desired in- 
crease in strength. In like manner the connection may prove to be so 
strong that the number or the spacing of the rivets may be reduced. 

1. The application of the foregoing rule is illustrated by the following 
typical problems. When the moment due to the eccentricity is resisted 
by more than one group of rivets, each group is de- 
signed for its portion, as illustrated in the design of 
the web sphces of plate girders on pages 271 : 1 and 
272 : 2. 

First Problem. — Find the number of J" shop rivets 
in single shear at 10,000#/sq. in., spaced 4" c. to c. 
in two rows 5J" apart, which are required to support 
an eccentric load of 15,000#, acting 10" from the 
center of the group of rivets. The value of one rivet 
is 4420 and four rivets would be required to take the 
direct load. On account of the comparatively large 
eccentricity, we will assume 10 rivets as shown in Fig. 239 (a). The center 
of gravity is midway between the two central rivets. The value of .r 




Fig. 239 (a). 



is 2f" for each rivet, and the value of y for the center rivets is 0, for 
the four outer rivets is 8", and for the four remaining rivets is 4". The 
sum of the squares is 



396 = 10 X 2f + 4(42 + §2)^ and 



E 



15,000 X 10 
396 



The value of E need not be recorded if a slide rule is used, for without 
changing the slide, the value of E may be multipUed by y™ = 8, and 
x„i = 2j to give 3030 and 1040 respectively. The former is the horizontal 
component of the stress on the extreme rivet and the vertical component 



. ^.,„ 15,000 , ,_.. 
IS 2540 = —^ h 1040. 



The resultant of these two is 3950, which 



is considerably under the allowed value of 4420. If we remove two rivets, 
the strength of the eight remaining ones would be found as follows: 



220 = 8 X 2f2 + 4(22 + 62) and E 



15,000 X 10 
220 



ExQ = 4090, and £ X 2f = 1880. The resultant of 4090 and 3750 
= — '- 1- 1880 is 5550 which is much too large. Often the magnitude 

o 

of one or both components is such that it is unnecessary to find the re- 
sultant before discarding the trial. In this case 10 rivets would be used 
because 4" spacing is specified and it would be imprac- 
ticable to use 9 rivets even though they proved strong 
enough. If the spacing were not fixed it might be either 
reduced so that a smaller plate could be used with 10 
rivets, or else increased so that 8 rivets would suSice. 

Second Problem. — Find the number of f " rivets 
required at 12,000#/sq. in. to connect the f" plate to 
the two vertical angles of the bracket shown in Fig. 
239 (6). The rivets are in double shear, and the hmit- 
ing value of each rivet is 6750, the bearing value in a 
f " plate. Let us assume six rivets spaced 3" apart as shown 

of the squares is 158 = 2(11^ + 4:p + 7|-), since a; = 0. £ = 




Fig. 239 (b). 



The sum 
15,000 X 8 
158 



which multiplied by 7^ gives 5710 for the horizontal component. The 
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vertical component is simply 2500 = — ^ — because Ex ■■ 



0. The result- 



ant is 6230, which is shghtly imder the allowed 6750. One rivet cannot 
be omitted because the horizontal component alone would be 8000 

= o/o2 I fi2\ X 6. The six rivets may be placed closer together and still 



meet the requirements. Let us try 2f " spacing. 



The sum of the squares 
15,000 X 8 



= 132 = 2(lf 2 + 4|2 + 6p). The horizontal component = 6260 = 



132 



X 6f , which combined with the vertical component of 2500 gives a 
resultant of 6740. This solution meets the requirements almost 
exactly. 



CHAPTER XXXVII 

RIVETS m THE FLANGES OF PLATE GIRDERS 

Synopsis : The rivets which fasten the flange angles to the web plate of a girder 
are not spaced uniformly but are proportioned according to the variable flange stress. 
The methods of finding the rivet pitches under different conditions are fully treated 
in this chapter. 



1. The term " flange rivets " is usually interpreted to mean the rivets 
by which the flange angles of a plate girder are attached to the web 
plate, and it is so used here. Technically, however, the term might also 
apply to the rivets which fasten the cover plates to the flange angles, 
the spacing of which is discussed in the following chapter, page 263 : 3. 

2. The term^" rivet pitch " commonly refers to the longitudinal spacing 
of the rivets which hold the component parts of a member together, and 
not of those which connect one member to another, although it is some- 
times used synonymously with the more general term " rivet spacing." 
The pitch of the flange rivets in a plate girder is the distance from center 
to center of adjacent rivets measured parallel to the longitudinal axis 
of the girder. If the rivets in one flange are placed on two lines they 
are " staggered " or alternated, but the pitch is the distance from the 
center of a rivet on one line to the center of the next rivet on the other 
line measured not directly, but parallel to the axis of the girder, as shown 
in Fig. 241. 

3. Since the great majority of girders are horizontal, it is convenient 
to speak of " horizontal " and " vertical " stresses in the flanges for the 
sake of brevity. This chapter may be made to apply to vertical or 
inclined girders by substituting for " horizontal " the more general ex- 
pression " parallel to the longitudinal axis of the girder," and for 
" vertical " the expression " perpendicular to the longitudinal axis of 
the girder." 



4. There is a demand for a more complete treatise on the subject of 
flange riveting than is found in most books on the market. In this 
chapter are given the formulas and the methods used under different 
conditions, and also the proofs of the formulas and the reasons for making 
the different assumptions. At the end of the chapter the different cases 
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Fig. 241. 

are summarized for convenient reference, but it is recommended that 
the summary be used only after a full understanding of the underlying 
theory has been gained. 

5. General Discussion. — The flange rivets in a girder are usually 
spaced closer together near the ends than near the center because the 
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rate of increase in the flange stress near the ends is greater. If a girder 
is symmetrical only one-half need be considered. The maximum pitches 
at the ends and at other points are determined for each girder by the 
methods explained in this chapter. These maximum pitches are based 
upon the proper number of rivets required to transmit the flange stresses. 
The spacing must also conform to the general rules for rivet spacing 
given in Chapter XIII, page- 68, particularly regarding the maximum 
and minimum values. The minimum rivet pitch should not be less than 
the proper value selected from the table on page 306. These values 
are determined by the strength of the web plate between rivets, as ex- 
plained on page 255 : 2. This is an important consideration which is 
too often overlooked by designers. The pitch in the end panel of a girder 
is first determined, because if it is found to be less than the minimum 
allowed, some change must be made in the design of the flange, as for 
example: (a) if the vertical legs of the angles are less than 6", they may 
be increased to permit the staggering of the rivets; (6) the value of each 
rivet may be increased by increasing either the diameter of the rivet 
or the thickness of the web plate; (c) vertical flange plates may be inserted 
between the angles and the web; or (d) as a last resort the depth of the 
girder may be increased or the length of span may be decreased. A con- 
stant pitch is used throughout a given panel as explained later. The 
pitch in each panel should extend at least as far as the beginning of the 
next panel. In spacing the rivets it may be desirable to extend one pitch 
beyond its panel; the next pitch need not then extend a full panel pro- 
vided it extends as far from the end of the girder as the point at which 
the next pitch is calculated. Instead of changing the pitch at the center 
of a concentrated load the smaller pitch should be extended past the entire 
connection. Rivets adjacent to stiffening angles should be placed far 
enough away to give driving clearance, even though the calculated pitch 
is exceeded. It is unnecessary to calculate the pitch beyond the panel 
where it reaches the sp)ecified maximum because this maximum pitch must 
be used from this panel to the center. This maximum pitch never exceeds 
6", and it is usually limited to 4" or 4^" in crane runway girders and rail- 
road girders or stringers when the loads rest directly upon the flanges. 

1. Some of the controlling factors which determine the pitch of flange 
rivets are: 



(a) the form of loading (fixed or moving, concentrated or uniformly 
distributed), 

(b) the application of the loads (to the web or to the flange), 

(c) the method of design adopted (whether the resisting moment of the 
web plate is considered), 

(d) the depth of the girder between rivet fines, 

(e) the limiting value of each rivet, 

(/) the general rules which govern rivet spacing 
(g) the strength of the web between rivets. 

2. Forces, Considered. — The web plate of a girder is designed to 
resist all shearing stresses, and corresponds to the web members of a 
parallel-chord truss. It transfers vertical forces diagonally to the flanges 
which are designed for horizontal stresses like the chords of a paraUel 
chord truss. All vertical loads must be transmitted either directly or 
indirectly to the web plate. Fixed concentrated loads are either con- 
nected directly to the web or else transmitted to it by means of stiffening 
angles. Uniformly distributed loads and moving concentrated loads are 
either appfied directly to the web through some type of solid-floor con- 
struction, or else rest upon one of the flanges (usually the top). The 
flange rivets must be designed to transmit to the flange angles and cover 
plates the horizontal stresses due to bending, and in addition they must 
transmit to the web plate any vertical loads which rest on the flanges. 
The rivets in any panel must transmit the maximum increase in horizontal 
flange stress in that panel. It so happens that this increase in horizontal 
flange stress is equivalent to the vertical shear for a certain section, and 
it is convenient to make use of this fact. No one should receive the false 
impression, however, that the rivets are proportioned for vertical forces 
(except in part for flange loads). Moving loads should be placed to give 
the maximum shear. 

3. In this chapter the depth used in proportioning the flange rivets 
of a girder is the perpendicular distance between the rivet fines, and 
not between the centers of gravity of the flanges. When two lines are 
used in each flange, the mean depth is taken, as shown in Fig. 241. It is 
logical to use the depth between rivet lines because it is the distance 
between the fines of action of the stresses for which the rivets are designed. 
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The flange stresses can be transmitted from the web to the angles only 
by means of the rivets acting along these lines of action. The resisting 
moment of the stresses in the rivets is the moment of a couple, equal 
to the product of the stress in the rivets in either flange by the perpen- 
dicular distance between the lines of action. This resisting moment must 
be equal to the resisting moment of the flanges and hence to the cor- 
responding bending moment. If the depth between rivet lines is less 
than the depth used in the design of the flanges, a correspondingly greater 
flange stress must be resisted by the rivets than by the angles and cover 
plates. This is analogous to the common method of designing the web 
splice plates which transmit the portion of the bending stresses resisted 
by the web plate, explained on page 272 : 2. It is also consistent with 
the design of pin-connected trusses in which the depth is measured be- 
tween the centers of the pins and not necessarily between the centers 
^of gravity of the chords. The increased stress which results from the 
use of a reduced depth may provide in some measure for the secondary 
stresses which exist in almost every girder due to the fact that the rivets 
are not placed at the centers of gravity of the flanges. The mean depth 
between rivet lines in inches is denoted by dr, while in feet it becomes Dr] 
it should usually be taken to the nearest quarter of an inch. Advocates 
of the use of other depths may adapt this chapter to their needs by simply 
substituting another depth for dr. 

1. The different conditions under which flange rivets are proportioned 
are considered under eight different cases. For the sake of simplicity 
in each of the first five cases it is assumed that the girder is designed 
according to Case A (page 221 : 2), in which the flanges resist the whole 
bending moment and the resisting moment of the web plate is neglected. 
Case VI shows how the first five cases may be modified when the girder 
is designed according to Case B (page 223 : 3), in which the resisting mo- 
ment of the web is considered. Cases VII and VIII show the applica- 
tion of the principles of the foregoing cases to special girders. 

The subdivisions are as follows: 

Case I. Concentrated static loads applied to the web (page 243 : 2). 
Case II. Uniformly distributed static loads applied to the web (page 
244 : 2). 



Case III. Combined concentrated and uniformly distributed static loads 

applied to the web (page 246 : 2). 
Case IV. Moving loads applied to the web (page 247 : 1). 
Case V. Loads applied to the flange (page 248 : 2). 
Case VI. Girders in which the web is considered to resist part of the 

flange stress due to bending moment (page 250 : 2). 
Case VII. Box girders, cantilever girders, and girders with non-parallel 

flanges (page 252 : 1). 
Case VIII. Girders with vertical flange plates, and girders with four 

angles in each flange (page 253 : 1). 
The determination of the minimum pitch based upon the strength of the 

web (page 255 : 2). 
Summary (page 257). 

CASE I — CONCENTRATED STATIC LOADS APPLIED TO THE WEB 

2. How Applied. — Concentrated loads are applied to plate girders 
only in conjunction with uniformly distributed loads. These uniform 
loads may be due simply to the weights of the girders themselves, or they 
may include othe* dead or live loads. For the purpose of explanation, 
it seems best to begin with the discussion of the separate systems of load- 
ing and to combine them later. Concentrated loads may be applied to 
one of the flanges as explained under Case V, but under this Case I are 
considered only concentrated static loads which are connected directly 
to the web plate by means of connection angles or stiffening angles. 
Concentrated static loads may be fixed in position but variable in 
magnitude; the rivet pitch should be determined from the maximum 
values. 

3. Bending Moment Theory. — The curve of bending moments for 
a system of static concentrated loads is a series of straight lines, as shown 
in Fig. 189. The bending moment increases constantly from either end 
of a girder to the point of application of the nearest load, and also from 
one load to another. The rivet pitch should therefore remain constant 
from one load (or reaction) to the next load. There should be enough 
rivets between two loads to satisfy the difference in flange stress between 
their points of application. Thus there will be enough rivets between 
the end of a simple girder where the bending moment is zero, and any 
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other point to carry the flange stress due to the total bending moment 

at that point. It was shown on page 189 : 1 that the increase in bending 

moment between the points of apphcation of fixed concentrated loads 

is equal to the product of the shear for a section between the loads multi- 

pHed by the distance between the loads. If we represent the vertical 

shear in any panel by V, the increase in bending moment in any panel 

of length B feet is VB, and the corresponding increase in horizontal flange 

VB '• 

stress to be taken by the rivets in the panel is yr- (page 242 : 3). If the 

limiting value of one rivet under the given conditions is r (usually the 

bearing value in the web plate, page 230 : 3), the number of rivets required 

VB 
in the panel is -jr- -r- r. These rivets are equally spaced throughout 

the panel B, hence the pitch in feet measured horizontally from center 

VB rDr 
to center of rivets is 5 -=- — =r or -c^ . Since the pitch is always less 

rDr V 

than one foot it should be expressed in inches, and the above value should 

be multiplied by 12, which changes A to dr. Thus the pitch in inches is 

rdr 

1. Shear Theory. — The expression found in the preceding paragraph 

may be derived also by an^entirely different method. The intensity of 

Vg 
horizontal shear at any point of a girder with fixed loads is v = jr- (page 

202 : 1). Assuming the flange stresses to be concentrated at the rivet hnes 
according to page 242 : 3, and neglecting the resisting moment of the 
web plate according to Case A (page 221:2), b = t = the web thickness, 

q = — -"", and I = 27' + 2a I— 'J , where a = the area of angles and cover 

plates of one flange, and I' = the corresponding moment of inertia about 

V 
an axis through the rivet line. Then v = 



(S' + '^^y 



41 

The term — r 

adr 



intensity of horizontal shear then becomes v = j-:, and the corresponding 
stress per hnear inch is found by multiplying by the web thickness t to 
be -rr. Since the value of each rivet is r, the distance between rivets 

Or 



should be r 



-r, or v= -YTt as before. 



can with safety be neglected; it is usually a small fraction, particularly 
at the ends of the girder where its effect would be most pronounced. The 



CASE n — UNIFORMLY DISTRIBUTED STATIC LOADS APPLIED TO 

THE WEB 

2. How Applied. — The weight of a girder is considered to be uniformly 
distributed throughout its length. The superimposed load may be con- 
centrated, uniformly distributed, or part concentrated and part uniform. 
The superimposed loads may be moving loads, as discussed under Case 
IV (page 247 : 1), and they may be applied to the flange, as discussed 
under Case V (page 248 : 2). Under this Case II are considered only static 
uniformly distributed loads which are apphed to the web. The weight 
of the girder may be included. 

3. Theory. — The curve of bending moments for loads which are 
uniformly distributed the full length of a girder is a parabola. Since the 
flange stress is directly proportional to the bending moment (since 
F = Mb -i- Dr), a parabola may be drawn the ordinates of which repre- 
sent the flange stresses at different points, as shown by the curved line (1) 
in Fig. 245 (a). The flange stress is zero at the ends of a simple girder, and 
maximum at the center. The rate of increase is not constant, but is 
greater near the ends, and the rivet pitch should accordingly be smaller 
at the ends and larger at the center. Theoretically, no two intervals 
should be ahke, but this is impractical because of the amount of calcula- 
tion involved in determining the pitches, and because of the extra work 
required in spacing the rivets both in the drafting room and in the shop. 
It is customary to subdivide the girders into panels, to determine the 
pitch at the beginning of each panel, and to use this constant pitch 
throughout that panel, even though more rivets are thus used than are 
theoretically required. The panel lengths are arbitrarily chosen approxi- 
mately equal to the depth of the girder, preferably equal to the depth 
between rivet hnes. It is not necessary that the girder length be an exact 
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multiple of the panel length chosen, the balance being placed at the 
center where the same pitch usually extends for more than one panel. 
When intermediate stiffening ailgles are used, the panel lengths may be 
made to conform to the spacing of the stiffeners, although if t"he distance 
between stiffeners greatly exceeds the girder depth an excessive number 
of rivets will result. As in the case of concentrated loads it is convenient 
to make use of the relation between bending moment and vertical shear, 
but for uniformly distributed loads the shear is not constant through- 
out any panel. It may be easily proved that the increase in bending 
moment per panel for fixed loads is equal to the product, of the panel 
length and the average vertical shear, i.e., the shear for a section in the 
middle of the panel. The corresponding increase in horizontal flange 
stress is equal to this product divided by the depth Dr. In Fig. 245 is 
shown the relation between the horizontal flange stress and the vertical 
^hear. The ordinates in (a) represent the total horizontal flange stress 
while those in (6) represent the total vertical shear. The parabola (1) 
shows the actual flange stress due to the full load, and the straight line 
(5) shows the actual shear. If the increase were constant in any one 
panel, the stress diagram would assume the position of the dotted line (2) . 
The corresponding shear diagram, showing the constant average shear 
per panel, is represented by the stepped dotted hne (6). If the rivets 
in each panel were porportioned from this constant increase, it is apparent 
from either diagram that there would be a deficiency in the first half of 
the panel, although this would be made up in the second half so that the 
total number of rivets in the panel would be sufficient. In order to 
satisfy the increase in flange stress at the beginning of the panel, however, 
the rivet pitch must be determined from the shear for a section at the 
beginning of the panel instead of at the middle. In other words, if a 
constant pitch is used it must not exceed the smallest pitch which would 
be used at the beginning of the panel if the pitch were varied according 
to the actual stress curve. The effect of this is shown graphically by 
the heavy lines (7) and (3) which he entirely outside of the theoretical 
lines (5) and (1). The excess in the number of rivets when spaced uni- 
formly in this manner instead of according to the ordinates of the parab- 
ola is justified by the practical advantages.* In view of this excess, 

, UB . 
* This excess cannot exceed — — in any panel. 

2r 



each rivet pitch may be taken to the nearest \". The method of solution 
is much the same as for concentrated loads, and the expression p = ~ 

S Panels ofB- j-L 




{b) SHEAR DIAGRAM- 
Fig. 245. 
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may be derived in the same manner. In the case of uniformly distributed 
loads the V is limited to the shear for a section at the beginning of the 
panel. If the panels are of equal length, the shears for different sections 
may be easily found by means of a constant difference. The appHcation 
of this Case is shown by the following illustrative problem. 

1. Illustrative Problem — Uniformly Distributed Static Loads. — 
Find the rivet pitches in the 18-ft. girder designed on page 222 : 1, assum- 
ing that the total load is 6500#/ft., including the weight of the girder. 
Use a unit stress in bearing of 24,000#/sq. in. 



6750# = 

19.5" = 

58,500# = 

10,500# = 

48,000# = 

37,600# = 

27,000# = 

2i" = 

2i" = 

3i" = 
5" = 
6" = 



r = value of one f " rivet bearing in a f " plate (page 309) 

24| - 2 X 2f = dr = depth between rivet Unes 

6500 X 9 = F for 1st panel = maximimi end shear 

6500 X 19 . 5 -r- 12 decrease in shear per panel of 19 . 5" 

58,500 - 10,500 = V for 2nd panel 

48,000 - 10,500 = V " 3rd " 

37,500. - 10,500 =V" 4th " 

6750 X 19.5 -^ 58,500 = pitch in 1st panel 

6750 X 19.5 + 48,000 = " " 2nd " 

6750 X 19.5 + 37,500 = " " 3rd " 

6750 X 19.5 ^ 27,000 = " " 4th " 

maxumma pitch for balance. 



In this first problem each step is clearly indicated, but in general the 
solution can be simplified by being arranged in tabular form as in sub- 
sequent problems. Since the pitch in the first panel is not less than the 
minimum value 2i" found in the first table on page 306, the solution 
is satisfactory. 

CASE m— COMBINED CONCENTRATED AND UNIFORMLY DISTRIBUTED 
STATIC LOADS APPLIED TO THE WEB 

2. Method. — The rivet pitches in girders which support both con- 
centrated and uniformly distributed static loads are determined from 
a combination of the methods of Cases I and II. The pitch for any panel 

rdr 
is found from the formula p = j^, in whiich V is the total shear for a sec- 



tion at the beginning of the panel due to the combined loads. If the 
shear due to the uniform load is relatively small, the pitch is usually 
changed only at the points of concentration. For example, the floor 
beam of a double-track through railroad bridge would support four con- 
centrated loads at the stringer points. These concentrated loads would 
include the five load, the impact, and the dead load due to the track and 
the stringers. The uniformly distributed load would consist merely of 
the weight of the floor beam itself which is so comparatively small that 
the shear is virtually constant between points of concentration. The 
first pitch would be determined from the total end shear and used from 
the end to the first stringer. The second pitch would be determined 
from the total shear for a section just inside the first concentrated load 
and used from the first to the second stringers. The shear in the central 
panel would be so small in this case that the maximmn pitch of 6" would 
be sufficient. Again, if the concentrated loads are relatively small, the 
change in shear at the points of concentration may be negUgible, and the 
pitch may be changed only at the panel points selected for the uniform 
loads, although the shears for sections at these points must include both 
systems of loads. Since the rivet pitch increases toward the center, it 
is safe to extend any pitch nearer the center than is theoretically neces- 
sary. When neither system of loads predominates, the pitch should be 
changed both at the points of concentration and at the panels of the imi- 
form loads. Each pitch is calculated at one point from the combined 
shear and extends to the next point where the pitch is found. For ex- 
ample, if a concentrated load falls between panel points 2 and 3, the 
pitch found at 2 would be used between 2 and the load, but from the load 
to 3 the pitch found from the shear for a section just to the right of the 
load would be used. The pitch found at 3 would be used from 3 to 4 
unless there was another concentrated load between them, in which case 
the pitch would change at the load as before. 

3. Variable Fixed Loads. — For loads which are fixed in position but 
variable in magnitude, the pitch in any panel should be determined from 
the loads which cause a maximum shear in that panel. This is illustrated 
by the problem on page 250 : 3. 

4. Illustrative Problem — Combined Loads. — Find the pitches of 
the f " flange rivets in an 80-ft. girder composed of an 84 X ■^" web, 
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6x6 angles, and cover plates. There is a concentrated load of 30,000# 
every 10 feet, and a total uniformly distributed load of 2000#/ft., 
including the weight of the girder. Use a unit stress in bearing of 
20,000#/sq. in. 

6560# = r = value of one f " rivet bearing in a xV" plate (page 309) 
77.25" = 841 - (2x2i + 2i) = dr 
6' 6" = 5 = panel length, approximately equal to Dr 

The pitch changes at these panel points and at the points of applica- 
tion of the concentrated loads, as indicated 
^? ^1 » ■'So l" in Fig. 247. The first pitch is used from the 

Hi sis' <ii.!t 8 '.4 2* ' yp ^°"^°'' end to point 1, the next from 1 to 2, and 
tss the last from 5 to the center, being the maxi- 

Fig. 247. mum allowed (page 69 : 1). 



Point 


Shear = V 
(in thousands) 


Pitch- «-=«X^^-^^ 


End 
1 
2 
3 
4 
5 


185.0 =30 X31 + 2 x40 
172.0 = 185.0 -2 x6i 
135.0 = 172.0 -30-2 x 3J 
129.0 = 135.0 -2x3 
116.0 =129.0 -2 x6J 
85.0 = 116.0 -30 -2 xi 


21" 

3" 

31" 

4" 

4i-" 

6" max. 



The first pitch is not less than the minimum of ly^" found in the bottom 
table on page 306 or the minimum of 1|" found from the diagram on 



page 305 so the solution is satisfactory. 



CASE IV — MOVING LOADS APPLIED TO THE WEB 

1. How Applied. — Moving loads may be applied to the webs of the 
girders of a through bridge by means of some system of solid floor con- 
struction in which the floor is connected directly to the girder webs with- 
out the use of floor beams. 



2. Theory. — From the formula p = -p^ it is apparent that the rivet 

pitch varies inversely with the shear, and is therefore minimum when 
the shear is maximum. That this is true may be shown in two ways. 
From the derivation of the formula by the shear theory (page 244 : 1) 
it is obvious that the maximum increase in flange stress will be maximum 
when the intensity of horizontal shear is maximum, and this will be when 
the vertical shear is maximum. From the derivation by the bending 
moment theory (page 243 : 3) it is shown that the increase in flange stress 
is a function of the vertical shear and is therefore a maximum at the 
same time. In order to determine the rivet pitch at any point in the 
flange of a girder, the moving loads should be placed to cause a maximum 
shear for a section taken at that point. The position of moving load=! 
which will cause a maximum shear for any section is explained on pag:^ 
189 : 3. The girder is subdivided into panels as in Case II, page 244 : 2. 
The effect of spacing the rivets according to the maximum shear for 
moving uniformly distributed loads is shown graphically in Fig. 245. The 
actual curve of maximum shear is a parabola (8) with the vertex at the 
support where the shear is zero. The dot and dash stepped line (9) is 
based upon a constant shear in each panel equal to the maximum shear 
at the beginning of the panel. The dot and dash line (4) shows the cor- 
responding flange stress. Although there is a considerable excess in 
the total number of rivets due to the fact that constant pitches are used 
for practical reasons, yet it is essential that the rivets be placed closely 
enough at every point to provide for the maximum local stress, even 
though not all the remaining rivets are fully stressed at the same time. 
The moving loads must be placed in a different position in determining 
the shear for the pitch in each different panel, but the shear must be the 
total shear due to both the moving or " live " loads with impact, and the 
static or " dead " loads. The latter usually extend the entire length of 
the girder at all times. 

3. Approximate Method. — For uniformly distributed live loads, the 
maximum shear varies with the square of the distance from the section 
to the vertex of the parabola at the further end of the span, and it is 
convenient to find the shear for the section at the beginning of each panel 
from the maximum Uve-load end shear by proportion in this way. These 
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shears may be combined with the corresponding dead-load shears to give 
the proper totals. In case the uniformly distributed Hve loads are rela- 
tively very large, as for example, wh'en there is no other dead load than 
the weight of the girder, it is usually sufficiently close to apply this ratio 
to the combined Hve- and dead-load shears. In this case the inverse ratios 
may be appHed directly to the rivet pitches, and after the pitch in the 
end panel is determined, the remaining pitches may be found by means 
of a sHde rule without the corresponding shears being found. This ap- 
proximate solution for imiformly distributed loads gives safe results 
even though there is additional dead load, but enough rivets, may be 
saved to justify computing the hve and dead load shears separately. 
Sometimes this approximate method, or some similar method, is applied 
to girders which support moving concentrated loads, but this is not 
recommended. The shears thus found are less than the shears computed 
separately, and consequently the resulting pitches are larger than they 
should be. This difference in pitch in some panels of deck girders 
under Cooper's engine loads often reaches f". In view of this it 
seems best to compute the maximimi total shears for each panel by 
means of the diagram, in much the same manner as in the problem on 
page 251 : 1. 

1. Illustrative Problem — Moving Uniform Loads. — ^Find the rivet 
pitches in the girder designed on page 222 : 2, using a unit stress in bearing 
of 24,000#/sq. in. 

9190# = r = value of one |" rivet bearing in a i^" plate (page 310) 
65.25" = 72i - (2 X 2i + 21) = d. 
6000#/ft. = hve load 
560#/ft. = 200 + 360 = dead load 
3040# = 560 X 65 . 25 + 12 = change in dead-load shear per panel 
length equal to dr 
11 = 60 X 12 -h 65.25 approximate number of panels. 

The Kve-load shear at the beginning of the 2nd panel, will then be (—1 

of the live -load end shear. This is simpler than using actual lengths in 
the proportion. 



Panel 


Shear V (in thousands) 


Piteh 919>^65.25 


Dead 


Live 


Total 


End 


17 = .56 x30 


180 =6.0 X 30 


197 


3 


2nd 


14 =17-3 


149 = 180 X (i^y 


163 


31 


3rd 


11 = 14 - 3 


120 = 180 X i^y 


131 


4| 


4th 


8 =11 -3 


95 = 180 X (t^t)'' 


103 


5f 


5th 








6 max. 



The use of the approximate method illustrated below would give the 
same results in this case because the total dead load is so small compared 
to the live load. 

„ „, 9190x65.25 .... . , 

" 6560 X 30 "" P "^ ^^ 
3f = 3.04 X my = " " 2nd " 
4i =3.04x(-V-)'-= " 
5f = 3.04 X (-V^)2= " 



3rd 
4th 



CASE V — LOADS APPLIED TO THE FLANGE 

2. How Applied. — One or more stiffening angles should be placed 
under each heavy concentrated load which rests on the top flange of 
a girder, in order to transmit the load to the web plate. The rivet pitch 
is then found according to the method of Case III. Obviously, stiffening 
angles cannot be used under moving concentrated loads or under either 
static or moving uniformly distributed loads. The only way in which 
these flange loads may be transmitted to the web plate is by means of 
the flange rivets. These rivets, therefore, must resist not only the same 
horizontal flange stresses which they would resist in case the same loads 
were apphed directly to the web, but they must resist also a vertical 
stress. This form of loading is very common. For example, the rails 
of crane runways rest directly upon the tops of the crane runway girders, 
and the tracks of railway bridges rest directly upon the tops of the 
stringers of through bridges and the tops of the girders of deck bridges. 
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Similarly, masonry walls are often built upon the tops of girders. The 
ties of railroad tracks are so close together that they may be considered 
as uniformly distributed loads. In order that this vertical stress may be 
properly distributed among the rivets, the pitch should not exceed 4 or 
4| inches; 4 inches is used' for crane runway girders, and 4^ for other 
deck loads. 

1. Theory. — In order to combine the effects of both horizontal and 
vertical stresses on the rivets, they must be reduced to a common basis. 
For convenience, both the horizontal and the vertical components are 
found in pounds per linear inch of girder, measured horizontally. The 
resultant stress shows the maximum stress per linear inch to be resisted 
by the flange rivets. The rivet pitch in any panel is found by dividing 
the value of one rivet by the proper resultant stress, thus: 



P = 



resultant " 



The horizontal component per linear inch was found by the shear theory 

V 
on page 244 : 1 to be ;^ . It could be found by the bending moment 



dr 



theory on page 243 

of the panel in inches, thus: 



VB 



3 by dividing the stress per panel -jr- by the length 



VB ^ Y V 

Dr ■ l2Dr dr' 



The V and the 



dr are found in exactly the same way as if the loads were applied to the 
web, the shear being the only variable. The vertical component is usually 
constant throughout the full length of the girder. It may be composed 
of several parts, including the proper proportion of all loads which stress 
the rivets vertically, such as the maximum wheel load with impact or the 
maximum uniform live load, the dead load due to the track or other 
superimposed loads,* and the weight of the angles and cover plates of 
the top flange of the girder itself. Most of these loads are expressed in 

* Students should be cautioned against two common mistakes. The weight of 
track, including ties, service rails, steel and wooden guard rails and fastenings, is 
usually given in pounds per linear foot of track, and should be divided by 2 to give 
the weight per foot of girder. The weight of rails is given in pounds per yard and 
not pounds per foot. 



pounds per linear foot, from which the vertical component per linear 
inch may be found by dividing by 12. It would be impossible to transmit 
the whole of a heavy wheel load to the web through the single rivet 
directly under the point of contact of the wheel. This is unnecessary 
because the rail a,nd the top-chord angles acting as beams distribute the 
load among several rivets. It is customary to consider the load of a 
crane wheel to be distributed over 30 inches. In railway bridges it is 
commonly specified that the maximum wheel load is distributed over 
three ties. This amounts to about 36 inches, as for example, when 8-inch 
ties are separated by 6-inch spaces. The maximum wheel load of Cooper's 
loading is one of the heavy drivers except for short spans in which the 
maximum shears are obtained from the two special loads, in which case 
one of the special loads is used. The impact should be included; when 
this depends upon the loaded length of the track it is close enough to 
use the span length. The resultant stress per linear inch may best be 
determined graphically, either by means of the diagram on page 312 or 
by the use of a siraple graph constructed for each problem as follows: 
lay off two lines at right angles to each other, or use two edges of a 
rectangular sheet of paper; along one line lay off the constant vertical 
component; along the other hne lay off the different horizontal com- 
ponents; the resultants may be scaled without drawing the correspond- 
ing diagonal lines. 

2. Loads are sometimes applied to the bottom flange. If the loads 
are divided between the two flange angles the problem is the same as 
for loads applied to the top flange. If, however, the loads are supported 
by one angle only, the vertical component tends to shear the rivets in 
single shear, while the horizontal component tends to shear them in 
double shear, although the bearing value in the web usually determines 
the limiting value. Obviously the resultant stress cannot be found from 
these two components as before. Perhaps the simplest treatment is to 
increase the vertical component by the ratio which the bearing value of 
a rivet bears to the single shear value, and then proceed as before, using 
the bearing value for r. 

3. Illustrative Problem — Uniform Flange Loads. — The problem on 
page 248 : 1 would be modified as follows, if the load were apphed to the 
top flange instead of the web. 
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6000#/ft. = live load 

200#/ft. = superimposed dead load 

130#/ft. = (360 — 107) H- 2 = weight of top angles and cover plates 
6330#/ft. = total load per foot supported by the rivets 

530#/in. = 6330 + 12 vertical component per linear inch. 

y 
The values of -r are found from the total shears given on page 248 : 1. 



the relation to V that the net area of the angles and cover plates bears 
to the total flange area including one-eighth or other portion of the web 
plate. Thus in finding the pitch in any panel, 



Panel 


V 
65.25 




9190 

Pitch = 7- — - 

resultant 


Resultant _\/(gg^J+ 530^ 


End 
2nd 
3rd 

4th 


3020 
2500 
2010 


3070 
2560 
2080 


3 

34 

^ 

44 max. 



1. Illustrative Problem — Concentrated Flange Loads. — See page 251 : 1. 

CASE VI— GIRDERS IN WHICH THE WEB IS CONSIDERED TO RESIST 
PART OF THE STRESS DUE TO BENDING MOMENT 

2. Method. — ^ Probably the large majority of girders are designed 
according to the method of Case B (page 223 : 3) in which the resisting 
moment of the web plate is considered. In all these girders the rivet 
pitches should be determined accordingly. In this method of design a 
portion of the web plate (usually | of the gross area) is combined with the 
net area -of the flange angles and cover plates to form the flange area 
which resists the flange stress due to bending moment. That part of 
the flange stress which is resisted by the web plate requires no rivets. 
This is analogous to a simple rectangular beam. The flange rivets are 
required to transmit the remaining stress to the angles and the cover 
plates, and to provide for any vertical stress which may result from loads 
apphed to the flange. Thus the methods of the preceding cases may all 
be modified to apply to girders which are designed by the method of 
Case B by substituting for V a new value V. This affects the horizontal 
component of the stress in the rivets, but it does not affect the vertical 
component which remains the same as before. The new value V bears 



'"=^(1) 



in which V is the maximum shear used in finding the pitch according to 
the method of one of the preceding cases, V is the corresponding value 
used in the method of this Case VI, a' is the greatest net area of the 
flange angles and cover plates of one flange in the given panel, and a is 
the sum of a' and the part of the web plate considered as flange area, 

usually ^ of the gross area. The ratio — is not constant in a girder unless 

the same flange area is maintained throughout its length. When cover 
plates are used, the maximum section is furnished near the point of maxi- 
mum flange stress, but it is customary to cut off each cover plate at a 
point where the reduced area is sufficient to carry the maximimi flange 
stress which can occur at that point, as explained in the next chapter 
(page 259). Hence the lengths of the cover plates should be determined 

before the rivet pitches are computed. Since the ratio — increases with 

the area, the greatest cross section in any panel should be used; this 
will be found at the end of the panel nearer the center of the girder. If 
it is not feasible to determine the lengths of the cover plates before the 
rivet pitches are found, the maximum ratio found from the greatest 
flange area should be used throughout the whole girder. 

It is usually better to maintain the same pitch throughout a panel rather than 
to change it at the end of a cover plate because such a change would result in the 
use of a few spaces at a pitch smaller than the pitch either to the right or to the left. 
This should be avoided for the sake of appearance, particularly as long as very few 
rivets, if any, would be saved. If this greatest section extends for only a very small 
proportion of the panel length, the smaller area may be used, except for fixed con- 
centrated loads, because the shear at that end of the panel is less than at the be- 
ginning of the panel. 

3. Illustrative Problem — Web Loads. — Find the rivet pitches in 
the girder designed on' page 225 : 1. The concentrated loads found on 
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page 225: 1 are placed according to Fig. 251 (a) to give the maximum 
bending moment. This position also gives the maximum shear in the 
second panel = 84.2 thousand pounds = 164.3 - 80.1. The maxi- 
mum shear in the end panel is 194.7 thousand pounds, obtained when 



80.1 157.2. 102.4 
15 [is I 15 I 15 

\l64.3 l''5.4\ 



157.2 102,4 102.1 
IS \ 15 \ 15 [ 15 



1194./ 



Fig. 251 (o) 



Fig. 251 (b). 



the loads are placed to give the maximum bending moment at the end 
of the first panel, which brings the maximum concentration at the 
quarter point, as shown in Fig. 251 (6). 

9190# = r = value of one |" rivet bearing in a j\" plate at 24,o6o#/sq. in. 
65.25" = 721 _ (2 x 2i + 2i) = d, 
' 12,300# = 410 X 30 = end shear due to weight of girder 
6,200# = 12,300 — 410 x 15 corresponding shear for second panel 
37.1 13.9 + 8.2 + 7.5 + 7.5 ,. a' ^ , 
^ 3.9 + 13.9 + 8.2 + 7.5 + 7.5 = ^^^^V^^'' ^"^ ^^""'^ 



41.0 

29.6^ 

33.0 41.0 



37.1 -7.5 
7,5 



ratio for end panel, see Fig. 262 



183.0 



29.6 
33.4 
37.1 



(194.7 + 12.3) = F' for end panel in thousand pounds 



81.8 =|Y^ (84.2 +6.2) = F' " 2nd 
9.19x65.25 



3i" = 
6" max = 



183.0 

9.19x65.25 

81.8 



= pitch in end panel 
= " " 2nd " 



1. Illustrative Problem — Flange Loads. — Find the rivet pitches 
in a stringer for the same bridge as the preceding problem. The 
stringer is composed of a 22 x | web and 6 x 6 X ri angles without 
cover plates. 

13,130# = value of one |" rivet bearing in a |" plate at 24,000#/sq. in. 



15" = 22i- - (2 X 2-1 + 2|) = dr (the web being flush with top angles) 

The panel length is taken equal to (/, . The dead-load end shear is 2800# 

= (Affi. + 150) 7.5, which is reduced by 500# = 375 x 1.25 per panel. 

The live-load shears for the first two panels are found by means of the 

table on page 318. The remaining live-load shears are maximum for 

the two special 37,500# loads spaced 7 feet apart, since the loaded segment 

does not exceed 12.5 feet (page 194:1). A single impact percentage 

determined from the span length may be used for each panel. The con- 

"' 14 2 14 2 

The vertical component per hnear 



stant ratio — 
a 



15.9 1.7 + 14.2 
inch for the two end panels is 1650# 



^Q'Q00x^*+^ + '%he50 



being the weight of the top flange angles. 



the remaining panels is 2050# = 



37,500 X 



36 ' 12 

The vertical component for 

15 450 ^ 50 



33 



+ 



12 



Panel 



End 

2nd 

3rd 

4th 

5th 

6th 



Horizontal Component = ^7 



615 \14.2 

7140 = ( 60,000 X — + 2800 ■ - 15 

315 / 15.9 

615 \14.2 

6240 = 52,500 x — + 2300 h- 15 

* ' 315 /15.9 

/ 615 \14.2 

5330 = 45,000 x — + 1800 .=- 15 

\ 315 /15.9 

/ 615 \14.2 

4580 = 38,800 x — + 1300 h- 15 

\ olu I Id . y 

/ 615 \14.2 

3820= 32,500 x,;7i;+ 800);^-:;-=- 15 



315 
615 



/15.9 



\14.2 
3080= 26,300 X; — + 300) 



315 



/15.9 



-e-15 



Vertical 
Component 


Resultant 


1650 


7330 


1650 


6450 


2050 


5710 


2050 


5020 


2050 


4340 


2050 


3700 



Pitch = 



13,130 



resultant 



11 

2 

21 

2; 

3 

35- 



The rivet pitches are here determined up to the center in order to 
illustrate the method, although as a matter of fact they could not be 
used because the pitch in the end panel is less than the minimum of 2| 
found from the table on page 306. In this case the girder should be 
redesigned with either an increased web thickness or increased depth. 
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CASE Vn— BOX GIRDERS, CANTILEVER GIRDERS, AND GIRDERS 
WITH NON-PARALLEL FLANGES 

1. A box girder may be considered as two or more girders, depending 
upon the number of webs (Fig. 95 (g)). The cross section is usually made 
sjTximetrical about a vertical axis. When there are only two webs each 
half of the girder will carry one-half the load, and one-half the total 
flange stress will be resisted by the angle (or angles) on each web together 
with one-half the cover plate. The flange rivets in each web must be 
proportioned for this half stress, according to the method of one of the 
preceding cases. If flange angles are used on only one side of each web, 
the rivets will be in single shear, and the corresponding rivet value must 
be chosen. Girders with three webs are usually designed so that the 
center portion carries one-half the total load. Thus there are two angles 
in each flange on the central web, but only one on each outer web. The 
central web should be thick enough to make the value of one rivet twice 
the single-shear value so that the rivet pitches in all three webs will be 
the same. Otherwise, the pitches must be determined separately. 

2. In a cantilever girder the rivet pitches may be determined by the 
method of one of the preceding cases given for simple girders, but care 
must be taken that the proper shear is used. In determining the pitch 
in any panel, the maximum shear in the panel should be used. Sometimes 
this maximum will occur when the section is taken at the left end of 
the panel and sometimes when it is taken at the right end, depending 
on the position of the panel in the girder. See page 190 : 1 for the position 
of moving loads which will cause the maximum shears. 

3. Illustrative Problem — Cantilever Girder. — Find the pitches of j" 
rivets in a 40-ft. cantilever girder which projects 10 ft. beyond one of 
two supports which are 30 ft. apart. The total static load is 4,000#/ft. 
including the weight of the girder. The girder is composed of a 36 x f 
web and 6x4 angles. The imit stress in bearing is 20,000#/sq. in. 
Assume the simplest case in which the load is applied to the web, and the 
resisting moment of the web is neglected. 

The shear and moment diagrams for this form of loading are shown in 
Fig. 193. The maximum bending moment occurs at the section for 
which the shear is zero, and the point of contraflexure is at the point 



where the bending moment is zero. The bending moment and shear, 
and hence the rivet spacing, are symmetrical between the point of con- 
traflexure and the supported end. The distance from the right support 
to the point of contraflexure is 26 . 6 found by equating to zero an expres- 
sion for bending moment in terms of the distance X. The point of contra- 
flexure is not much over a panel length from the left-hand support so 
the equal panels are laid off from the point of contraflexure and from the 
right-hand support as shown in Fig. 252 in order to make the rivet spacing 
symmetrical. If preferred, 

12 3 4 S 6 7 8 8 7 8 5 

i.t 2.e-2.eX 



I II. 



2.5 2.5 2..5 2.6. 

* a2- 



WsTi 
■>1.C' 



30 



mj 



63,3 



Fig. 252. 



the equal panels could be 
laid off from the left-hand 
support, but additional 
pitches would have to be cal- 
culated because the shears for the panels at the right would differ from 
those at the left. The cantilever end is divided into four equal panels. 

5630/ = r = value of one f " rivet bearing in a f " plate 
31.5" = 36| -2x2i = dr. 



Panel 


Shear = V 
(in thousands) 


Pitch = ^«^^«l-« 


0-1 
1-2 
2-3 
3-4 
4^5 
5-6 
6-7 
7-8 
8-8 


10.0 =4.0 x2.5 
20.0 =10.0 x2 
30.0 =10.0 x3 

40.0 =10.0 x4 
66.7 =106.7-40.0 
53.3 =Br 

42.9 =53.3 -4.0 x2.6 
32.5 =42.9 -4.0 x2.6 

22.1 =32.5 -4.0 x2.6 


6 max. 
6 max. 
6 

^ 

21 
31 
4i 
51 
6 max. 



The smallest space 2f is not less than the minimum 2| found in the 
bottom table on page 306 so the solution is satisfactory. 

4. Girders with non-parallel flanges are used for turntables, sidewalk 
brackets, and other special work. The inclined flanges have vertical 
components which relieve the web plate of part of the shearing stresses, 
and the number of rivets must be increased accordingly. The formula 
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p = -r^, or a modification of it for conditions similar to those of the pre- 
ceding cases, may be adapted to girders with inclined flanges by substi- 
tuting V" for V, as explained below. The resulting pitch will be the 
distance altmg the flange and not necessarily horizontal. The pitch along 
the bottom flange will theoretically be the same as the pitch along the 
top flange even though the inclination is not the same. Sometimes for 
practical reasons, only the pitch of the rivets in the steeper flange is com- 
puted, the rivets in the other flange being placed in the same vertical 
lines even though more rivets are thus used. The pitch is usually changed 
at equal intervals. Since both V" and dr vary, the pitches should be 
determined at both ends of a panel and the smaller of the two should be 
used throughout that panel. The value of V" may be determined from 
the following expression : * 

M 

(tan a + tan P) 



V" = V 



dr 



in which V = the maximum shear for a given section, M = the cor- 
responding bending moment for the same section and for the same posi- 
tion of the loads, dr = the vertical distance between rivet lines at the 
given section, a and /8 = the angles of inclination of the bottom and the 
top flanges with the horizontal. The signs of the tangents given, above 
are based upon the flanges converging toward the end of the girder. 
In case either slope is reversed the corresponding sign of the tangent 
should be changed. If either flange is horizontal the corresponding tangent 
becomes zero. 

CASE vm— GIRDERS WITH VERTICAL FLANGE PLATES, AND 
GIRDERS WITH FOUR ANGLES IN EACH FLANGE 

1. When Used. — Girders which carry heavy loads over long spans 
frequently require greater flange areas than can be furnished by two 
angles with cover plates. Similarly the use of a depth less than the most 
economical depth may necessitate the use of a more complex flange. 

* For derivation see Johnson-Bryan-Turneaure's "Modern Framed Structures," 
Vol. Ill, John Wiley and Sons, Inc., New York; or Waddell's "Bridge Engineering," 
Vol. I, John Wiley and Sons, Inc., New York. 



Various forms of flange are adopted to meet different requirements, as 
illustrated in books on girder design. Only two forms will be considered 
here, viz.: flanges with vertical plates between the angles and the web, 
and flanges composed of four angles. Vertical flange plates are often 
used in conjunction with the four angles, either between the angles and 
the web or outside of the vertical legs of the angles, or both, but any 
draftsman who is hkely to design the details for such a girder should be 
able to adapt the principles of this chapter to his needs. 

2. Vertical flange plates which are placed between the flange angles 
and the web plate extend the entire length of the girder because it is 
impractical to make them 
shorter than the angles which 





Fig. 253. 



rest upon them. The rivets 
which pass through both the 
angles and the vertical plates 
(rows a and b, Fig. 253) must 
be considered separately from 
those which pass through the 
web and the vertical plates 
only (row c). The former 
transmit only that portion of 
the flange stress which is carried by the flange angles and the cover 
plates. This part of the stress tends to shear the rivets between the 
angles and the vertical plates, and the thickness of metal is sufficient 
to develop the full double-shear value of the rivets. The total stress 
carried by the angles, the cover plates, and the vertical flange plates 
tends to shear the rivets in aU rows between the vertical plates and 
the web, and the rivet value is usually Hmited by the bearing value in 
the web plate. For practical reasons it is customary to place the 
rivets in row c opposite those in rows a and b. The pitch in row c 
increases more rapidly than the pitch in rows a and b. If the pitch in 
rows a and b is found to be less than that in row c in the end panel it 
will also be less in the other panels, so it is unnecessary to determine 
the pitch in row c in every panel. Sometimes the pitch in row c will 
be twice as great as in rows a and b in some panels, and the rivets may 
be placed opposite those in row a only, as in Fig. 253, provided the 
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maximum value (usually 6") is not exceeded. The pitch in row c must 
then be determined in enough panels to find where the double pitch may 
begin. 

1. Theory — Rivets in Angles. — The rivet pitch in rows a and b 

r"dr 



rivets in rows a and b is 



is determined from the expression p = 



Y"" 



in which r" = the double 



shear value of one rivet, dr = the mean depth between the rivet lines in 
the angles (rows a and b), and V" = that proportion of the maximum 
total shear V in the panel which the net area of the angles and the cover 
plates bears to the total net flange area in the panel, including the ver- 
tical flange plates. Since this proportion increases with the areas, both 
areas should be taken for a section at the end of the panel toward the 
center of the girder, although the maximmn shear is not found for the 
same section (compare page 244 : 3). The resulting pitch is the horizontal 
distance from a rivet on row a to a rivet on row b, the rivets being stag- 
gered. If three rows are used in each angle, the rivets in the middle row 
are usually staggered with the rivets in the top and bottom rows which 
are placed opposite. The pitch from a rivet in the middle row to the rivets 
in the other rows would be three-halves of the pitch found from the 
formula, dr being the mean depth of the three rows. If the loads are 
applied to the flange of the girder, a vertical component must be com- 
bined with the horizontal component as in the method of Case V (page 
248 : 2). If the girder is designed according to Case B (page 223 : 3), the 
total net flange area mentioned above should include one-eighth or other 
portion of the web which is counted as flange area, as explained under 
Case VI (page 250 : 2). 

2. Theory — Rivets in Vertical Plates. — The determination of the 
pitch of the rivets ia row c (Fig. 253) is based upon the difference between 
the total number of rivets required in rows a, b, and c, and the number 
required in rows a and b. The total number of rivets in all three rows 

. VB 
required in a panel of B feet is —tj- (compare page 243 : 3), in which V 

= the maximum total shear in the panel, r = the value of one rivet in 
bearing in the web (or double shear if less), and d' = the mean depth of 

aa + bb + cc 



the three rows of rivets or 



The corresponding number of 



V"'B 

r"dr 



(preceding paragraph). The number of 



rivets in row c is equal to the difference between these two numbers, and 
the rivet pitch is found by dividing the panel length by this difference. 
The panel length cancels out and the formula for the rivet pitch in row c is 



P = 



rd' 



r"dr 



If the loads are appHed to the flange of the girder, the same vertical 

component used in finding the pitch in rows a and b should be combined 

V V" 

with -p and also with — r- to give two resultants which should be used 

in place of the corresponding quantities in the above formula. If the 
girder is designed according to Case B, the V of the formula should be 
replaced by V as in Case VI (page 250 : 2) and the V" should be modi- 
fied as in the preceding paragraph. In case a deeper vertical plate is 
used with an additional row of rivets, the rivets would be staggered on 
the two lines, and the pitch of the staggered rivets would be found as 
before except the extra rivet line would have to be considered in deter- 
mining the mean depth d'. 

3. Illustrative Problem — Girder with Vertical Flange Plates. — The 
points peculiar to this type of girder may be illustrated by finding the 
pitch in one panel where the maximum shear = 600,000#. The girder 
is composed of a 120 x f web, 6x6 angles, 14" cover plates, and 12 x |" 
vertical flange plates, with f " rivets. Let us assume that the resisting 
moment of the web is considered; that the ratio of the net area of the 
angles, cover plates, and vertical plates to the total net area including 
I the web is 0.8, or 7' = 0.8 F; and that the ratio of the net area of the 
angles and cover plates to this same total net area is 0.6, or V" =0.67. 
The depth back to back of angles is 10' 0|", the distance from the back 
of the angle to the first row of rivets a is 2|, from row a to row b is 2^, 
from row b to row c is 3, and from row c to row d (the additional row in 
the vertical plates) is 3. The mean depth dr of the rows a and b is 113?, 
and the mean depth d' of rows a, 6, c, and d is 107 . 6. From the last table 
on page 310, the value of one rivet in double shear r" = 12,030, and 
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in bearing in the f" web plate r = 10,940. The pitch of the staggered 

12 nQfi V 1 1 ^ 9fi 
nvets in rows a and 6 is 3| = q's x 600 000 '^^^ P'*''^ °^ *^^ ^*^S- 
gered rivets in rows c and d is calculated to be over the maximum of six 
inches, thus: 

1 

0.8 X 600,000 _ 0.6 X 600,000 

10,940 X 107.6 12,030 x 113.25 

Since 6" is less than 2 x 3f the double space cannot be used, and for 
practical reasons a pitch of 3f would be used, with the rivets in rows c 
and d opposite those in rows a and h. In case the load was appKed to 
the flange and the vertical component was 1000# per linear inch of girder, 
the above problem would be modified as follows. The horizontal component 



Y'" 



3280 = 



0.6 x 600,000 



must be replaced by the resultant of this 



113.25 

force and the vertical component of 1000, or 3430. The horizontal 

+ ^' AAca 0.8x600,000 ^, , J . XI- ,. . 

component -rr = 4460 = ' — must be replaced by the resultant 

of this force and 1000, or 4750. The rivet pitch in rows a and h would 

12 030 
then be ?>\ = ' , and the pitch in rows c and d would become 

which is over 6". A pitch of 2>\ would be used since 6" 



4570 



3430 



10,940 12,030 

is less than 2 x 3^. 

1. When four angles in each flange are used, the rivets in the addi- 
tional angles are placed opposite those in the outer angles, as shown in 
Fig. 255, for convenience in spacing the rivets both in the drafting room and 
in the shop. It is therefore necessary only to determine the pitches in 
either the outer or the inner angles whichever is smaller. The rivets 
in the outer angles are proportioned for the entire vertical component 
due to any load which rests upon these angles, and for that portion of 
the horizontal stress which is carried by the outer angles and the cover 
plates. The rivets in the inner angles are proportioned simply for that 
part of the horizontal stress which is carried by the inner angles (unless 



there should be a vertical load applied to these angles). The depth dr 

should be the mean depth between the rivet lines in the angles in which 

the pitch is determined, the 

mean depth for the inner 

angles being considerably 

less than that for the outer 

angles. When cover plates 

are used, the limiting pitch 

is found in the outer angles, 

otherwise the pitches in both 

angles should be determined 

in one or more panels and 

the smaller values chosen. 





Fig. 255. 



THE DETERMINATION OF THE MINIMUM PITCH BASED UPON 
THE STRENGTH OF THE WEB 

2. Importance. — One point of failure of plate girders is apparently 
overlooked by some designers, although it should receive the most care- 
ful consideration. The strength of the web plate between flange rivets 
may not be sufficient to transmit the full flange stress for which the 
flanges are designed and for which the rivet pitches are determined. If 
the rivet pitch which is determined by any of the methods of the preced- 
ing Cases happens to be less than a certain minimum, the web plate will 
fail along the line of rivets before the strength of the rivets is fully devel- 
oped, and the maximum safe load of the girder will be somewhat less 
than the required amount. The minimum space of " three diameters " 
(page 68 : 6 ) is so generally recognized as the smallest pitch allowed 
for rivets in a single line that no serious difficulty is likely to arise from 
the lack of further consideration of flange rivets which are placed in a 
single fine, although the minimum pitch is not exactly three times the 
diameter of the rivet for all unit stresses. A draftsman is quite liable, 
however, to use a smaller pitch for staggered rivets than is justified by 
the strength of the web plate. Although the minimum pitch for stag- 
gered rivets is somewhat less than " three diameters," it is not so much 
less as many designers and draftsmen suppose. It is important that no 
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pitch be less than the minimum determined by the strength of the web as 
explained below. 

1. A table of minimum pitches for flange rivets is given on page 306. 
Values are shown for different sizes of rivets, for different web thicknesses, 
and for different unit stresses. Distinction is made also between rivets 
placed in single and double rows, and between those which act in single 
and double shear. It should be noted that the pitch varies with the web 
thickness only when the rivet value is Umited by either single or double 
shear, but the pitch is independent of the web thickness when the rivets 
are limited by the bearing value as. is more frequently the case. Values 
are given in the tables only for webs from ^" to f" thick, and no value is 
given which would provide less than the minimum clearance required 
in driving the rivets by machine. Since rivets are so commonly stag- 
gered on hues which are 2\" apart it hag seemed desirable to indicate 
all values which are less than the minimimi determined for this gage from 
the diagram on the page preceding the table. All values above the fine 
lines should be used only upon the assurance that the corresponding re- 
duction in the net flange area will not impair the strength of the girder. 
For example, this is true when rivets in both hues have been deducted 
in determining the net area used in the design of the flange, or when there 
is sufficient excess of flange area in the panel for which the pitch is de- 
termined as is quite often the case. 

2. Unit Stresses. — The unit stress in shear is usually specified for 
the gross area of the web plate but seldom for the net area. In deter- 
mining the strength of the web between rivets the net area is used. In 
the tables two different imit stresses in shear on the net section of the 
web are used in conjunction with the common unit stresses for the rivets. 
Unless otherwise specified a unit stress of 13,000#/sq. in. may be used. 
This is about eight-tenths of the unit stress in tension of 16,000, which 



is a fair allowance. It is also about four-thirds of the unit stress in shear 
on the gross section of 10,033, which is consistent with the ratio used in 
allowing for rivets in the web plate in deriving the formula used for 
designing girders by the method of Case B (see page 223: 3). Incidentally, 
the use of 13,000 with the unit stresses for rivets as specified by the 
American Railway Engineering Association reiults in a minimum pitch 
in a single row of rivets of three diameters, as shown in the first table on 
page 306. 

3. Theory. — The web plate must be strong enough to transmit the 
flange stress to the flange angles. The critical horizontal section is along 
the fine of flange rivets. When two lines of rivets are used, the critical 
section will be along the line nearer the center of the web. The web 
between adjacent rivets on the critical line must develop the strength 
of the corresponding number of rivets, i.e., one when a single line is used 
as in Fig. 257 (a) and two when the rivets are staggered as in Fig. 257 (6). 
The formulas upon which the values in the tables on page 306 are based 
depend upon whether rivet values are limited by bearing, or by single 
or double shear. The formulas for the minimum pitch for rivets in a 
single line and for staggered rivets are so similar that they are derived 
in parallel columns for the sake of comparison. Similar expressions for 
three or more hues of rivets may be derived in like manner as occasion 
demands. Let p = the minimum rivet pitch, measured parallel to the 
rivet hues from center to center of rivets, d = the diameter of the rivet, 
d + l = the diameter of the rivet hole used in designing (page 208:2), 
t = the thickness of the web plate (or the thickness of a single angle of 
a box girder if less than the web thickness), s = the unit stress in shear 
on the net section of the web plate, s' = the unit stress in shear on the 
rivets, and h = the unit stress in bearing. All units are inches or pounds 
per square inch. 
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Fig. 257 (a). 

In Fig. 257 (a), the net area which resists horizontal shear in the space 
p is [p - (d + 1)3 1. This is multiplied by the unit stress s and equated to 
the value of one rivet. 

// the rivets are limited by the bearing value: 

[p-{d + l)y = dtb, or p=^ + (d + ^). 
// the rivets are limited by the single shear value: 




Fig. 257 (6). 

In Fig. 257 (6), the net area which resists horizontal shear in the space 
2p is [2p - (rf + !)]<. This is multipUed by the unit stress s and equated 
to the value of two rivets. 

// the rivets are limited by the bearing value: 



[^ - (' + ^). 



ts = 



TrrfV 



or 



TTdV 



■ + 



i^-t)- 



If the rivets are limited by the single shear value: 
2ir d^s' 



4, ' - '' 4fe 
// the rivets are limited by the double shear value: 

[p-[d + s)\'^-^' or p=^^ + (d + -j. 



[2p -(d + 
rivets an 

Ihe rivets are lit 



ts = 2dtb, or 



V 



db 1 

r + 2 



ts = 



or 



V 



Us "*" 2 






If the rivets are limited by the double shear value: 

2 X 27r dH' 



ts = 



or 



7r*s' 1 / , 1\ 
^ = Ws+2\^ + l} 



SUMMARY 



CASES I, U, III, and IV. Girders in Which the Loads are Applied 

to the Web and the Resisting Moment of the Web is Neglected. — The 

rdi- 
maximum pitch in each panel is found from p = ^^^ in which r = the 

limiting value of one rivet, rfr = the mean depth between the rivet hnes 
of the top flange and those of the bottom flange, and V = the maximum 
total shear at the beginning of the panel. No pitch should be more than 
6" or less than the minimimi found from the table on page 306. The 
panel lengths are chosen approximately equal to the depth between rivet 
lines, although this may be varied somewhat to conform to the spacing 
of the stiffening angles. The pitch is also changed at the point of ap- 
plication of any fixed concentrated load. If there are no other loads 
besides the fixed concentrated loads except the weight of the girder, 
the pitch is changed only at these points of concentration. For girders 



which support moving uniformly distributed loads the intermediate 
pitches may be found from the pitch in the end panel as explained on 
page 247 : 3. 

CASE V. Girders in Which the Loads are Applied to the Flange and 
the Resisting Moment of the Web is Neglected. — The maximum pitch 

-, in which the resultant is found 



in each panel is found from p = ' 

rGSiHiSiiiu 

from horizontal and vertical components in pounds per linear inch. The 

, V 
horizontal component is -j found from the same values and at the same 

points as in Cases I-IV above. The vertical component is found from the 
loads which tend to shear the rivets verti{^ally, as explained on page 
249 : 1. No pitcli should exceed 4|" (usually 4" for crane runway girders), 
or be less than the minimum found from the table on page 306. 



CHAPTER XXXVIII 

COVER PLATES 

Synopsis : The methods of finding the lengths of the cover plates of plate girders to 
be used under different conditions, and the determination of the rivet spacing in the 
cover plates. 



1. Use. — Cover plates are often riveted to the flange angles of plate 
girders in order to furnish the necessary flange area when the angles alone 
are insufficient, as explained on page 219 : 1. The use of cover plates which 
do not extend the full length of the girder permits the reduction of flange 
area toward the ends of the girders to correspond to the reduction in the 
flange stress due to bending moment. 

LENGTHS OF COVER PLATES 

2. Some cover plates extend the full length of the girder in order to 
furnish protection from the weather, or to give uniform bearing. On 
girders which are exposed to the elements, one cover plate of the top 
flange is made to extend the entire length to prevent the collection of 
water in the pocket formed between the angles above the edge of the web 
plate (page 95:3). Some specifications require that one of the bottom 
plates extend the full length also, particularly in bridges over salt water. 
This keeps the girder symmetrical about the neutral plane, although no 
harm can come from having an excess in one flange even though it is not 
balanced by an excess in the other. In crane runways the rails usually 
rest directly upon the top flanges of the girders, and in order to give 
proper bearing for the rails all the top cover plates, or the cover channel 
(Fig. 95 (e)), must run the full length. This is not required in the top 
flanges of deck railway bridge girders because the ties can be notched to 
make up for the variation in the thickness of the plates. 



3. The theoretical length of a cover plate is determined from the curve 
of bending moments, but the actual length is usually made from two 
to three feet greater. (Compare pages 261: 2 and 262: 2.) This extension 
of one foot or more at each end permits the partial development of the 
plate by rivets beyond the point where the plate theoretically begins, 
thus insuring its action when needed. The extension also provides a 
safe margin for any inaccuracies in length due to scaling the graph or to 
calculation, and minimizes the chance of the girder failing at the end of a 
cover plate. 

4. The graphic method of determining the theoretical lengths of cover 
plates will be explained first because it is more general in that it can be 
adapted to any condition of loading. The algebraic method is more con- 
venient than the graphic method upon which it is based, but it is Hmited 
to imiformly distributed or moving loads, as explained on page 263: 1. 

5. For girders which are symmetrically loaded only one-half of the 
span need be plotted. This is true also for girders with unsymmetrical 
loads which may be reversed, as in bridges. For unsymmetrical fixed 
loads the full length should be plotted. Usually the curve of bending 
moments for a single position of the loads is sufficient, but for variable 
fixed concentrated loads more than one curve may be required, as ex- 
plained on page 261: 2. 

6. The bending moments for a girder which supports a uniformly dis- 
tributed load vary as the squares of the distances, and the curve of mo- 
ments is a parabola. This is true for moving loads as well as for static 
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loads because the maximum bending moment at any point occurs when 
the load extends the entire length of the girder. The vertex of the parab- 
ola is at the center of the span where the bending moment is maximum. 
To any convenient scale, AB equal to the half span (or full span as ex- 
plained below) is laid off horizontally, and BC equal to the total maxi- 
mxmi bending moment is laid off vertically, as in Fig. 260. The vertical 
scale is different from the horizontal scale because the units are different. 
It is well to choose the scales so that the distance BC is no greater than 
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Fig. 260. Lengths of Cover Plates — Uniformly Distributed Loads. 

the distance AB and no less than three-quarters of AB. With the ver- 
tex at C a parabola* is drawn through A. The ordinate to the curve 
from any point between A and B represents the bending moment at that 
point. On any inclined hne through B is laid off BH equal to the total 

* Construction : Draw a vertical through A, and lay off AA'= BC. Divide AA' 
into any number of equal parts, depending upon the accuracy required. Connect each 
of these points with C. Divide AB into the same number of equal parts and drop a 
vertical through each point. The intersection of the first vertical with the first diagonal 
gives the first point on the parabola, etc. The points may be joined by means of a 
curved ruler. Only enough of the construction lines need be drawn to show the 
intersections. 



required net flange area for which the girder is designed. This is sub- 
divided so that BD is the actual net area of the two flange angles together 
with the portion of the web, if any, which is counted as flange area in the 
design, and DE, EF, FG, etc., are the net areas of the cover plates, the 
larger being nearer the angles. Usually the last point will fall a httle 
outside of the point H because of the excess in area which results from 
the selection of conunercial sizes. A hne is drawn from H to C, and hues 
parallel to this hne are drawn through points D, E, and F. These lines 
make proportionate intercepts on the line BC which show the portion of 
the maximum bending moment which is resisted by each of the com- 
ponent parts, since the net areas are directly proportional to the bending 
moments (page 221:2). Horizontal lines drawn through these new 
points cut the parabola at points where the corresponding net areas 
satisfy the bending moment. Thus, from A to D' the web and the flange 
angles are sufficient without cover plates; at D' the first cover plate be- 
comes necessary, but it is not fully developed imtil E' is reached, at 
which point the second cover plate begins; the third plate begins at F', 
etc. The theoretical length of the first (thickest) plate is twice the dis- 
tance from D' to B, the second twice the distance E'B, and the third 
twice F'B. By making AB equal to the whole span instead of one-half, 
the effect will be to change the scale so that the distances D'B, E'B, 
and F'B give the whole lengths of the plates without doubling. If the 
line BH is drawn so that the line HC will be horizontal, the parallels will 
be coincident with the horizontal lines which cut the curve, and the con- 
struction is simplified (see illustrative problem, page 262: 1). It is often 
more convenient not to pilot the bending moment, but to lay off the net 
areas along the hne BC and to draw the parabola through the new point 
C = H. The curve then represents net areas instead of bending moments, 
and the inclined Une is not needed. It is quite a common practice to 
draw the parabola to correspond to the point G of the actual area instead 
of point H of the required area. This gives safe results but inconsistent 
results, because the lengths of some cover plates may be increased a foot 
or more while others in the same girder are changed only shghtly. It is 
unnecessary to strengthen the flange throughout its length simply be- 
cause it happens to be impossible to find a commercial size which will 
satisfy the requirements at the center. If all other parts of the girder 



CHAPTER XXXVIII 



COVER PLATES 



261 



were strengthened in proportion it might be desirable, but even then a 
more equitable distribution could be devised. However, no great harm 
can come from the use of actual areas instead of the required areas, and 
in some cases it is more convenient. 

1. The bending moments for a system of concentrated loads increases 
constantly between loads, and the curve of moments is a series of straight 
lines. Since concentrated loads are found only in conjunction with uni- 
formly distributed loads, the two curves must be combined. This may 




Fig. 261 (a). Lengths of Cover Plates — Combined Loads. 

be best accomplished by plotting one below and the other above a hori- 
zontal line so that the combined ordinates representing the total bend- 
ing moments may be scaled. Thus in (a), Fig. 261 (a), the parabola is drawn, 
through P and M so that NP is the maximum bending moment due to 
the uniform load, as in tke preceding paragraph. The bending moment 
due to the concentrated loads must be found and plotted at the point of 
application of each load, as UV and NQ. The total maximum bending 
moment for which the flanges were designed is represented by the maxi- 



mum combined ordinate PQ. This total bending moment should be 
subdivided in proportion to the resisting moments of the angles and web, 
and each cover plate, as in the preceding paragraph. This should be 
done along the edge of a separate card or piece of paper, as shown in (6), 
Fig. 261(a). This card can be made to slide over the graph of (a). Fig. 261(a), 
so that P' follows the parabola, and the hne P'Q' is kept vertical. In the 
position where R' falls in the lower curve at R, the vertical line marks the 
point where the first cover plate should theoretically begin, because the 
resisting moment of the angles and web P'R' satisfies the total bending 
moment P'R. Similarly, the second cover plate should begin where the 
total ordinate P'S equals the distance P'S', the third where the ordi- 
nate P'T equals P'T', etc. In case there is no other uniform load than 
the weight of the girder itself, the corresponding bending moment would 
be relatively so small that the parabola would be too flat to plot. In this 
event a single curve should be plotted from the total bending moments. 
Thus the bending moment due to the concentrated loads at the point of 
application of each load should be increased by the bending moment due 
to the imiform load at the same point. 

2. For variable concentrated loads, fixed in position, the lengths of 
the cover plates are not always determined from a single position of the 
loads. Take, for example, 
the girder of a through rail- 
way bridge. The loads 
should be placed to give the 
maximum bending moment 
for which the flanges are 
designed (page 225 : 1), the 
total bending moment at 
each panel point should be 
found for this position of 
the loads, and the corre- 
sponding curve of bending 
moments should be plotted, 
as shown by the full line in 
Fig. 261 (6). The loads should then be placed to cause the maximum 
bending moment at one of the other panel points^ and the curve of 
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Fig. 261 (b). Lengths of Cover Plates — Variable 
Concentrated Loads. 
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bending moments should be constructed for this position in the same 
manner, as represented by the dashed Hne. Similarly, a curve should be 
plotted for the position of the loads which causes the maximum bending 
moment at each other panel point. Since the hve loads may cross the 
bridge in either direction, the girder is made symmetrical and only one- 
half need be plotted. Each curve should be plotted for that half of the 
girder in which the larger bending moments occur. Each curve will 
be outside of all the other curves at least at one panel point. The 
maximum ordinate BC representing the maximum bending moment for 
which the flange is designed should be subdivided as before (page 259 : 6) 
to show the proportion of the bending moment which is resisted by 
each component part. The length of each cover plate is determined 
by drawing a horizontal hne through the proper point on the hne BC 
imtil it intersects the curve of bending moments which is farthest from 
the center. The bending moments due to the weight of the girder 
are usually so small that they can be combined with the bending mo- 
ments due to the concentrated loads which include other dead loads, hve 
loads, and impact. If there were additional uniformly distributed loads 
it might become necessary to plot the moment parabola separately, as 
explained in the preceding paragraph. There are so many steps to a 
problem such as described in this paragraph that inaccuracies in computa- 
tion and in plotting are Hable to accumulate. It is well, therefore, to 
be somewhat hberal in the amotmt added to the theoretical lengths in 
obtaining the practical lengths to be used. 

1. Illustrative Problem — Variable Concentrated Loads. — Find the 
lengths of the cover plates of the girder designed on page 225: 1. The 
maximum total bending moment at the center was found on that page to 
be 3913 thousand potmd-feet, including 185 thousand due to the weight 
of the girder. The concentrated loads were placed as shown in Fig. 251 
(a). The corresponding bending moment at the right-hand quarter point 
(which is greater than at the left-hand quarter point) is 2769 = 175.4 



,^ 410 ,- ,. 
X 15 + -2- X 15 X 45. 



The full line of Fig. 262 is plotted from these 



bending moments. With the loads placed for the maximum bending 
moment at the quarter point, as in Fig. 251 (6) (see also page 261: 2), the 
bending moment at the center is 3668 = 194.7 X 30 - 157.2 x 15 -|- 185, 



and the bending moment at the quarter point is 3059 = 194.7 x 15 -|- 138, 
the 138 being the bending moment due to the weight of the girder foxmd 
above. The dashed line is plotted from these bending moments. On the 
diagonal line are laid off the total net area 40.6 sq. in., the net area of 
the angles and J of the web 17.8 = 13.9 + 3.9, the net area of the 14 x H 
plate 8.2, and the net areas of the two 14 x f plates each 7.5. The total 
area 40.6 is swung about B as a center until it intersects a horizontal line 
through C. In this way the parallel lines become horizontal and coinci- 
dent with the horizontal construction hues which cut the curves, which 
may, therefore, be drawn directly from the points on the diagonal line 
eo-o 
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Fig. 262. 

to the curve farthest from the center line. In this case the lengths of 
all three cover plates are determined by the dashed line. Since the dis- 
tance AB was made the full length of the girder, the scaled lengths of 
the cover plates represent the full theoretical lengths. To these should 
be added about three feet to give the actual lengths to be used, thus: 
46' 0" = 43.2 -h 2.8, 38' 6" = 35.4 + 3.1, and 24' 6" = 21.6 + 2.9. On the 
top flange the 14 x ii plate should extend the fuU length of the girder 
instead of 46' 0". 

2. For a system of moving concentrated loads, such as Cooper's con- 
ventional engine loads, it is usually impractical to construct an accurate 
curve of bendmg moments because this would necessitate finding the 
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maximum bending moments at short intervals, say equal to the depth 
of the girder. This would involve a different position of the loads for 
each bending moment. The resulting curve would approximate a parab- 
ola, and it is usually sufficiently close to consider it a parabola, provided 
a liberal amount is added to the length of each plate to overcome the 
discrepancy between the curves. Usually from 3 to 4 feet should be added 
to the theoretical length instead of from 2 to 3, particularly for the short- 
est plate when more than one are used. 

1. An algebraic method is more convenient than the graphic method 
when the curve of bending moments is a parabola. No general algebraic 
method can be given for girders with fixed concentrated loads because 
the conditions are so varied. It is possible to compute algebraically the 
lengths of the cover plates for any specific case by a method adapted from 
the corresponding graphic method outlined in the preceding paragraphs, 
but this is not usually recommended for fixed concentrated loads. For 
' either static or moving uniformly distributed loads the curve of maximum 
bending moments is a parabola, and for moving concentrated loads the 
curve approximates a parabola, as explained in the preceding paragraph. 
The curve of net flange areas is also a parabola since the net areas are 
proportional to the bending moments. The equation of a parabola referred 
to the origin at the vertex is X^ = 4PF, which shows that values of Y 
vary as the squares of the corresponding values of X, P being a constant. 

Hence, ^tf^ ^ -^ or X = Xi \/ -—r ■ Let us assume that the parabola in 
X\- Yi y Yi 

Fig. 260 represents net areas instead of bending moments, and that the 

line BH coincides with BC. Then BC is the total net area required, and 

the vertex C is the origin of the coordinates. Point A is the only other 

point on the curve for which the coordinates are known. Neglecting the 

signs because they do not affect the result, the coordinates of the point 

A are Xi = -^) and Fi = a, where L = the total length of the girder, and 

a = the total net flange area required. If for F we substitute a" = the 

ordinate from the origin to the horizontal hne which determines the length 

of any plate, then the corresponding value_of X will be one-half the theo- 

L /a" 
retical length of that plate, ox X = -^\/ — ■ On account of the usual 



- 2y a 



excess of the actual net area over the required net area, a" can be found 
best from a by subtracting the net area of the flange angles, the portion 
(if any) of the web considered as flange area, and the net area of cover 
plates between the angles and the cover plate the length of which is de- 
sired. For the plate nearest the angles, a" is equal to the net area left 
for cover plates, taken directly from the design of the flange. The a" 
for the next plate is found from this value by subtracting the net area of 
the first plate, etc. By doubling both sides of the equation, we have 
the total theoretical 



length of cover plate 



=V?' 



the result being in feet since L is in feet. 

2. Illustrative Problem — Uniformly Distributed Loads. — Find the 
lengths of the cover plates of the girder designed on page 222 : 2. The 
total net flange area required is a = 30.5. The resisting moment of the 
web was neglected, and the net area of the angles was 15.9. The net area 
of each 14 x | plate is 7.5. The a' for the flrst plate is 14.6 taken from 
the design (30.5 - 15.9). The a' for the second plate is 7.1 = 14.6 - 7.5. 



The theoretical lengths are 41.5 = 60 



1/30.5 



and 28.9 = 60 



1/30.5 



The actual lengths would be 43' 6", and 31 ' 0" on the bottom flange. The 
longer plate on the top flange should extend the full length of the girder if 
exposed to the weather. 

MVETS IN COVER PLATES 

3. Four points must be considered in determining the spacing of the 
rivets which fasten the cover plates to the flange angles of a plate girder. 
These rivets must (1) transmit that part of the total flange stress which is 
carried by the cover plates, (2) provide for the maximum increase in this 
flange stress, (3) develop the strength of each cover plate between the end 
of the plate and the end of the next plate, and (4) conform to the general 
rules for rivet spacing. The first and third points are satisfied when the 
second is provided for, and often all requirements are fulfilled when the 
rivets are spaced according to the usual rules for spacing, particularly 
those given on pages 69:1 (a), (b), (d) and 106:2. Some companies 
advocate placing the rivets in the cover plates opposite the flange rivets 
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through the web in order to simplify both the drafting and the shop work, 
but as a rule, the benefits derived do not justify the use of the large num- 
ber of extra rivets. 

1. The rivets in the cover plates must carry that proportion of the 
increase in flange stress which the net area of the cover plates bears to 
the total net flange area. The total increase in horizontal flange stress 

V 
per linear inch at any point in the girder is j- (page 244: 1) in which V = 

the maximum vertical shear for a section at the given point, and 
dr = the mean depth of the girder between rivet lines in the vertical legs 
of the flange angles. The portion of this increase which is carried by the 

cover plates is — > in which ai = the net area of aU the cover plates at 

the given point and a = the total net flange area at the same point includ- 
ing any portion of the web counted as flange area. The maximum pitch 
of the rivets in the cover plates at any point is found by dividing r' = the 
value of one rivet in single shear by this increase, or 



P 



ar' dr 



This formula should be apphed at the theoretical end of each cover plate. 
The resulting pitches usually exceed 6", so that no further computations 
need be made. Should the pitches be considerably less than 6", pitches 
should be calctdated at every point, within the limits of the cover plates, 
where the pitches of the flange rivets through the web are determined 
(preceding chapter, page 241). The pitch in the cover plates will always 
exceed the corresponding pitch of the rivets through the web, but the 
excess is proportionately less near the center. If the rivets are to be 
placed opposite those in the web the pitch need not be computed, and if 
placed opposite alternate rivets in the web only enough pitches need be 
calculated to deternune where this double pitch is insufficient. 

2. Each cover plate should be developed by rivets between the end of 
the plate and the end of the next plate. A plate which is fully developed 
by rivets should fail before the rivets when tested to destruction. A cover 
plate in tension is, therefore, developed when there are enough rivets to 
resist the maximum stress which the plate will carry. This is found by 



multiplying the net area of the plate by the unit stress in tension. Some 
designers claim that the plate should be developed beyond the theoretical 
end of the plate, but this is unnecessary, as shown by the curve of bend- 
ing moments in Fig. 260. From the end of the girder to the point 1 the 
entire flange stress due to bending moment is resisted by the angles and 
the web. At any point 3 there is an additional bending moment repre- 
sented by the distance 2-3. This increase is provided for by that part 
of the net area of the plate represented by the distance D-4, and the whole 
plate need not be developed until the point 5 is reached. The increase in 
flange stress is not uniform between these points 1 and 5, but ample rivets 
wiU be provided if the pitch does not exceed the amoimt determined by 
the formula of the preceding paragraph. Each plate extends one or more 
feet beyond the theoretical end, and the rivets in this extra length are 
spaced not over four diameters (page 69: 1 (d)). This insures the de- 
velopment at any point of at least as much of the plate as is required. 

3. Illustrative Problem — Uniformly Distributed Loads. — Find the 
spacing of the rivets in the cover plates of the girder designed on page 
222: 2. The theoretical lengths of the cover plates were found on page 
263: 2 to be 41.5 and 28.9. The maximum shears in thousands of pounds 
for sections taken at the ends of the cover plates may be found from the 
maximum end shear of 196.8 (page 248: 1) by the approximate method 

m + 41.5 Y 



(page 247:3) to be 140.9 = 196.8 x 
/60 + 28.9Y 



602 



and 108.0 = 196.8 X 



/ 60 + 28.9 y 



dr 



„„2 'The value of one rivet in single shear is r' = 7.22, and 

= 65.25. At the end of the first plate ai = 7.5, and a = 23.4 = 



15.9 + 7.5, the resisting moment of the web being neglected. The 
maximum pitch determined by the method of page 264 : 1 is 

23.4 X 7.22 X 65.25 

7.5 X 140.9 

which exceeds 6". The pitch at the end of the second plate is 

30.9 X 7.22 X 65.25 
15.0 X 108.0 ' 
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which also exceeds 6". When the first pitch is so large, as in this case 
10|", it is often unnecessary to find the pitch at the ends of the other plates. 
At the ends of these plates 3" spaces would be, used for about 1' 9" = 1| 
X 14" from the actual ends (page 69: 1 (d)), and 6" spaces would be used 
for the remainder. 

1. Illustrative Problem — Concentrated Loads. — Find the spacing of the 
rivets in the cover plates of the girder designed on page 225 : 1. From 
Fig. 262 it is seen that the first two plates end in the first panel where the 
shear is nearly constant. The smaller pitch will be found in the second 

plate because the ratio — is less. This pitch should be found first for 

if it exceeds 6" it will be unnecessary to find the pitch at the end of the 

longest plate. The maximum shear in thousands of pounds for a section 

41 X 35 4 
at the end of the second cover plate is 202.0 = 194.7 + — ^ '-> where 

194.7 is the maximum shear due to the concentrated loads (page 250 : 3) 
and the second term is a simplified expression equal to the weight of the 
girder (410#/ft) multiplied by one-half the length of the cover plate, which 
gives the shear due to the weight of the girder. The value of one rivet in 



single shear is r' = 7.22, and dr = 65.25. ai = 15.7 = 8.2 + 7.5, and a = 33.5 

= 15.7 + 13.9 + 3.9. The corresponding pitch is 4f = — " ' — ^Tj^TTr^ — 

10. / X ^0^.0 

Similarly, the pitch at the end of the first cover plate is found to be over 

„„ 26.0 X 7.22 X 65.25 „, . , , .■ . ^^ ^ 

6 = T-— f^ttttt; The maximum shear tor a section at the end 

8.2 X 203.6 

of the third cover plate is 88.6 = 164.3 - 80.1 + ^-^^ ^ 21.6 ^^^ ^^^ 

-. ., , . „„ 41.0 X 7.22 X 65.2 5 ^, ., , , ^, 
corresponding pitch is over 6 = j^^-j^ ^^-x ihe pitch at the 

beginning of the second panel would be greater than at the beginning of 
the third cover plate because the shear is only slightly greater, and the 

ratio — is considerably greater. 3" spacing would be used from the actual 

end of each plate for a distance of about 1' 9" (see preceding problem), 
and' 6" throughout the remainder of all the cover plates except that 41" 
must be used for the short distance from the 3" spacing at the end of 
the second plate to a point beyond the entire connection of the concen- 
trated load at the quarter point. 



CHAPTER XXXIX 

WEB STIFFENERS 

Synopsis: Stiffening angles are riveted to the web plate of a girder wherever the 
web plate is not strong enough to resist the shearing stresses. These stiffening angles 
may serve incidentally as connection angles. 



1. The web plate of a girder is designed to resist all shearing stresses. 
The actual course of the diagonal stresses is not known, but the girder can 
be designed to resist the horizontal and vertical components of the shear- 
ing stresses, because these can be determined. The resistance of the web 
plate to the horizontal components was considered on page 255 : 2. The 
resistance to the vertical components only need be discussed in this 
chapter. 

2. Vertical stiffening angles or " stiff eners," usually in pairs, are riveted 
to the web plate of a girder to assist in providing for the vertical shearing 
stresses when the web plate alone is not sufficient (page 266 : 3). Stiffen- 
ing angles are also placed at concentrated loads, serving either to connect 
these loads directly to the web, or else to transmit to the web any loads 
which rest upon the flange. Stiffening angles are used at each support 
to transmit the entire reaction, unless the web plate is connected directly 
to the angles of a colimm or other member. These stiffening angles may 
serve as connection angles when the girder is connected to the face of 
another member, or they may transmit the stress to the bearing when 
the girder rests upon the support. AH stiffening angles should be accu- 
rately cut so that they will fit tightly between the outstanding legs of the 
top and bottom flange angles. 

3. The thickness of the web plate must be sufficient to satisfy several 
requirements. It should never be less than f " in a railway bridge, nor 
less than ^" in a highway bridge or other structure. Many specifications 
require that the thickness shall be at least y^ of the clear distance between 
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the flange angles, although this is not so general a requirement as some 
others. It is desirable that any plate over 7 feet deep shall be at least 
1^" thick on account of handling in the shop. The area of cross section of 
the web plate at any point must be sufficient to resist the maximum shear 
for a section at that point. It is impractical to use more than one web 
thickness in any girder on account of the method of construction. Web 
plates are seldom thicker than 3^" or f " for it is better to xise reinforc- 
ing plates where the shear exceeds a certain amoimt than to use a heavier 
plate throughout the whole length of the girder. Unless reinforcing 
plates are used, the web thickness must be such that the product of the 
gross area of cross section (full depth times thickness) by the correspond- 
ing imit shearing stress will equal or exceed the maximum shear on the 
girder. The gross area is used, and the unit stress is specified for the 
gross section, because it is not feasible to determine the rivet spacing in 
the stiff eners before the web thickness is determined, and because the use 
of net areas would not affect the result appreciably. 

4. End stiffening angles which connect the web to a supporting mem- 
ber need not be designed as a whole, because the stress increments are 
transmitted almost directly from the web through the angles to the sup- 
port, and at no point do the angles have to carry a large cumulative stress. 
The lengths of the legs are chosen to suit the conditions of each case, 
usuaUy from 3 to 6 inches. The thickness is usually f " for light girders, 
and j^" or 5" for heavier ones. The stiffening angles over the supports of 
girders which rest upon other members or upon masonry must be designed 
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to transmit the entire reaction. Since the edge of the web plate is not 
flush with the backs of the bottom flange angles and can get no direct 
bearing, the entire maximum shear must be carried from the web plate 
to the outstanding legs of the flange angles by means of stiffening angles. 
These angles are sometimes placed at the extreme end of the girder as in 
(a), Fig. 267 (a), and sometimes so that the outstanding legs are at the center 
of the bearing plate, as in (6) , Fig. 267 (a) . Angles placed at the extreme end 
are not so likely to obtain full bearing upon the flange angles, because 
the latter may be cut short or damaged in cutting. When a girder rests 
on top of a column, or portion of a column, the outstanding legs of the 
stiffeners should be placed directly over part of the main column section 
if practicable. When the reaction is too large to be carried by one pair 
of stiffeners, two pairs are used, as in (c) or (d), Fig. 267 (a). When the angles 




Fig. 267 (a). 



(b) (c) (d) 

■ Methods of Placing Stiffeners at the Ends of Girders. 



are placed at opposite ends of the bearing plate, as in (c), the pair nearer 
the center of the girder will get more than half the stress on account 
of the deflection of the girder. It is difficult to determine the propor- 
tion carried by each pair. Sometimes a beveled bearing plate is designed 
to give an equal distribution under a full load', but this result is diflJcult 
to accompUsh in practice. More frequently the larger pair is assumed to 
take two-thirds, and the end angles one-third. This uncertainty is over- 
come by placing the angles as in (rf). Sometimes more than two pairs of 
angles are required, as shown in Fig. 101. The stiffening angles over the 
support must be designed to transmit the reaction by bearing on the out- 
standing legs of the flange angles, which in turn transmit the load to the 
support. The strength of the stiffening angles acting as a compression 
member must then be investigated. 

1. The stiffeners over the support must be designed for bearing. The 
angles are usually riveted against the vertical legs of the flange angles, 



and fillers are used between the top and bottom flange angles to fill the 
space between the stiffening angles and the web, as shown in Fig. 97. 
In order to place the stiffeners in this position the ends must be cut to 
clear the curved fillet of the flange angles, as shown in the enlarged sketch 
Fig. 267 (b). That part of the stiffeners which is cut back in this way 
cannot be counted in bearing, because the usual shop methods do not 
insure contact. Even if perfect contact were obtained, the value of the 
bearing upon the curved surface of the fillet would be questionable. 
The fillets of 6 x 4 and 6x6 flange angles are J" in radius, and those 
of 8 X 8 angles are f". Unless the stiffeners are more than ^" thicker 
than the radius of the fillets, the bearing of the web legs (i.e., the legs 
riveted to the web) must be ignored, and the portion of the outstanding 
legs beyond the fillets of the flange angles must carry the whole load. 
The necessary thickness of the angles is foimd by dividing 
the maximum reaction by the allowed unit stress in bearing, 
and again by the combined projections of the outstanding legs 
of the stiffeners beyond the fillets of the flange angles. If the 
thickness of the angles exceeds the radius of the fillet by 
more than ^" (to allow for inaccurate cutting), the bearing 



Pig. 267 (6). 



of the remaining portion of the web legs may be counted. 
The unit stress in bearing may be taken the same as the bear- 
ing value for pins and shop rivets (24,000#/ sq. in. according to the speci- 
fications of the American Railway Engineering Association). Some 
designers use a smaller unit stress and count both legs of the angles, but 
it is more logical to count only that portion which is sure to bear. The 
outstanding legs are less likely to buckle when designed in this manner. 
Some engineers design the stiffeners as compression members without 
considering bearing, with the result that the outstanding legs are often 
seriouslj' overstressed. It is better to design the angles for bearing, and 
then investigate their strength as a compression member. The lengths of 
the outstanding legs are usually made of the largest commercial sizes which 
will not project beyond the edges of the flange angles, but circumstances 
may justify cutting larger angles so that they will be flush with the edges 
of the flange angles. The web legs are shorter than the outstanding legs, 
standard angles being used. The thickness should not be less than f ", 
and if more than f " the angles must be sub-pimched or drilled. 
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1. The strength in compression of the stiff eners over the support should 
be investigated. The stress in the angles is cumulative throughout the 
depth of the web, and the full stress acts only at the bottom. It is, there- 
fore, unnecessary to consider the full load acting at the top of the stiffening 
angles, but it is customary to consider the length of the compression mem- 
ber equal to one-half the depth of the girder. The radius of gyration is 
chosen for an axis through the center of the web, because the angles are 
restrained in the other direction by being riveted to the web. Only the 
area of the angles is considered, the included portion of the web being 
neglected. The usual unit stress in compression is used, as for example, 

16,000-70-- 

r 

2. There must be enough rivets in each pair of stiffening angles over 
the supports to transmit the whole stress taken by the angles. The rivets 

which pass through the flange angles 
should not be counted upon to take 
any of this vertical stress, because they 
are fully developed in transmitting the 
horizontal stress from the web to the 
flange angles. The rivets are driven in 
the shop, and the value of one rivet is 
Fig. 268 (a). hmited by the bearing in the web 

(unless the double-shear value is less). 
Rivets which pass through fillers are less effective than those which connect 
the parts directly, because the rivets are more hkely to bend. The usual 
specifications provide for this by requiring arbitrarily that the number of 
rivets be increased 50% when they pass through fillers. Whenever feasible 
it is well to increase the width of the filler so that some or all of the extra 
rivets may be used to connect the fillers to the web without passing 
through the angles, as shown in (a). Fig. 268 (a). When pairs of stiffening 
angles are close together these fillers may extend under both pairs, as in 
{b), Fig. 268 (a). These extra rivets should be spaced not more than twice 
the maximum distance allowed in the angles, which is sometimes specified 
5" instead of the usual 6". If the grip of the rivets (i.e., the total thickness 
of the parts connected) exceeds four times the diameter, the number should 
be increased 1% for each additional sixteenth of an inch in the grip. 



(a) 




3. Illustrative Problem. — Angles at Edges of Bearing Plate. Design 
the end stiffening angles of the girder shown on page 222 : 2, arranging 
them as in Fig. 268 (6). The outstanding legs of the flange angles are 6", so 
we will use 5 x 3§ stiffeners. The maximum end shear was found on 
page 248: 1 to be 196,800#, and two-thirds of this will be assmned to be 
carried by the inner pair of angles. If the angles are not thicker than 



the I" fillet, the length of bearing will be 9" ^ 



ing thickness must be 



5" 
8 



2 X 196,800 



2 (5 - 1), and the correspond- 
This is i" more than the 



3 X 9 X 24,000 

radius of the fillet, but if smaller angles were used they would not exceed 
the radius by more than ^" which is neghgible, 
so I" angles will be used. The two angles are 
separated by the ^" web and two |" flange 
angles. The haK depth of the girder is 3 ft. 
From the table on page 331, the safe load of 
2 Ls 5 X 3i X f X 3' 0" is 132,000 when the 
least radius of gyration about an axis perpen- 
dicular to the web is used. A larger safe load 
determined by the radius about the other axis 
could be used, because the angles are restrained, 
but this value need not be found in this case be- 
cause 132,000 is equal to the necessary two-thirds 
of 196,800. The number of |" rivets bearing 
in the ■^" web plate, required in these stiff en- 




Fig. 268 (b). 



ing angles is 15 = 



2 X 196,800 



and the total number in the angles and 



3 X 9190 

,, „,, . „ 2x196,800x1.5 „, ,^ . , , ,, ^ 

the filler is 22 = g v 9190 — ~" " should be used m 

the angles * exclusive of the two in the flange angles, and 7 additional 
rivets should be used in the fillers. The angles at the end of the girder 
carry only one-half the load of the angles just designed, so they need be 
only one-half as thick, the f " minimum being suflacient. The number of 
rivets should be 11 = 22 ^ 2, but four more are used so that the rivets 
line up with those in the other angles. 

* Two more than shown in Fig. 268 (6). 
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1. Illustrative Prohlem — Angles at Center of Bearing Plate. — Design 
the end stiffening angles of the girder designed on page 225: 1. The maxi- 
mum end shear was found on page 250: 3 to be 207,000#. The effective 
length of bearing in two 5 x 3J angles is 9 = 2(5 - |), and the corre- 



sponding thickness would have to be 1" = 



207,000 



Since no such 




9 X 24,000 

angles are rolled, and since they would have to be drilled if available, four 

angles will be used, each |" thick, arranged as 
Lin Fig. 269. The safe load would be consider- 
ably greater than that shown in the table on 
page 331 (see preceding problem), but for two 
pairs of angles this is 2 x 108,000 so that no 
further investigation is required. The number of 
I" rivets in each pair of angles, increased 50% 

^. t^u txu ■ -IT* 207,000 X 1.5 
on account oi the fillers, is 17 * = — ^ — ^-7^7; — > 
t, ' 2 X 9190 

exclusive of those through the flange angles. 
These are all placed through the angles, and 
spaced to line up with the rivets in the spUce 
plates. Fig. 273. Seven-inch fillers are used ex- 
tending under both pairs of angles. If wider fillers were used, the total 
number of rivets would be increased or else the maximum spacing would 
be exceeded. 

2. Intermediate stiffeners are generally used at concentrated loads 
and at web splices. They are also used in the deeper girders to prevent 
the web from buckling under its shearing stresses. The more modern 
specifications require the use of intermediate stiffeners when the thick- 
ness of the web is less than -^ of the unsupported clear distance between 
the flange angles. Formerly some form of " buckle formula" (page 293: 3) 
was used to determine when stiffeners should be used. The sizes of 
intermediate stiffening angles are not designed, but they are usually fixed 
* Two more than shown in the figure. 
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by the standards of the different structural companies. The specifica- 
tions often require that the length of the outstanding legs should be at 
least 2" greater than ^V o^ the nominal depth of the girder. The inter- 
mediate stiffeners are usually made lighter than the end stiffeners, and 
often the legs are of the next smaller commercial size, excepting perhaps 
those which serve as connection angles for concentrated loads. The 
thickness of intermediate stiffening angles in railway bridges is usually 
I", although this may be increased in the heavier girders. The thickness 
of the intermediate stiffening angles in other girders is usually either 
T¥ or 8 . 

3. The spacing of intermediate stiffeners should not exceed the maxi- 
mum allowed by different clauses in the specifications. The stiffeners 
at concentrated loads are usually fixed in position. In railway bridges, 
viaducts, and heavy crane runways, the clear distance between stiffeners 
should never be more than 6 feet, nor more than the clear distance be- 
tween the flange angles; it should not exceed jjr (12,000 — v), in which 

t = the thickness, and v = the maximum shear intensity, in pounds per 
square inch of gross section. This formula provides for closer spacing near 
the ends of the girder where the shear intensity is greater. In highway 
bridges and structures other than those mentioned above, the clear distance 
between stiffeners should not exceed 5 feet, nor the full depth of the web. 

4. The number of rivets in intermediate stiffeners is not computed, but 
the rivets are made to line up with those in the stiffeners at the supports. 
This simplifies both the drafting and the shopwork, particularly when 
multiple plate punches are used. The full number is used in the stiffeners 
at concentrated loads and at splices, but in other stiffeners the alternate 
rivets may be omitted if the resulting spaces do not exceed the allowed 
maximum. Care should be taken to see that the number of rivets in 
stiffeners used as connection angles fully provide for the loads. 

5. Intermediate stiffening angles which have no connections to the 
outstanding legs may be crimped, as explained on page 97: 1. 



Synopsis: The 
and column splices. 



CHAPTER XL 
SPLICES 

of typical splices is illustrated by different types of girder 



1. Definition. — One member is usually connected to another by- 
means of connection plates or angles, but a member or part of a member 
is said to be spliced when the two similar segments are connected end to 
end in the form of a butt joint. A sphce becomes necessary when the de- 
sired length of material is not available, or when it is impracticable to ship a 
whole member in one piece. Whenever possible a splice should be avoided. 

2. Design. — A splice should be designed to transmit the full stress 
in the part spliced. In a tension member or a light compression mem- 
ber the splice plates or angles should be designed to carry the full stress. 
This is not feasible in a heavy column or chord member, so part of the 
stress is transmitted by direct bearing, the ends of the two segments 
being "milled" or "faced" (page 31: 1) to furnish uniform bearing against 
each other, as shown in Figs. 124 and 133. The rivets in each half of the 
spHce plates or angles should fully develop that part of the stress which 
is carried by the corresponding plates or angles. Thus in a tension mem- 
ber, the combined net areas of the splice plates or angles should equal 
or exceed the net area for which the main member is designed, as illus- 
trated by the problems on page 208: 4, and the rivets which connect the 
splice plates or angles to each segment should develop the full strength 
of the main member. In a milled splice of a heavy compression member 
most of the stress is transmitted by direct bearing, but enough splice 
plates or angles should be used to hold the segments in the proper posi- 
tion and to transmit the stresses due to bending. 

3. Three t3rpes of splice are selected to illustrate the principles em- 
bodied in the design of any ordinary splice. These three will be dis- 



cussed in the following order: a sphce in the web of a plate girder, a sphce 
in the flange of a plate girder, and a column sphce. 

WEB SPLICES 

4. When Used. — The web plates of all girders over 40 or 50 feet long 
must be spliced because longer plates are not rolled. The extreme 
lengths of some of the deeper webs are less than 20 feet so that the webs 
of the longer girders must be sphced at several points. The number 
of sphces is determined by the maximmn rolled lengths * of the plates, 
but for convenience in handUng the plates in the shop no single plate 
should weigh more than 3000#. A splice should not be located at the 
point of maximum bending moment, except possibly in comparatively 
hght girders which would then require only one sphce. It is usually 
customary to locate each splice under a pair of stiffening angles. Not 
only is the splice thus stiffened, but the thickness of the fillers is reduced, 
and there is one less line of rivets to be driven. 

5. The design of a web splice depends upon the method by which the 
girder is designed, because the sphce plates must transmit the web 
stresses. If the entire flange stress is considered to be resisted by the 
flange, and the resisting moment of the web plate is neglected (as in Case 
A, page 221: 2), the sphce is designed for shearing stresses only. If the 
resisting moment of the web is considered (as in Case B, page 223: 2), the 
splice must be designed for stresses due both to shear and to bending 

* See Ketchum's "Structural Engineers' Handbook," McGraw-ffiU Book Co., Inc., 
New York, or the handbooks of steel manufacturers. 
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moment. When there are more than two spUces in a girder, the one 
for which the shear is greatest is designed and the others are made hke 
it for practical advantages during fabrication. Sphce plates are placed 
on both sides of the web, and the thickness of each plate should not be 
less than f " in railway bridges or ^^" in other structures. 

1. When the splice is designed for shear only the plates extend the 
full depth between flange angles, except for a clearance of J" (or less) 
at each end, being the same length as the fillers (page 96:4). The.net 
area of the two splice plates in a vertical cross section should be as great 
as the net area of the web plate, but for all practical purposes it is close 
enough to compare the gross areas since the proportions are so nearly 
identical. The width of the splice plates is determined by the spacing of 
the rows of rivets which often depends upon the size of the superimposed 
stiffening angles. A space of from j" to J" is usually left between the two 
sections of the web (page 96:2). At least two rows of rivets are com- 
monly used in each half, even though one row would satisfy the con- 
ditions. Usually the rivets in the inner rows are spaced like those in the 
intermediate stiffening angles (page 269: 4), but those in the outer rows 
are spaced twice as far apart. After the rivets have been located in 
this manner their resistance to shear should be investigated. The shear, 
or the algebraic sum of the vertical external forces on one side of the 
splice, is positive, while the shear on the other side is of equal magnitude 
but negative, in order to satisfy the V equation of equilibrium. Since 
the shearing stresses are transferred from one segment of the web to 
the other by means of the spUce plates and the rivets, the effect is the 
same as if the maximum shear V were a single resultant force acting 
upward at the center of gravity of the group of rivets in one-half the 
splice, with an equal downward resultant force acting at the center of 
gravity of the rivets in the other half. A couple is thus formed, the 
moment of which is the product of a single force V by the perpendicular 
distance between the two forces. This moment tends to cause rotation 
of the spUce plates, and the sphce is a double eccentric connection. The 
rivets in each half of the sphce must not only satisfy the maximum ver- 
tical shear V, but they must resist one-half of this moment accordmg 
to the method of eccentric connections, page 237 : 2. Should the strength 
of the rivets prove to be insufficient, the number in the outer row may 



be increased by one or more, the number in the inner row may be made 
the same as the rivets in the end stiffeners if not already the same, the 
rows may be spread slightly, or the number of rows may be increased. 

2. Illustrative Problem — Web Splice for Shear Only. — Design a 
sphce for the web at the quarter point of the girder shown on page 222 : 2. 
The maximum shear for a section at the quarter point in thousands of 
pounds may be found from the maximum end shear by the approximate 
method (page 247 : 3) to be 110 . 7 = 196 . 8 X (1)^- The length of the splice 
plates is 60" = 72.5 - 2(6 + i), and the thickness of each plate is found 
by equating the gross area of two splice plates to the gross area of the 
web plate thus: 2 x 60i = 72 x t\; this gives 
a value for t less than the minimum, so f" 
plates are used. The minimum number of 
rivets is as shown in Fig. 271, the spacing 
in the intermediate stiffeners being the same 
as in the end angles shown in Fig. 268 (b) 
because the double pitch would exceed the 
maximum allowed. Since the inner row has 
approximately twice as many rivets as the 
outer row, the center of gravity may be 
taken one-third of the distance from the 
inner row to the outer row. The distance 
from this center of gravity to the center of 
the splice is 3" = 1 + 2, which is half the 

distance between the centers of gravity of the two groups of rivets. 
The half moment of the couple is then 332,100#/ in. = 110,700 x 3. 
The sum of the squares of the horizontal and vertical distances to 
the rivets is 6670 = 7 X 2^ + 13 x P + 4(91^ + 19^ + 284^) + 2(4f2 +1412 
+ 23|^). The coordinates of the rivet farthest from the center of rotation 
are Xm = 1, and ym = 28 J. The horizontal component of the shearing 
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forces on the critical rivet is 1420# 



332,100 X28.5 
6670 



and the vertical 



,. r^^^,. 110,700 332,100x1 T.U u 4. t^u + 

component is 5850# = — ^ 1 'wnifK The resultant of these two 

components is obviously less than 9190#, the value of a |" rivet bearing 
in a x\" web, so no more rivets need be added. 
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1. When the splice is designed for bending moment as well as for 
shear the same plates may serve to resist both, or separate plates near 
the flange may be used to resist the bending moment, as explained in 
the next paragraph. The portion of the, bending moment which is re- 
sisted by the web may vary somewhat on account of the abrupt change 
in flange area at the ends of the cover plates, but the splice should be 
designed to transmit the full resisting moment of the web plate. This 
resisting moment at any point in the girder is found by multiplying | of 
the gross area of the web plate (or other portion used in designing the 
flange) by the imit stress in bending and by the effective depth of the 
girder from center to center of gravity of the flanges (page 224: 1). When 
only one pair of splice plates is used, their section modulus as well as 
the area of cross section of the plates should equal or exceed that of the 
web plate. Thus, the square of the depth of the spUce plates multiphed 

• by their combined thickness should not be less than the square of the 
depth of the web plate multiphed by the web thickness. The strength 
of the rivets in each half of the plates should be investigated in the same 
manner as those in a sphce designed for shear only (see above) except 
that they must resist not only the vertical shear and the half moment 
due to shear, but they must also resist the fuU resisting moment of the 
web as described in this paragraph. Although the full resisting moment 
of the web is not always developed at the same time that the maximum 
shear exists, it is customary to design the splice as if the two maximums 
occurred simultaneously. This type of sphce is sometimes rendered 
more effective by spacing the rivets closer together near the flanges than 
near the neutral axis. When this is done, the rivets in all the stiffening 
angles should be spaced accordingly. 

2. Separate splice plates may be designed to resist that part of the 
bending moment carried by the web when the single pair of plates de- 
scribed in the preceding paragraph prove impractical. Sometimes these 
additional plates are placed against the vertical legs of the flange angles,* 
but more frequently the central plates are cut short and the additional 
plates are placed between them and the angles, as shown in Fig. 272. 

* See Kunz's "Design of Steel Bridges," McGraw-Hill Book Co., Inc., New York, 
or Johnson-Bryan-Turneaure's "Modern Framed Structures," Part III, John Wiley and 
Sons, Inc., New York. 



These additional plates are designed to resist the bending moment, and 
the central plates are designed to resist the shear. The former must be 
designed flrst because their width determines the length of the central 
plates. Usually a clearance of i" (or less, page 96 : 4) is left between the 
shear and the moment plates, and between the moment plates and the 
flange angles. The resisting moment of the two sets of moment plates 
must equal or exceed the resisting moment of the web plate foimd as 
explained in the preceding paragraph. The distance from center to center 
of sphce plates d, is considerably less than the effective depth of the gir- 
der dg, as shown in Fig. 272. For the same unit stress, the product of the 
net area of one pair of sphce plates by the distance ds must equal the 
product of I the gross area of the web by the depth dg, or the net area 
of one pair of splice plates must be at 



Fig. 272. 



least -J- times the | (or other portion) 

U/8 

of the gross area of the web considered 
as flange area. The width of the 
splice plates depends upon the num- 
ber and the spacing of the rows of 
rivets. A trial design may be made 
with 8" or 9" plates allowing for three 
rows of rivets spaced 2|" or 3" apart. 
The combined thickness of the mo- 
ment plates is found by dividing the net area by the net width. No 
plate should be thicker than the flange angles. The number of rivets 
in each half should be sufficient to fully develop the tensile strength 
of the plates selected, at the same unit stress for which the flange was 
designed. The length of the plates depends upon the number and the 
spacing of the rivets. The rivets. may be placed opposite (thus making 
the plates shorter) or staggered (making the plates thinner) , as best suits 
the superimposed stiffeners. The proportions may be changed if desired 
by changing the number of rows of rivets. After the moment plates are 
determined, the central shear plates may be designed in the same manner 
as on page 271 : 1, the gross area of the two plates being as large as the gross 
area of the whole web, and the strength of the rivets being sufficient to 
resist both the direct shear and the resulting moment due to eccentricity. 
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1. niustrative Problem — Fe6 Splices for Moment and Shear. — De- 
sign a splice for the girder shown on page 225 : 1, assuming the web to be 
cut into three lengths of about 20 feet. Assume 9" moment plates with 
three rows of rivets, as shown in Fig. 273. 

72.3" = effective depth dg (page 225 : 1) 
61.0" = 72| - 2(6 + i) - 9 = d, = distance c. to c. of splices 
3 .9 sq. in. = I of the gross area of the web (page 225 : 1) 

51 X 2 (9 — S V 1 ^ = thickness of each moment plate 

84,000# = 2 X 6 X tV X 16,000 = developed strength of two plates 
10 = number of |" rivets bearing in j\" web (page 310). 

These rivets may be satisfactorily arranged as in the figure, so no change 

need be made in the number of rows. 
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required thickness 



of each shear plate. This is so nearly 
equal to the thickness of the moment 
plates that it would be increased to ^V" 
so that the fillers under the stiffening 
x~x2-i" angles may extend over all the splice 
plates. The vertical spacing of the rivets 
is arranged as shown to accommodate 
Fig. 273. both the splices and the stiffening angles 

(page 269 : 1). Alternate rivets are 
omitted in the outer rows of the central plates, and the strength of the 
remaining rivets is investigated as on page 271 : 2. The distance from the 
center of gravity of the rivets to the center of the splice is 3" as in the 
preceding problem. 

88,300# = 90,400 - 410 X 5 = maximum shear (page 250 : 3) 
2410 =5x22 + 9xP+ 4(10^ + lO^^) + 2(5^ + 15^) = sum of squares 



2120# = 



6420# 



j,300 X 3 x 19.25 
2410 



= hor. comp. on critical rivet 



88,300 , 88,300 x 3 x 1 



1-4 



+ 



2410 



= vert. comp. on critical rivet 



The resultant of these components is obviously less than 9190#, the 
value of a f " rivet bearing in a ■^" web, so the splice is satisfactory. 

FLANGE SPLICES 

2. When Used. — Flange splices should be avoided wherever pos- 
sible. Cover plates more than 80 feet long must be spUced; 6x6 flange 
angles are rolled in some mills * up to 100 feet in length, and 8x8 angles 
up to 120 feet. Special arrangements may be made for rolling longer 
angles, and it is often better to pay the extra cost than to splice the angles. 
When bridge girders are built with curved ends, as in Fig. 101, it is im- 
practical to bend the long flange angles or cover plates and they should 
be spliced near the curves. Most flange splices are made in the shop, 
because most girders are shipped complete as single members. Girders for 
export, or girders which have to be hauled through crowded streets, 
may have to be shipped in sections and joined at the site in order to meet 
the shij;ping requirements. 

3. No two component parts of a girder should be spliced at the same 
point (except as provided on page 274 : 3) and preferably not within 2 feet 
of each other so that the stresses can properly readjust themselves be- 
tween splices. It is usually permissible to splice a top angle vertically 
over a bottom angle provided they are on opposite sides of the web. In 
order to keep the spacing symmetrical, the remaining angles are usually 
spliced at an equal distance the other side of the center Hne. Angle 
sphces should preferably be placed where there is an excess in flange 
area, i.e., near the end of a cover plate which is not used as a splice plate. 
Flange splices are usually made without clearance between the ends of 
the spliced plates and angles for the sake of stiffness, but the ends 
cannot be milled after assembling and it is difficult to obtain perfect 
bearing. The splice of a compression flange is therefore made Kke a 

* See Ketohum's "Structural Engineers' Handbook," McGraw-Hill Book Co., Inc., 
New York. 
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splice for a tension flange, no allowance being made for the direct bear- 
ing of the abutting ends. 

1. A cover plate is spliced usually at the point where another cover- 
plate would otherwise end, so that the latter may be extended to serve 
as a splice plate. In this way less material and fewer rivets are required 
than if a separate sphce plate were used. At this point of splice one 
continuous plate is cut, and another plate begins. In effect this means 
that the stress in the single plate on one side of the sphce must be trans- 
mitted to one of the two plates on the other side, but to which one is 
immaterial provided the net area is the same. It simphfies the analysis 
to consider that the stress is imparted to the outer plate, although the 
actual distribution of the stress between the two plates does not affect 
the result. The outer plate may be extended beyond the sphce to form 
a lap joint with the single plate, enough rivets being used, acting in a single 
shear, to fuUy develop the plate. The rivets are usually spaced about 
3" apart to reduce the length of the outer plate. The splice is thus com- 
pleted on one side of the origiaal point of sphce. The remaining section 
of the cut plate is considered to act as the new plate which begins at the 
point of sphce, and the rivets should be spaced close together for the 
usual distance from this end (page 69 : 1 (d)). 

2. A flange angle is sphced by means of a "cover angle" or "sphce 
angle" the vertex of which must be cut to fit the curved fillet of the 

flange angle, as shown in Fig. 274. The legs of these 
angles are cut so the edges will be approximately flush 
with the nominal edges of the flange angles. Special 
gages are usually required to give the necessary driving 
clearance. If possible, the net area of the sphce angle 
should be as large as the net area of the flange angle, 
otheiTvise the deficiency must be made up by a plate 
riveted to the opposite flange angle, as shown in the figure. 
The net area of the sphce angle is the product of the thickness by the 
value found by subtracting the thickness of the angle and the diameter 
of each hole in any one crosssection (usually two, page 221 : 2) from the 
smn of the two cut legs. No consideration need be made of the part 
of the angle which is cut away to clear the fillet of the flange angle be- 
cause this is compensated for by the fillet of the sphce angle itself. The 




Fig. 274. 



rivets in each half of the splice angle must fully develop the spUce angle. 
The same flange rivets which are used to transmit the flange stress from 
the web to the flange angles may be coimted for this purpose because 
the shearing plane is on the opposite side of the flange angle. The stress 
developed in each rivet between the web and the flange angles depends 
upon the double shear value or the bearing value in the web, whichever is 
smaller. One-half of this value represents the stress in the plane between 
the web and one flange angle. This amoimt should be subtracted from 
the bearing value in the flange angle to show the bearing value available 
in the plane between the flange angle and the sphce angle. This diBfer- 
ence should be compared with the single shear value, and the smaller 
taken as the hmiting value of each rivet through the web leg. Usually 
the flange angles are so thick that the full single shear value may be used. 
This is especially true when extra rivets are used, i.e., when the spacing 
is less than the pitch determined by the flange stress. The limiting 
value of each rivet through the outstanding leg will be the single-shear 
value, even though cover plates are connected by the same rivets. If a 
splice plate is used on the opposite side of the flange to supplement the 
splice angle, the number of rivets in the plate is determined independently. 
If the plate were in contact with the angle to be sphced, the value of each 
rivet would be the same as that in the web leg of the spHce angle, and a 
corresponding number of rivets should be found which would fully de- 
velop the splice plate. However, this number must be increased by 
33^% for each intervening plate according to the usual specification for 
indirect spUces. If there are no vertical flange plates, the web and the 
continuous flange angle make two intervening "plates." Sphces are 
usually made as short as practical by spacing the rivets 3" apart, or less, a 
due consideration being given to the minimum spacing allowed (page 
255 : 2). Flange sphces should logically be placed in a panel between 
stiffening angles so they will not interfere with the stiffeners. 

3. The splice at the curved end of the top flange of a girder occurs 
where there is a large excess of flange area, especiaiUy when the cover 
plate extends to the end. It is therefore permissible to cut both flange 
angles at the same point in this case, and it is usually unnecessary to 
fully develop the angles or the plate, provided the sphces are designed 
to safely carry the maximum stresses which can reach them. Such 
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splices are shown in Fig. 101. When the whole reaction is carried by 
stiffening angles placed at the center of the bearing, end angles may be 
used with a small curve at the top which extends only to the main stiffen- 
ers, meeting the main flange angles at that point, as shown in Fig. 21. 
No splice is necessary, and smaller angles may be used since their prin- 
cipal function is to improve the appearance of the end of the girder. The 
end cover plate should be of the same width as the top plate. 

1. When a field splice becomes necessary it should be made as com- 
pact as possible in order to reduce the number of field rivets and the 



7 RIyets Req'd 



19 Rivets Req'd 



7 Rivets RdQ'd 




Fig. 275. Typical Field Splice in a Girder Flange. 



lengths of the different sections of the girder. Some specifications re- 
quire that no two splices in a flange shall be within two feet of each other 
but this requirement would m.iko a field sphce much longer than seems 
to be necessary. A typical flange splice is shown in Fig. 275. The web 
is spUced as explained in the first part of this chapter. One angle is 
spUced to the left of the web splice and the other to the right, two splice 
angles of equal length being used for both splices. For convenience, the 
rivets in the two legs are placed opposite. One cover plate is spliced at 
the left end of the splice angles and the other at the right end, the splice 



nearer the center of the girder being located, if possible, at a point where 
the third cover plate may be extended to serve as a spHce plate. The 
net area of each splice angle is usually about three-fourths of the net 
area of one flange angle. It is considered good practice, in order to stiffen 
the whole splice, to place enough rivets through the vertical legs of the 
flange angles between the two splices to develop one flange angle. Thus 
a lap joint is formed which transmits the stress of one flange angle, and 
the splice angles need carry only the stress of the other flange angle. No 
excess need be added on account of the web intervening, because the 

number of rivets determined by the 
single-shear value together with the 
rivets in the outstanding legs will 
be more than would be required 
for two independent spUces. The 
rivets in both legs of the splice 
angles beyond each sphce is deter- 
mined by the number in single shear 
required to develop the splice angle 
next to the flange angle which is 
spliced. At least as many of these 
rivets should be placed in the web 
leg as are required to transmit the 
remaining stress to the opposite 
splice angle, allowing two-thirds ex- 
cess on account of the intervening 
web and flange angle. The splice 
plate should extend beyond the last 
cover-plate splice to include enough rivets acting in single shear to develop 
one plate. It would be preferable to sphce the outer plate at this point 
so that it would be in contact with the sphce plate, but it is not customary 
to add an excess even though another plate intervenes, as in the figure, 
because all plates act together. No special consideration need be given 
to the remaining rivets in the cover plates because there will be an excess 
due to the fact that they are placed opposite those in the web legs of the 
angles. Close spacing should be continued beyond the inner sphce be- 
cause an additional plate begins at this point (page 274 : 1). 
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1. Illustrative Problem — Field Flange Splice. — A plate girder is to 
be spliced in the field. Each flange is composed of 2 Ls 6 x 6 x f , and 
three cover plates 14 x f , designed at 16,000#/sq. in. Design the flange 
splice, using f " rivets. 

6.94 sq. in. = 8.44 — 2 X 1 X f = net area of one flange angle 
5 . 21 sq. in. = 6 . 94 X f = net area required in each splice angle 
5.37 sq. in. = (2 x 5i - ^^ - 2 x l)ii = actual net area oilLBixSixU 
lll,000jf = 6.94 x 16,000 = developed stress of one flange angle 
85,900# =5.37x16,000= " " " " spUce V 

41,800# = (111,000 — 85,900)1 = balance of stress in opposite sphce 

angle with two-thirds excess 
72,000# = (14 - 2 X 1)1 X 16,000 = developed stress of one cover plate. 

From the upper table on page 310 the value of one field rivet in single 
shear is 6000#. The number of rivets required in the vertical legs of 
the flange angles between sphces is 19 = 111,000 -^ 6000. The total 
number required in each splice angle beyond the sphce is 15 = 85,900 
■T- 6,000, of which 7 = 41,800 ^ 6000 must be m the web leg. The num- 
ber in the cover plate beyond the last splice is 12 = 72,000 -t- 6000. The 
completed sphce is shown in Fig. 275. 

COLUMN SPLICES 

2. The spUces for mill-building columns are so simple that they may 
be designed without difliculty. They are only used, as a rule, where 
the width of the column is changed to accommodate a crane girder (Fig. 
135), or where a gusset plate replaces part of the web. These sphces are 
comparatively light and enough rivets are used to fuUy develop the com- 
pressive strength of the part sphced. 

3. Office-building colimms are usually built in two-story lengths and 
many sphces must be used in the larger structures. For convenience in 
erection these splices are located just above the connections of the floor 
beams and girders. The heavy cumulative loads make the use of milled 
ends imperative, and usually most of the stress is transmitted by direct 
bearing. When the full area of cross section of the upper column bears 
upon the section immediately below it, splice plates are used simply to 
hold the columns in the proper relative position and to transmit the 
bending stresses. These plates are usually more or less standardized by 



structural companies for different types of columns so that they need 
not be designed for each column. At some points in tall office buildings 
it is necessary to make a decided change in the dimensions so that only 
a small portion of the upper section bears directly upon the lower sec- 
tion, and special splices must be designed. Only one common form 
will be discussed here, although similar sphces can be adapted to differ- 
ent types of columns. 

4. Channel columns are composed of two channels with either lattice 
bars or cover plates across their flanges, as shown in Fig. 133. The top 
sections are usually latticed; in the lower sections, as the column loads 
increase, the lattice bars are replaced by cover plates, and the plates and 
the channels are made heavier, until a point is reached where deeper 
channels and wider plates become necessary. Splice plates are used on 
the flanges, and hght splice angles are used on the webs, as shown at the 
top of ABl or at the bottom of EF27, in the figure referred to. When 
the channel depth and plate width are changed the conditions are ' as 
shown in Fig. 277 (6). Provision must be made for transmitting most of the 
load by other means since only a small portion of one column bears upon 
the othfer. Reinforcing plates are used to properly distribute the bear- 
ing, supplemented by a |" or f " bearing plate which is placed between 
the ends of the two columns. The stress in the upper cover plates is 
transferred to the lower cover plates by reinforcing plates which are 
riveted to the upper cover plates as shown in Fig. 277 (a). The combined 
thickness of these reinforcing plates or fillers on each side of the coliunn 
is made j^" less than the horizontal distance from the outside of the 
upper cover plate to the outside of the lower cover plate in order to give 
a total clearance of |" to facilitate the erection of the upper column be- 
tween the splice plates which are riveted to the lower column. The rein- 
forcing plates should be attached to the upper colimin by enough rivets 
in single shear to develop the cover plate. The field rivets which con- 
nect the sphce plate may be coimted upon to transmit their full share 
of the stress from the cover plate to the reinforcing plates because the 
two shearing surfaces are so far apart. Due attention should be paid 
to the value of countersunk rivets (page 231: 2) but usually the thickness 
of the plates is sufficient to justify the use of the full single-shear value. 
The stress in the upper channels is transferred to the lower channels in 
a similar manner by reinforcing plates riveted to the lower channels to 
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form shelves. The combined thickness of these reinforcing plates on 
each channel is made from tV" to i" less than the horizontal distance from 
the face of the upper web to the face of the lower web, this reduction 



« '-nr 




Fig. 277 (a). Channel Column Splice. 

being justified by the use of the bearing plate which distributes the 
stresses. The width of these reinforcing plates is made equal to the 
depth of the upper channel, and the number of rivets should develop the 
stress in this channel. In developing the cover plates and the channels it 
is desirable to use the unit stress for which the column was designed. If 
this is not available, the unit stress should be found from the proper com- 
pression formula, substituting the proper length and radius of gyration. 



I 




Fig. 277 (6). 



When the formula 16,000 - 70 - is used the unit stress usually ranges 

from 12,000 to 14,000. 

1. Illustrative Vrohlem. — Channel Column Splice — 
Design a splice to connect a "10-inch" channel column, 
composed of 2-10" m 30# and 2 Pis. 12 x U, to a 
" 12-inch " column, composed of 2-12" m 30# and 
2 Pis. 14 X ft- The distances from face to face of webs 
and the gages are found from the table on page 300, 
as recorded in Fig. 277 (a). The distance out to out of cover plates 
of the lower column, or the distance between splice plates, is I'lf", so 
the distance out to out of reinforcing plates on the upper column should 
be I'lJ", in order to leave a clearance of ^" on each side. Since the 
distance out to out of cover plates is llf ", the thickness of the reinforc- 
ing plates on each side of the column is l-j^" = (I'U"- llf") -^ 2, 
which would be subdivided into J" and y"^" to avoid the use of 
metal thicker than f " on account of punching. The distances from 
back to back of webs is found by subtracting the web thicknesses 
from the distances out to out of webs foimd above, and the thickness 
of the reinforcing plates on each channel is -rl" = (i X Sj - 5) 
- (J X 6^ - a) - i, which would be subdivided into §" and ^". The 
least radius of gyration of the upper section may be found to be 3 . 4 (page 
211:3), and the unsupported length between floors is assumed to be 

12'0", from which the allowed unit stress at 16,000 - 70 - is found to be 

r 

about 13,000#/sq. in. The developed stress in one 12 x H plate 

is 107,300# = 8.25 X 13,000, and that in one 10" U 30# is 114,700# 

= 8.82 X 13,000. The six f " field rivets in single shear at 10,000#/sq. in. 

are worth 26,500# (page 309) and the number of shop rivets at 12,000#/sq. 

• ^ + + 1 ^u u 1 ■ ia 107,300-26,500 ^, 

m. required to take the balance is 16 = ' ^„^„ '- The number 

5300 

required in the lower reinforcing plates is 22 = 114,700 -^ 5300. Only 
two rivets are used through the spHce angle so that it may be made simi- 
lar to those used where no reinforcing plates are necessary. The com- 
pleted sphce is shown in the figur*^. 



CHAPTER XLI 
PINS 

Synopsis: A single cylindrical pin may be used instead of rivets to connect different 
members at a joint. Such a pin is designed as a beam, but the forces do not, as a rule, 
lie in the same plane. 



1. Description. — The joints of bridge trusses may be either riveted 
or pin-connected, as explained on page 121 : 1. Only one pin is used at a 
joint in a pin-connected truss and greater flexibility is thus obtained 
than in a truss with fully riveted joints, because the members are free 
to turn upon the pin as the truss deflects, without causing secondary 
stresses. Similar small pins are used in conjunction with loop-rods, 
U-bolts, and clevises. These small pins may be simply rough or turned 
bolts with ordinary heads and nuts, or they may be "cotter pins" either 
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Fig. 278 (o). 



Fig. 278 (b). 



with a special head at one end and a hole for a "cotter" at the other 
(Fig. 279) or with cotters at both ends. The larger bridge pins are turned 
cylinders with threaded ends of reduced diameter upon which pilot nuts 
and driving nuts (Fig. 278 (a)) are screwed for use in erection. These pins 
are driven cold without upsetting, the holes in the members being from 
^" to ^" larger than the diameters of the pins. The pins are held in 
position by recessed nuts called "Lomas nut" or nuts with washers 
(Fig. 278 (6)) which replace the temporary driving and pilot nuts. Pins 
over 10" in diameter may have caps instead of nuts, held in place by 
small rods passed through holes in the pins. 
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2. Pins are designed as cylindrical beams to resist both bending and 
shear. Usually the size of the pin will be determined by the bending 
moment, but the strength of the resulting cross section should be in- 
vestigated for it may be necessary to increase the size of the pin as a 
result. Each member which bears upon a pin must furnish sufficient 
bearing area to properly distribute the stress in that nember. This bear- 
ing area is the product of the diameter of the pin by the thickness of the 
metal which bears upon the pin (compare page 230 : 3). The bearing area 
of riveted members may be increased by the use of reinforcing plates, 
as explained in the next chapter (page 284), but when this is not feasible 
the minimum diameter of the pin may be determined by the bearing in 
some member. Thus the minimum diameter of pin used in any eye 
bar may be found by dividing the total stress in the bar by the thick- 
ness of the bar and by the unit stress in bearing. Often a minimum 
of 5" or eight-tenths of the width of the eye bar is specified for bridge 
work. 

3. Application of Forces. — ■ For convenience in finding the bending 
moment on a pin it is usually assumed that the force due to the stress 
on a member or part of a member acts upon the pin as if concentrated 
at the center of bearing, i.e., the center of the surface of contact. This 
assumption is on the side of safety, and the sUght increase in the size 
of the pin is relatively unimportant. The bearing may depend not only 
upon the thickness of the main part of a member, but also upon the thick- 
ness of any reinforcing plates which may be needed (see above). Since 
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the bearing depends upon the diameter of the pin, the two are interde- 
pendent and either the thiclcness or the diameter must be first assumed 
and later verified. In this chapter the plate thickness is assumed to be 
correct. In the case of a small pin for a clevis or a loop-rod, all forces 
lie in the same plane, and the bending moment is found as in a simple 
beam. At a joint in a bridge truss, however, the forces are not con- 
fined to a single plane, and the position of the point of maximum bending 
moment is not so apparent. 

1. Design for Bending. — As in the design of other beams, the maxi- 
mum bending moment is equated to the resisting moment. For a beam 
of circular cross section the resisting moment is 0.098/d', where / is the 
unit stress in bending and d the diameter (page 200:1). The unit stress. 
in bending is usually about 50% greater than for other beams, 24,000#/sq. 
in. being specified by the American Railway Engineering Association. 

,In order to facilitate the designing of pins, a table of resisting moments 
for different values of / and d is shown on page 333. 

2. Investigation for Shear. — In determining whether a pin designed 
for bending has sufficient area to resist the shear, it should be remem- 
bered that the intensity of the shearing stress is not uniform throughout 
the cross section, but is greatest at the neutral axis. The maximum shear 

4F 167 
intensity is four-thirds the average intensity, or r — ^ = -^—r^, where V is 

the maximum shear, r and d the radius and the diameter, respectively, 
of the pin (page 202 : 1). This maximum shear intensity must not exceed 
the allowed unit stress in shear, which is usually the same as for shop 
rivets and usually one-half the unit stress in bending or bearing. 

3. Illustrative Problem. — Co-planar Forces. Design a pin to fasten 
a 1" square loop-rod between two |" plates, as shown in Fig. 279. The 

stress in the rod is 16,000#, and the 



16 X 8,000 

3 T my 



, which is safely under the 10,000 



^^t: 



M= 



Fig. 279. 



U— ffiooo stress in each plate is one-half this 
amount. The distance from the center 



of bearing of the rod to the center of 
bearing of one plate is f" = Kl + 2), and the maximum bending mo- 
ment on the pin at the center is 6000#in. = 8000 X f . Using a unit 
stress in bending of 20,000#/sq. in., the required diameter of the pin may 
be foimd from the table on page 333 to be IJ". The maximum shear in- 



tensity is 6000#/sq. in. 

allowed. 

4. Not every pin in a truss need be designed because it is impractical 
to use so many different sizes. It is preferable to make several pins alike 
in order to reduce the number of different eye bars to be made and the 
number of different pin holes to be bored. It is customary to calculate 
the size of the pins at the shoe (Fig. 290), at the hip, at the top-chord 
joint next to the hip, and at the bottom-chord joint nearest the center. 
Except for very long spans, the remaining pins in the bottom chord may 
be made like the central pin, and the remaining top-chord pins may be 
made like that in the joint next to the hip. Often the lower pins can be 
made like the upper ones. 

5. The arrangement of the different members on a pin has its effect 
upon the size required. The arrangement is usually termed the "pack- 
ing." Sometimes the results of two or more different arrangements 
must be compared in order that the best one may be selected. The 
packing on a pin is made symmetrical, and therefore members which are 
composed of eye bars should have an even number of bars, and riveted 
chord members and posts should have two or more webs. A single stir- 
rup or small counter is sometimes placed at the center. The bars of diag- 
onals are usually placed next to the posts in order to reduce the bending 
moments. No two eye bars of a single member should be placed in con- 
tact as it would be impossible to paint between them. Unless a bar of 
an opposing member is placed between two bars of one member, the 
latter should be separated on the pin by a collar at least 1" wide. The 
pin is thus lengthened 2", but the diameter may often be reduced 
considerably. Unless the bars on a pin are within |" of each other, the 
space between them should be filled with a washer or collar in order to 
maintain the proper spacing of the bars in accord with the design. In 
determining the distances from center to center of bearings used in com- 
puting the bending moments, an allowance of at least yV" should be made 
between adjacent bars to allow for paint, for scale, and for variation in 
thiclcness. A clearance of j" should be left between the bars and the 
built members, due allowance being made for the heads of rivets in rein- 
forcing plates or other component parts. It is often necessary to flatten 
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or countersink these rivets. The flanges of channels or angles are often 
notched to clear the bars, provided the webs are properly reinforced. 
The pacldng at one pin is dependent upon that at the adjacent pins be- 
cause the bars should be kept approximately parallel. A bar should not 
slope more than ^" per foot. If it is necessary to use a greater slope 
the bars should be bent to furnish better bearing on the pins. 

1. Since the forces which act upon a pin in a truss do not lie in the 
same plane, each force should be resolved into horizontal and vertical 
components. The position of the point of maximum bending moment 
is usually not apparent, so it becomes necessary to find the bending mo- 
ment due to the horizontal components, and that due to the vertical 
components at each point of concentration. The resultant bending 
moment at each point will be the square root of the sum of the squares 
of the horizontal and the vertical bending moments at that point. Care 
must be taken not to combine the horizontal bending moment at one point 
with the vertical bending moment at another. The maximum bending 
moment on a pin will often occur at a point where there is no vertical 
bending moment. The use of the table of squares on page 332, or the 
diagram on page 312, is recommended in finding the resultants. 

2. The forces which act upon a pin must be selected with great care. 
The values on the stress diagram show the maximum stresses for which 
each complete member is designed, but these maximum stresses do not 
occur in all members of a truss simultaneously. The maximum chord 
stresses are found when the truss is fully loaded, but the maximum web- 
member stresses are found when the truss is only partially loaded. Care 
should be taken to use either the maximum chord stresses and the cor- 
responding stresses in the web members, or conversely, the maximum 
stresses in the web members and the corresponding chord stresses. As 
a rule, the first condition will govern the size of the pin at the shoe and 
at the hip, the second condition will govern the size of the remaining 
top-chord pins, but either condition may govern the size of the bottom- 
chord pins. Counters are not stressed when the main diagonals are 
stressed, but they must be considered in packing the pin because they 
will cause increased lever arms which will affect the bending moments. 
The stresses which act upon a pin at any one time must be in equilibrium. 
To insure this, only the maximum chord stresses or the maximum stresses 



in the diagonals should be taken from the stress diagram, and the other 
stresses should be computed to correspond. It is well not to use the 
stress in a post as given on the diagram because the stress on the pin 
may differ on account of the method of supporting the floor beam. In 
a bottom-chord joint governed by maximum chord stresses, these chord 
stresses are taken from the diagram and divided proportionately among 
the component parts of the members. A sketch is drawn showing all of 
these horizontal forces and the horizontal components of the forces in 
the component parts of the diagonals. The proper magnitudes of the 
latter forces may be determined from the H equation of equiUbrium. 
The vertical components may be determined from these horizontal com- 
ponents, and the corresponding forces in the component parts of the post 
may be found from the V equation. Similarly, in a top-chord joint the 
maximum stress in the diagonal is taken from the diagram, and the 
corresponding stresses in the other members are computed. In case the 
adjacent top-chord members are in the same straight line, only the differ- 
ence in their stresses need be foimd, since the members bear on opposite 
sides of the pin and cause no bending. 

3. Computation. — Since the forces on a pin are symmetrically placed, 
it is necessary to determine the bending moments on only one-half of the 
pin, care being taken to count only one-half of a force at the center. The 
bending moment at one point may be best found from the bending mo- 
ment at the preceding point by adding algebraically the product of the 
shear for a section between the points by the distance between the points 
(page 189 :1). It is convenient to arrange the computation in tabular 
form as shown in the problems which follow. When finding the result- 
ant bending moment from the two components it should be remembered 
that the horizontal bending moment is constant between the horizontal 
force nearest the center and the corresponding force on the opposite side 
of the center. This should be obvious because the shear is zero. The 
actual position of the bars on a pin may vary shghtly from the spacing 
used in the design, and it is therefore consistant to use lever arms to the 
nearest \", and_ shears and bending moments to the nearest thousand 
pounds or pound-inches. 

4. Illustrative Problem. — Bottom-chard Pin. Design the pin at the 
joint LZ of the truss shown in Fig. 281 (a). Let us assume that the size of 
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the pin will be determined when the chord stresses are maximum, and 
that the arrangement of the bars can be selected without regard to the 
other joints of the truss. Let us assume also that the reinforcing plates 
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Fig. 281 (a). 

on the post have been determined from an assumed size of pin, and that 
the resulting size is the same as assumed. The results of the two ar- 
rangements shown in the figures will be compared. In both arrange- 
ments the bars of the main diagonal are placed next to the post, and the 
counters between the diagonals and the chord bars. Inclined bars may 
be differentiated from the horizontal bars by section lines as shown. 
The smaller chord bar is placed at the end, and the other chord bars are 
alternated in the first arrangement, or placed as shown in the second 
arrangement with a 1" collar between the two larger bars. The stress 
in thousands of pounds in each of the four 8 x IfJ bars is 217 = 868 h- 4, 
and in each of the 8 x Iff bars is 247 = 986 ^ 4. In order to satisfy 
the H equation, the horizontal component in the main diagonal must be 
60 = 2 X 247 - 2 X 217. The corresponding vertical component is 

34 

71 = 60 X 7^5-T, and the force in one-half the post must be the same, 
zo.o 

These forces are shown in the small sketches, together with the lever 

arms which are found as follows: 
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2f" = §(1H + li) + ItV + 2 X tV 

\\" = \{\\ + 2 + rg-) + 4 l^the rivets being countersunk) 
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Fig. 281 (b) 
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The maximum bending moment for this arrangeme nt is 702 at point 3, 
since this is obviously greater than the resultant V'537^ + 89^ at point 5. 
It is unnecessary to carry the solution further until the results of the 
second arrangement are obtained. 
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Fig. 282( a) 
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The maximum bending moment for this arrangement is 407 at point 1, 
since this is more than the resultant Vse?^ + 89^ at point 5. This ar- 
rangement gives a smaller bendiog moment and is therefore adopted. 
Using a unit stress in bending of 24,000#/sq. in., we find from the table 
on page 333 that a 5f" pin is required for a bending moment of 407,0(X)# 

16 X 277 000 
in. The maximum intensity of shear is 14,200 = g ^ .^3^2 " This 

exceeds the allowed value 12,000, so the diameter must be increased to 



6i"=|/ 



16 X 277,000 



. This is less than the diameter required to satisfy 
3 TT 12,000 

the bending moment of the first arrangement and hence is used. In neither 
arrangement does the presence of the count.er increase the size of the pin. 
If the maximum bending moment was fotmd at point 4 or 5, it might be de- 
sirable to place the covmters between the channels of the post, cutting the 
flanges if necessary, in order to reduce the lever arm between points 3 and 4. 
1. Illustrative Problem. — Pin at Hip. Design the pin at the joint 
C/l of the truss shown in Fig. 281 (a). Let us assume that the reinforcing 
plates on the members which meet at this point have been designed from 
an assumed diameter 

of pin which proves to '^^"\'J_^f""^ r T ^°^ , ^center of bearing UI-2 

be correct, and that 

the arrangement on 

the pin is as shown in 

Fig. 282 (6). The 

outer reinforcing plate 

of the top chord and 

the inner plate of the 

end post are extended 

to hold the pin in position against shock and to protect the joint from 

the weather. The centers of bearing of these two mem ers are therefore 

not quite opposite. The diagonal is placed between the end post and 

the hip vertical with ample clearance for countersunk rivets in each so 

the rivets need not be chipped. As a rule only the full load which causes 

maximum stresses in the end post, the top chord, and the hip vertical 

need be considered. From the panel lengths and depths the lengths of 

the members may be calculated, and the components of the maximum 

stresses in these members may be found by proportion, thus: 




Fig. 282 (6). 
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Since each of these members bears upon the pin at two points of con- 
centration the above vahies should be divided by 2, and recorded 
on the sketch as shown. The corresponding components in each bar 
of the diagonal L2 f/1 may be found from the H and V equations of 
equilibrium. 



From the bending moments tabulated on this page the maximum bend 
ing moment is found to be 1 154 
/sq. in. this requires an 8 
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and the maximum shear intensity is 11,600/ = 
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pin. The maximum shear is 437 = V4332 + 60^, 
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CHAPTER XLII 
REINFORCING PLATES 

Synopsis: The webs of riveted members of pin-connected trusses must be reinforced 
at the ends in order that they may properly transmit the stresses to the pins. The 
method of designing reinforcing plates is here shown. 



1. When Used. — Reinforcing plates are used to strengthen the weaker 
parts of members in order to fully develop the strength of the remaining 
parts. Usually such reinforcement occurs at the ends of the members. 
Reinforcing plates are used on girder webs (page 266: 3), at the splices of 
certain ofHce-building columns (page 276:4), at the joints of pin-connected 
trusses, and at similar places. The method of designing the reinforcing 
plates of pin-connected riveted members is illustrated in this chapter- 
These plates are often termed "pin plates" and their design typifies the 
design of all reinforcing plates. 

2. Type of Member. — A compression member in the chord of a simple 
pin-connected truss is usually composed of two channels with one cover 
plate (Fig. 122), or of two or more web plates with angles and one or 
more top cover plates (Fig. 128). A compression web member is often 
composed of two channels. Each end of these members bears against a 
cyhndrical pin which is located at or near the center lines of the webs. 
Since no other part of the member bears against the pin the whole stress 
must reach the pin through the webs, which must be reinforced to fur- 
nish the necessary bearing. Most of the tension members of a pin-con- 
nected truss are composed of eye bars and these need no reinforcement. 
A riveted tension member is often used in the two end panels of the bot- 
tom chord to provide for a reversal of stress. 

3. Method of Design. — All reinforcing plates must be designed to 
furnish the necessary bearing area for the pin. This part of the design 
consists in finding the thickness of the plates and the number of rivets 
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required to fasten them to the webs. The width of the plates is usually 
made as large as the available space will accommodate, and the length 
depends upon the number and the spacing of the rivets. The size of the 
pin must either be predetermined or assumed (see page 278: 2). The rein- 
forcing plates for a pin-connected tension member composed of channels 
or plates and angles must not only provide the proper bearing, but also 
the necessary net section. To prevent failure at the pin, the net section 
through the pin hole must exceed the net area for which the main mem- 
ber is designed. The amount of this excess is usually specified as 25%. 
The location of the rivets in the reinforcing plates of a tension member 
must receive special consideration. Provision must be made to properly 
reinforce a member which is weakened by having part of the flanges cut 
away for clearance. 

4. Design for Bearing. — One-haK the total stress in a member with 
two webs is imparted to the pin through each web and its reinforcing 
plates. When there are more than two webs, the proportion will be 
approximately equal to the relative cross-sectional areas included be- 
tween lines drawn midway between the webs. The bearing area of each 
web and its reinforcing plates is found by dividing the corresponding 
stress (one-half or other portion of the total stress) by the unit stress 
allowed for bearing. The combined thickness of the web and its rein- 
forcing plates is found by dividing this area by the diameter of the pin 
(compare bearing on rivets, page 230:3). The web thickness is ded acted 
from this combined thickness, leaving the required thickness of the rein- 



CHAPTER XLII 



REINFORCING PLATES 



285 



forcing plates, which should be increased to the nearest commercial size 
(a multiple of xV")- The total thickness may be subdivided into as many- 
parts as are best suited to particular conditions. It is usually desirable to 
place part of the plates on each side of the web to make the rivets more 
•effective. No single plate should exceed f " on account of punching. 

1. The nxunber of rivets in the reinforcing plates should fully develop 
the plates. If the plates are all on one side of the web, the rivets act 
in single shear, but if part of the plates are on each side, the rivets act 
in double shear. The limiting value of each rivet must be selected with 
care because often the bearing value in a channel web is less than the 
single-shear value, or the bearing value in a heavy web is more than the 
double-shear value. For the value of countersunk or flattened rivets, 
see page 231 : 2. The bearing value in webs which are npt multiples of ^" 
may be fotmd by multiplying the decimal thickness by the rivet diameter 
and by the imit stress in bearing. This should be necessary only when 
the number of rivets is large; it is usually close enough to roughly inter- 
polate a value from the tables, or to use a value given for the nearest iV"j 
preference being given to the lower of two. values. The developed stress 
in the plates is the product of the total thickness of the reinforcing plates 
by the diameter of the pin and by the imit stress in bearing. This value 
should be used to find the total number of rivets when the plates are all 
on one side of the web or when the plates are about equally divided on 
opposite sides. The rivets should distribute the stress proportionately 
among the component parts of the member as far as practicable. Thus 
enough rivets should connect the reinforcing plates to the bottom angle 
to develop the stress in the angle, and rivets in the top angle should 
develop the angle and part of the cover plate.* See Fig. 128. When 
more than one plate is used on the same side of the web, or when the 
plates on opposite sides differ considerably in thickness, the plates 
may be made of different lengths because it is unnecessary that they 
contain the same number of rivets. The stress in each plate is propor- 
tional to its thickness and equal to the product of the thickness by the 
diameter of the pin and by the imit stress in bearing. The plates on 
opposite sides of the web may be considered separately. There must 

* For illustrative problems see Johnson-Bryan-Turneaure's "Modern Framed 
Structures," Part III, John Wiley and Sons, Inc., New York. 



be enough rivets through the outer plate to develop that plate, there 
must be sufficient rivets through the two outer plates to develop both 
plates, and so on, the number in the plate next to the web being deter- 
mined by the stress in all the plates on that side of the web. The rivets 
do not all have the same limiting value, however. Those which pass 
through plates on only one side of the web may be counted in single shear, 
imless the bearing value in a channel web is less. One-half the value of 
the rivets which pass through plates on both sides of the web may be 
counted in developing the plates on each side. This will be one-half * 
the bearing value unless the thickness of the web, or the web and the 
angles through which part of the rivets may pass, is great enough to 
develap double shear, in which case the half value equals the single-shear 
value. The thicker plate should be placed next to the web. Each plate 
is cut at right angles to the axis of the member. The length of each plate 
should be as great as the width, or at least three-quarters of the width, 
in order to fully develop the rivets near the edges. In bridges it is cus- 
tomary to let a thin outer plate extend around the pin, as in Fig. 127, 
in order to cover the joint between members and to hold the members 
in position during erection. Rivets in tension members, and ia com- 
pression members where the pin is not at the extreme end, should meet 
the added requirements of page 286:2. 

2. Illustrative Problem. — Compression Member. Design the rein- 
forcing plates at the end of a compression member composed of two 
12" \±i 30# and one cover plate 14 x f . The maximum stress in the 
whole member is 342,000#. Use a 4" pin and f " rivets, with a unit stress 
in bearing of 24,000#/sq. in. 

171,000# = 342,000 -^ 2 = stress in each web and its reinforcement 
171,000 



1.78" = 



= combined thickness of web and plates 



1 5 " 



4 X 24,000 
1 . 27" = 1 . 78 - . 51 = thickness of reinforcing plates 
126,000# = li^ X 4 X 24,000 = developed stress in plates. 
Part of the plates should be placed on each side of the web, preferably, 
the inner ones extending the full depth of the channel, the outer ones 
* More strictly, the bearing value is divided in proportion to the relative thickness 
of the plates on the opposite sides of the web, but this is usually not necessary, and it 
is not consistent with the usual method of designing riveted joints. 
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being limited to 10" to clear the flanges. If the plates are about 
equally divided, as shown in Fig. 286 (a), the rivets are limited 
by the bearing in the i" channel web, and the total number required is 

14 = 126,000 + 9000. If a Jg" 
plate is used on the inside and 
two I" plates on the outside, as 
shown in Fig. 286 (6), the rivet 

value counted on each side of the 

web is 4500 = 9000 -=- 2 where 

plates are on both sides, and 5300 

The number required in the outer f" plate 

The nimiber required in the ^^" plate is 12 



2-12 tsi 50 

2 Pls.lO;'xfxl'-3",] 
2 Pls.12 i Hx 1^3/ 



Fig. 286 (a). 

where on only one side, 

. I X 4 X 24,000 

^^ ^ " 4500 

9 V 4 V 24 000 

= ^^ tpt:^^ — '- These 12 rivets provide also for an equal stress in 

4500 

the two I" plates so that the additional number in single shear is 4 

(3 9 ■) 4 y 24 000 

= — — \,„^^ '- Since 12 rivets cannot be arranged to advantage 

5o00 

14 are used in the ■^" plate. By this arrangement it is unnecessary to 

use 16 = 12 + 4 rivets in the other |" 

plate because by extending the inner 

plate all rivets pass through plates on 

both sides, and 14 in bearing are 

sufficient for the total stress, as foimd 

above for two plates. 

1. Design for Tension. — The rein- 
forcing plates of pin-connected tension 
members are designed for bearing, as 
on page 284:4, but they must also 
satisfy another requirement. The pin 
tends to tear out toward the end of 

the member, and unlike a compression member the whole bearing is 
on the outer half of the pin. As far as bearing is concerned the rein- 
forcing plates could be placed entirely beyond the pin, where they 
would act as in a compression member, but the strength of the main 
member at the pin would not be sufficient to transmit the stress. This 




; P/.M/f 

2-12"^^^ 30* 
i2 Pla.lO"xf'i< l'-3" 



O O do 0f^2PI^-l2"''A"''l-3" 



2 Pls.W'xi xl'-2" 




O O Oii.O\ 



7 




m 



Fig. 286 (6). 



part of the member must be reinforced, and logically the same reinforc- 
ing plates are extended for this purpose. The plates should be made 
thick enough for tension as well as for bearing. According to a common 
clause in the specifications, the total net area of cross section through 
the pin hole of a tension member must exceed by at least 25% the net' 
area for which the main rriember is designed. The latter net area is 
usually found through that row of rivets in the reinforcing plate which 
is nearest the center of the member (page 208: 2). Furthermore, the mem- 
ber must extend beyond the pin far enough so that the net area of cross 
section between the pin and the end of the member, parallel to the axis, 
should not be less than the net area of the main member. In determin- 
ing the net area at the pin, the diameter of the hole is taken equal to the 
nominal diameter of the pin, although it is from ^V" to ^V" greater. Due 
allowance should be made for any reduction in area on account of 
flanges of channels or angles being cut to clear eye bars or other 
members. 

2. The rivets in a tension member should satisfy other requirements 
in addition to those on page 285: 1. When the thickness of the reinforcing 
plates determined by the net area exceeds that required for bearing, the 
rivets should fully develop the strength of the plates in tension. Other- 
wise the total number of rivets is found as on page 285 : 1. The rivets which 
connect the reinforcing plates to the end of a compression member are 
naturally all placed on the side of the pin nearer the center of the mem- 
ber. This is. often necessarily true because the member cannot extend 
beyond the pin without interfering with an opposing member. In a 
tension member the rivets must be divided. Enough rivets must be 
placed in the plates between the pin and the center of the member to 
transmit the tensile stress in the plates which is required to develop the 
necessary net section at the pin, as explained in the preceding paragraph. 
But no more rivets should be so placed than can be developed by the 
actual tensile strength of the plates at the pin. Between these minimum 
and maximum values the number of rivets on the side of the pin toward 
the center of the member is chosen, and the balance of the total num- 
ber is placed between the pin and the end of the member. When rivets 
are placed on both sides of the pin in a compression member the distribu- 
tion should be determined in a similar manner. 
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1. Illustrative Problem. — Tension Member. Design the reinforcing 

plates at the end of a hanger composed of two 8" LU 13f#, from which a 

load of 110,000# is suspended by means of a 3" pin, as shown in Fig. 287. 

Use a single 6" plate on each channel, f" rivets, and a 

bearing value of 20,000#/sq. in. 

55,000# = 110,000 -^ 2 = stress in each web and its 

reinforcement 
55,000 





o o 
o o 
o o 

o 

o o 
o o 



) ^1 



0.92" 



3 X 20,000 



f" = 0.61" = 0.92-0.31 



4.38 sq. in. = (4.04-2 x 



: combined thickness of web 
and plates 

= thickness of reinforcing 
plate required for bearing 

I X . 31)1 . 25 = net area re- 
quired at pin 






= 0.42' 



Fig. 287. 

21,000# 
30,000# 



= [4.38 - (4.04 - 3 X 0.31)] + (6 - 3) = 

thickness of reinforcing 

plate required for tension 

37,500# = f X 3 X 20,000 = developed stress in 

bearing 
(6 - 3) X tV X 16,000 = developed stress in tension 
(6 - 3) X I X 16,000 = strength of plate in tension 



9 = 37,500 -^ 4420 = total number of rivets 
5 = 21,000 s- 4420 = minimum number of rivets above the pin 
6+ = 30,000 -V- 4420 = maximum " " " " " " 

The thickness required for bearing exceeds that required for tension and 
a 6 X I plate is used. In order to develop this plate in bearing a total 
of 9 rivets must be used. In order to develop the required stress in ten- 
sion at least 5 rivets must be placed above the pin (toward the center), 
but not more than 6 can be so placed without over stressing the plate in 
tension. This maximum number falls between 6 and 7, so the smaller 
number is used. At least 5 and not over 6 rivets should be placed above 
the pin, the remainder being placed below. Since the rivets are placed 
in two rows, 6 are placed above and 4 below, an extra rivet being used 
in order to keep the member symmetrical. The length of the member 

below the bottom of the pin should be at least 3f" = — — „„„!.„.■ — 

so that the net area will equal that of the main member. If the thickness 
of the plate required for tension had been greater than that required for 
bearing, the total number of rivets and the maximum and minimum 
numbers above the pin would be identical, and all the rivets would be 
placed above the pin. In this case, a few extra rivets would be used 
below the pin to hold the plate in place. 



CHAPTER XLIII 

BEARING PLATES AND COLUMN BASES 

Synopsis: Wherever structural steel is supported by masoiu'y, some provision must 
be made to distribute the load over the proper area. The design of simple bases is dis- 
cussed in this chapter. 



1. T3rpe. — Loads from steel beams, trusses, or columns which rest 
upon masonry must be distributed over a sufficient area so that the al- 
lowed bearing value of the masonry will not be exceeded. Simple rec- 
tangular plates of steel or cast iron are used under the ends of beams, 
roof trusses, and some of the lighter girders. Cast-iron pedestals are 
used under the heavier girders. Plate and angle shoes with expansion 
rollers support bridge trusses. Cast-iron bases or steel slabs, in con- 
junction with grillage beams or reinforced concrete piers, are used under 
ofiice building columns, while other colmnns are provided with bases 
built of plates and angles. 

2. Size of Bearing Plate. — Standard bearing plates are used at the 
ends of wall-bearing I-beams and channels under usual conditions for 
the sake of simpHcity. The sizes of these plates are given in the tables 
of I-beams and channels, pages 298 to 302. Special plates should be 
designed for beams with relatively large reactions, for roof trusses, and 
for light plate girders or latticed girders. The required area of the plate 
is equal to the maximmn reaction divided by the bearing value of the 
masonry. The allowed pressure per square inch varies with the differ- 
ent specifications and with the kinds of masonry. Usual values for con- 
crete are from 400 to 600 pounds per square inch, the latter value being 
specified by the American Railway Engineering Association. For brick, 
the values are about one-half as large. The shape of the plate which 
will best meet the requirements depends upon several factors. The 
best distribution on the masonry is effected when the two dimensions of 
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the plate are approximately equal, but this is not always feasible. The 
thickness of the plate depends upon the distance the plate projects be- 
yond the edges of the beam, and this should be kept as small as practical. 
Usually the plate does not extend beyond the end of the beam, and the 
shorter dimension of the plate determines the amount the beam pro- 
jects upon the supporting wall. If this is too large, the length of the 
beam is unnecessarily long, and if too short, dangerous cracks may develop 
in the wall. The bearing plates of light trusses and girders are usually 
anchored to the masonry, and the plate must be long enough to provide 
the necessary edge distances beyond the bolt holes when the anchor 
bolts are placed far enough from the edges of the angles to permit the 
turning of the nuts. It may seem wise at times to make the area of the 
plate somewhat greater than that required, but the thickness may be 
made correspondingly less because the developed unit pressurie on the 
masonry is reduced. 

3. The thickness of a bearing plate should be such that the bearing value 
of the masonry may be developed at every point. The thickness is deter- 
mined by the maximum projection of the plate beyond the 
edge of the superimposed metal. This portion of the plate is 
treated as a cantilever beam with a uniformly distributed pres- 
sure on the under side equal to the developed bearing pressure 
on the masonry. The maximum bending moment on this 
portion of the plate occurs at the edge of the superimposed metal. An 
expression for the thickness may be derived, as follows (see Fig. 288) : 
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Fig. 288. 
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Let b = the developed unit stress in bearing on the masonry, i.e., the 
total load divided by the area at the plate, in pounds per 
square inch, 
/ = the allowed unit stress in bending on the extreme fibers of the 

plate, in pounds per square inch, 
p = the projection of the plate beyond the superimposed metal, 

in inches, 
c = the width of the portion of the plate considered, in inches, 
t = the required thickness of the plate, in inches. 

Since the pressure and the resisting moment are both proportional to c, 
its value does not affect the result. 

he = the pressure per linear inch, uniformly distributed, 
p6c X ^ = the maximum bending moment in pound-inches (page 187: 1), 
\fcP = the resisting moment in pound-inches (page 199:3). 

By equating the resisting moment to the bending moment and solving, 
we have 



t=v 



36 



.^ 



* 



Fig. 289 (a). 



The diagram on page 316 gives values for / to correspond to different 
values of p and 6 when / = 16,000#/sq. in. For cast-iron plates / 
is usually about 3000#/sq. in. When the load is appUed 
to the plate by means of angles, as in the case of a roof 
truss or light girder, the combined thickness of the angle 
and the plate must be sufficient to prevent bending at the 
edge of the vertical leg of the angle. This combined 
thickness t' may be found from the above formula by tak- 
ing p equal to the distance from the edge of the plate to 
the vertical leg of the angle, as shown by p'. Fig. 289 (a). The fillet of the 
angle is usually neglected. If the thickness of the angle is fixed, the 
thickness of the plate should be the greater of two values, one the thick- 
ness t required at the edge of the angle, and the other the difference 
between the combined thickness t' and the thickness of the angle. 

1. Illustrative Problem. — Bearmg Plate. Design a bearing plate 
for a roof truss which rests upon a brick wall, as in Fig. 114 {d). The 
bottom chord angles are 5 x 3§ X f , and they are separated by a f " 



heel plate. The maximum reaction is 33,000#, and the allowed unit 
stress on the brick wall is 300#/sq. in. The required area, 110 sq. in. 
= 33,000 H- 300, would be satisfied by a plate 10" x 11". If f" anchor 
bolts are used, the holes should be punched about 2" from the edges of 
the angles to allow for turning the nuts. With an edge distance of about 
li", the length of the plate must be about l'2i" = f + 2(3i + 2 + 1|). 
Probably it would be better to increase the area accordingly, rather 
than to reduce the 10" bearing of the truss. The effect of this in- 
crease would be to reduce the developed bearing value 6 to 228#/sq. in. 
= 33,000 -=- (10 X 14.5). The projection beyond the angles is p = 3^" 
= 1(141 - f) - 3i, and the projection beyond the vertical legs is 
V' = 6fff" = i(14| - I) - f . From the diagram, the corresponding 
thickness of the plate alone is < = f ", and the combined thickness of the 
plate and the angles is <' = If". Since the chord angles are only |" thick 
the plate must be at least 1" = If - |, and since this exceeds the first 
value the size of plate adopted is 10 x 1 X 1'2|". 

2. Expansion. — At one end of a span, two plates may be used in- 
stead of one to allow free expansion or contraction under temperature 
changes. A "masonry plate" rests upon the masonry, and a "sole plate" 
is riveted to the girder or truss, the surfaces 
of contact being planed. Slotted holes for 
the anchor bolts are provided in the upper 
plate. The combined thickness will be 
somewhat greater than the thickness of a 
single plate, because each plate is designed 
to resist its proportion of the total bending 
moment. Thus if the two plates are of 
equal thickness, each would be about 0.7 
= Vf of the thickness required for a single 
plate. 

3. Pedestals and Shoes. — Bridge girders 
are commonly supported by cast-iron or 
cast-steel pedestals, as shown in Fig. 289 (6). 
These pedestals are fastened to the masonry by anchor bolts, and the 
girders are bolted to them. Slotted holes are provided in one end of 
girders up to about 60 feet in length to allow for expansion, the top of 
the pedestals and the bottoms of the bearing plates on the girders being 
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Fig. 289 (6). Cast Pedestal for 
Bridge Girder. 
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planed. Segmental rollers are placed under the pedestal at one end of 
girders over 60 feet long. Special hinged shoes or rockers are used at the 

ends of some of the 
longer girders to pre- 
vent unequal distribu- 
tion of the load upon 
the masonry as the 
girders deflect. Similar 
hinged shoes are used 
at the ends of bridge 
trusses, and roller nests 
are placed imder the 
shoes at one end, as 
shown in Fig. 290. For 
the design of shoes and 
rollers consult books on 
Bridge Designing, par- 
ticularly those Usted 
below.* 

1. Column bases are 
of two main types which 
for convenience will be 
designated according to the principal structures in which they are used, 
viz.: mill buildings and office buildings. In the former the loads are 
transmitted largely by rivets, whUe in the latter by direct bearing. In 
mill buildings the column loads are comparatively hght, and the bases 
must be anchored to the masonry piers to prevent lateral displacement 
by accident, and to resist the overturning effect of the wind. Cross 
bracing can be used only at the ends of a mill building, and the wind 
pressure on the sides must be resisted largely by the columns acting as 
beams fixed at the lower ends. The effect of this, combined with the 
effect of eccentric loading on the column, is to cause vmequal distribution 
of the load on the masonry, and the area of the base must be so propor- 
tioned that at no point will the allowed bearing pressure be exceeded. 

* Waddell's "Bridge Designing/' Vols. I and II, John Wiley and Sons, Inc., New 
York, and Skinner's "Details of Bridge Construction," Vol. Ill, McGraw-Hill Book 
Co., Inc., New York. 






Fig. 290. Typical Bridge-truss Shoe with Jlollers. 



The pressiu-e near One edge of the base may be very small, in fact the 
upward forces due to wind may exceed the downward forces due to the 
direct load so that it is necessary to anchor the base to the masonry. In 
order to make the anchor bolts effective, the base must be securely riveted 
to the column, and for this reason it is usually built of plates and angles. 
For hght columns, such as shown in Fig. 137, these rivets are designed 
to transmit the whole column loads. Columns which support crane run- 
ways or other moving loads, and columns in which the load exceeds 40,000 
poimds are milled so that a portion of the loads are transmitted by direct 
bearing. A typical crane-girder colmnn base is shown in Fig. 135. In 
office buildings there are intermediate columns which are rigidly con- 
nected at each floor, and the principal wind stresses which reach the 
basement columns are vertical. The uplift on the windward columns 
is usually less than the vertical dead loads so that anchors are not re- 
quired except in tall narrow buildings or towers. From the nature of 
the building there is shght chance of displacement of the column bases 
by accident. The bending stresses are small compared to the total loads, 
and the pressure on the bases is distributed more uniformly than in mill 
buildings. Cast-iron or cast-steel bases,* such as shown in Fig. 175 (a), 
are commonly used in office-building construction. The bottoms of the 
columns and the tops of the cast bases are both planed so that practically 
the entire column loads are transmitted by direct bearing without rivets. 
Light angles are usually riveted to the end of the colmnn, as in AB\, 
Fig. 133. and these angles are bolted to the cast bases to prevent displace- 
ment during erection. The cast bases are grouted on top of reinforced 
concrete piers or grillage beams, as explained in the next chapter (see 
Fig. 291), and then they are imbedded in concrete. Column bases are 
usually standardized by structural companies so that it is unnecessary 
to design each base. Furthermore, the design depends so much upon 
the wind stresses, that it seems unwise to attempt further explanation 
here.f 

* For dimensions of American Bridge Company's standard cast bases see Ketchum's 
"Structural Engineers' Handbook," McGraw-Hill Book Company, Inc., New York. 

t For the design of mill-building column bases, see Kirkham's "Structural Engineer- 
ing," McGraw-Hill Book Co., Inc., New York; for the comparison of different methods of 
designing anchor bolts, see articles by R. Fleming and E. Godfrey in the Engineering 
News, April 30, 1914, and May 7, 1914; for the design of cast bases for office buildings, 
see Blurt's "Steel Construction," American Technical Society, Chicago. 



CHAPTER XLIV 

GRILLAGE BEAMS 

Synopsis: When it is impractical to extend foundations for heavily loaded columns 
to bed rook, the footings may be spread over the proper area of soil within a compara- 
tively small depth by means of grillage beams imbedded in concrete. 



1. When Used. — In providing suitable foundations for office build- 
ings it is often impractical, if not impossible, to extend the footings to 
bed rock. When the footing of an average office-building column bears 
directly on the soil a large bearing area is required because of the com- 
paratively small pressure allowed on the soil. If an ordinary masonry 
pier were designed to satisfactorily distribute the load from the small 
area at the column base to the large area required on the soil, the pier 
would be so deep that the cost of the excavation and of the masonry 
would be prohibitive. The same results may be obtained in much less 
depth by the use of either steel grillage beams or reinforced concrete slabs. 
The design of reinforced concrete footings would be out of place in this 
book. Grillage beams are still in common use since reinforced concrete 
footings have not yet met with universal favor for various reasons, among 
them being the uncertain effects of electrolysis and corrosion upon the 
comparatively small steel areas in the reinforcing rods. 

2. Arrangement. — Grillage beams are arranged in tiers, as shown in 
Fig. 291, the beams in one tier being placed at right angles to those in 
the next tier. The bottom tier rests upon a concrete mat about 12 inches 
thick. Concrete is placed between the beams of each tier, and ultimately 
the whole footing, including the cast-iron base, is imbedded in concrete 
at least 4 inches thick to hold the parts in position and to protect the steel 
against fire and corrosion. The concrete between the beams acts as 
inverted arches to complete the bearing area of the tier. The maximum 
distance in the clear between the beams should be such that the full pres- 
sure on the concrete is transmitted to the beams. Unless this clear dis- 



tance between the edges of the flanges exceeds about one and one-half 
times the width of each flange it is unnecessary to investigate the strength 




Fig. 291. Grillage Footing (Concrete Filling Not Shown). 

of the arch.* The spacing of the beams is usually determined by the 

number to be placed within a given distance. The distance between 

* For the method of investigation, see page 201:3. 
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flanges should be at least 2f or 3 inches to permit the placing and the 
tamping of the concrete. Since it is difficult to insure uniform bearing 
between the beams of successive tiers when they are placed in contact, a 
space of about J inch is usually left for grouting. Similarly, if the unit 
load is not too great, grout is used between the upper beams and the 
cast base. This facilitates placing the base truly horizontal . and at the 
proper elevation. The allowed pressure on the grout is about 35 tons 
per square foot, or 500 pounds per square inch. If the column load 
divided by the area at the bottom of the cast base exceeds this amount, 
the base must be placed in direct contact with the beams, the bottom of 
the base being planed. This requires extreme accrracy in setting the 
beams to furnish uniform bearing for the base at the proper elevation. 

1. Tie Rods. — Grillage beams are held at uniform distances apart by 
means of rods and separators. When it is not feasible to use beams 
with webs thick enough to withstand the tendency to buckle, cast-iron 
separators or stiffening angles may be used to stiffen the webs. Usually, 
however, pieces of gas pipe are placed between the webs. Three-fourths 
inch rods extend through all the beams of each tier, passing through the 
separators (Fig. 291). Enough rods should be used to resist the thrust 
of the concrete arches between the beams (preceding paragraph). It is 
seldom necessary to calculate this thrust. Usually rods are placed about 
6 inches from the ends of the beams, and the remaining spaces are sub- 
divided so that the rods are not more than 5 or 6 feet apart. In the 
smaller beams the rods are placed centrally in the webs; in beams 12 
inches or more in depth the rods are used in pairs, the vertical spacing 
being the same as for cast-iron separators (page 316). 

2. The loads for which grillage beams are designed 'are determined by 
one of several methods.* A grillage foundation will settle as the loads 
are apphed; this cannot be prevented. It is important that the settle- 
ment be imiform throughout the structure to prevent cracks in the walls 
and floors. Under Uke soil conditions this means that the unit pressure 
must be the same for all footings. Some engineers design each footing 
for the total dead and Hve load, while others design the footing for the 
critical column and proportion the others from this one according to the 

* For comparison, see Jaooby and Davis' "Foundations of Bridges and Buildings," 
McGraw-Hill Book Co., Inc., New York. 



ratios that the dead loads bear to the dead load of the critical column, 
maintaining that the settlement will be proportional to the dead loads 
because they act at a maximum constantly. The critical column is the 
one which has the largest ratio of dead load to live load. Other engi- 
neers consider one-half (or other fraction) of the Uve load in conjunction 
with the dead load in determining the ratios. The Uve load on the base- 
ment column is not the sum of the maximum hve loads from each floor, 
but a certain percentage of this sum depending upon the height of the 
building.f 

3. The allowed bearing pressure should be determined by tests made 
upon the actual material at the site. Records of tests made for nearby 
buildings are sometimes available. Average values for different charac- 
ters of soil as specified in dififerent building codes are tabulated in both 
of the books just referred to. These values are usually expressed in 
tons per square foot. They may be converted into pounds per square 
inch by multiplying by 13 . 89 = 2000 -=- 144, or approximately by mul- 
tiplying by 14. 

4. The extreme dimensions of the concrete mat are determined by the 
area found by dividing the total load by the allowed pressure on the 
soil. The most desirable shape of mat is a square, but it is not always 
possible to use a square of sufficient proportions without extending beyond 
the building lines or interfering with other foundations or pits. Usually 
a rectangular mat will prove satisfactory. In case it is impracticable to 
center the grillage under the column, the eccentricity may be overcome 
by means of a cantilever girder J which extends under an adjacent column. 
The extreme dimensions of the bottont tier of beams may be made less 
than the corresponding dimensions of the concrete mat, because the 
mat itself may be considered to partially distribute the load. The re- 
sisting moment of the concrete depends upon the tensile strength in the 
extreme fiber; this is variable and very small. A projection of 6 inches 
on each side of a mat 12 inches thick is considered safe, but an increase 
in this amount would be inadvisable. It may be found that when a 

t See copies of the building laws of different cities, or Ketchum's "Structural En- 
gineers' Handbook," McGraw-Hill Book Co., Inc., New York. 

t See Kidder's "Architects' and Builders' Pocket Book," John Wiley and Sons, Inc., 
New York. 
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projection of one-half the depth of the mat is used, the tensile stress in 
the extreme fiber is three-fourths of the bearing power of the soil.* 

1. Method of Design. — Grillage beams must be designed to resist 
bending, buckling, and shearing. The depth of a beam is usually deter- 
mined by bending, and the web thickness either by bending or buckling. 
The upper beams are first designed for bending and then their strength is 
investigated regarding buckling and shear. It may not be necessary to 
consider either buckling or shear in the design of the lower tiers. Many 
different arrangements of grillage beams may be designed to satisfy given 
conditions, because the beams of the different tiers are interdependent. 
The best arrangement may be selected from the results of several differ- 
ent designs, with due consideration of the comparative costs. Usually 
two or three tiers will suffice. The extreme width of the top tier of beams 
is equal to the corresponding dimension of the column base. The length 
of the beams in one tier is equal to the extreme width of the next tier be- 
low. If only two tiers are used, the length of the top beams is equal to 
the extreme width of the bottom tier. If it is impractical to make the 
top beams so long, an intermediate tier is used, the length of which is 
equal to the width of the bottom tier. The width of this intermediate 
tier, equal to the length of the top tier, is made such that the top beams 
have equal strength in resisting bending and buckling. 

2. Design for Bending. — The number of beams to be used in any 
tier is unknown. For this reason it is convenient to compute the total 
bending moment on all the beams in the tier, and from this bending mo- 
ment find the combined section modulus. The proper numbers of beams 
of different sizes may then be found which will furnish the required sec- 
tion modulus, and the best combination may be selected. The total 
downward load on each tier of beams is equal to the column load W. 
It is uniformly distributed throughout the central portion of all the beams 
for a distance L' equal to the extreme width of the superimposed tier of 
beams, if any, or to the width of the column base. The beams are sup- 
ported by upward forces of the same total magnitude (yV) but these forces 
are uniformly distributed throughout the entire length of the beams L. 
The weight of the beams may be neglected. The maximum bending 

* As in the design of bearing plates (page 288: 3) t = p l/y, whence / = Jb if « = 2p. 



moment will occur at the center. An expression for the maximum bend- 
ing moment for all the beams in the tier may be found by the method of 
page 187 : 1 . The downward forces at the left of the center may be replaced 

W . L' 

by a single resultant force of -^ acting at a distance of — from the center. 

w 

Similarly, the resultant of the upward forces is -^ but it acts at a distance 

L . . W L W L' 
of -T- from the center. The bending moment is -^r X i ^ X —r, or 

4 . 2 4 2 4 

^ (L - L') = Mst or f (Z - I') = ma 

The combined section modulus of all the beams in the tier may be found 
by dividing this bending moment by the allowed unit stress in bending. 
The section modulus should be equaled or exceeded by the product of the 
number of beams and the section modulus of a single beam. 

3. Investigation for Buckling. — The portions of the beam webs di- 
rectly below the superimposed load act as columns and they should be 
of sufficient thickness to prevent buckling. The usual column formulas 
(page 211:2) in terms of I and r are inconvenient, but they may be con- 
verted into equivalent formulas in terms of d and t, where d is the depth 
of the beam and t the web thickness. The effective length I may be 
safely taken as 0.825d which is slightly greater than the average tangent 
distance between the curved fillets connecting the flanges to the web. 
The formula for unit stress is independent of the area of cross section of the 
column so we may assume a portion of beam x inches in length. The area 
of cross section of the column is then tx and the least moment of inertia 



xf 
is rr^, whence the least radius of gyration r 



\/lW 



12te 



V\2 



Substituting these values for I and r in the column formula 16,000 - 70 - 



we have 16,000 



70 x0.825d VT2 



t 



or 



t Note that the bending moment is a function of the projection of the beam beyond 
the superimposed load. The bending moment is equivalent to the bending moment 
at the center of a simple beam under the same total load, uniformly distributed, for a 
span equal to this projection {L-L'). 
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PART III — THE DESIGN OF DETAILS 



16,000 - 200 - = the allowed unit stress 

per square inch of web section under direct load. Compare page 201 : 2. 
This web section is the product of the number of beams in a tier by the 
thickness of the web and by the distance (in inches) over which the super- 
imposed load is distributed. By some companies this distance is in- 
creased by one-quarter or one-half the depth of the beam, part of the 
web beyond the load being considered effective. 

1. Investigation for Shear. — The maximum shear on a grillage beam 
will occur at the outer edge of the superimposed load. Its magnitude 
may be found by multiplying the distance (in inches) which the beam 
projects at each end beyond the superimposed load by the upward force 
per linear inch of beam. This upward force is found by dividing the 
total column load by the number of beams in the tier and by the length 
of each beam. The maximum intensity of shear per square inch is found 
by dividing the above magnitude by the area of cross section of the 
portion of the web between the flanges (page 202: 1). This intensity of 
shear should not exceed the unit stress in shear allowed by the specifica- 
tions, as for example 10,000#/sq. in. 

2. Illustrative Problem. — Design a grillage footing for a column load 
of 400,000#, using the following unit stresses 

Sr/sq. ft. = 42#/sq. in. = allowed bearing value on soil 

500//sq. in. = " " " " grout 

16,000#/sq. in. = unit stress in bending 
10,000#/sq. in. = " " " shear 



16,000 



200-#/sq.in. = 



" buckling. 



Assuming that a square footing can be used, each side of the 12" con- 
crete mat should be 98" = A/ — jo — > ^^^ allowing a 6" projection be- 
yond the beams, the length of the bottom beams is 86" = 98 — 2x6. 



Each side of a square cast-iron base should be 28 



/400,0C 
"^ 'V 500 



000 . 



if grout 



is to be used. Many companies make their bases in multiples of 3" to 
minimize the number of different patterns. We will use a 30" square base. 



First Arrangement — Two Tiers 

If two tiers of beams are used as in Fig. 291, the length of each is 86". 
The load on the upper tier will be distributed over 30", the width of the 

400,000 



column base. The total section modulus is 175 = 



8 



(86 - 30) 



^ 16,000. We can use either 4 - 15" Is 42#(s = 236) or 4 - 12" Is 
40#(s = 179). The clear distances between flanges are 2.7" = (30-4 
X 54) -4- 3, and 3.0" = (30 - 4 x 5^) 4- 3, respectively. Smaller beams 
need not be tried because more than four would be required and the 
space between flanges would be too small. The 12" Is 40# are chosen 
because they are lighter, and the webs are less liable to buckle. The direct 

stress which tends to buckle the webs is 7200#/sq. in. = ^ — —r^ 

4 X oU X U.4d 

which is safely imder the allowed imit stress of 10,800#/sq. in. = 16,000 

200 X 12 

The maximum shear intensity is 7700#/sq. in. 



0.46 
400,000 X i (86 - 30) 



which is less than the 10,000 allowed. The 



4x86(12-2x11)0.46 
beams selected are therefore satisfactory. The total section modulus 
for the beams in the lower tier is the same as for those in the upper tier, 
since both I and V are the same. The conditions are fulfilled by any 
one of the following combinations: 



Number of 
Beams 


Size 


Section 

Modulus 


Total Weight 
per foot 


Clear Distance 
between Flanges 


5 

7 

8 

10 

13 


12" I 31i# 

10" I 30# 

10" I 25# 

9" I 21# 

8" I 18# 


180 
188 
195 
189 
185 


158 
210 
200 
210 
234 


15.3" = (86 -5 X5.0) ^4 
8.7" = (86 -7 x4.8) *6 
6.9" = (86 -8 X4.7) ^7 
4.7" = (86 -10 x4.4) -^9 
2.8".= (86 -13 X4.0) -:-12 



The 5-12" Is 31^" are the lightest and they involve the smallest number 
of pieces to be handled, but they are too far apart. The 7-10" Is 30# are 
also too far apart, and they weigh more than the 8-10" Is 25#. The 
latter best meet the requirements and they are strong enough to resist 

both buckling and shear because g^^M^^< ig^ooo - —^ and 



CHAPTER XLIV 



GRILLAGE BEAMS 
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400,000 X I (86-30) 
8 X 86(10-2 X 1)0.31 
arrangement is 2580 



< 10,000. The total weight of the beams for this 
= (4 X 40 + 200)86 ^ 12. 



Second Arrangement — Three Tiers 

It is obvious that the upper-tier beams will be smaller than those in 
the first arrangement because they are shorter. In order to make the 
beams of equal strength in resisting bending and buckling, let us first 
design them to resist buckling and then determine their proper length. 
The safe loads of different sizes of beams are as follows: 



Number of 
Beams 


Size 


Safe Load Determined by Resistance 
to Buckling 


4 
4 
4 


10" I 25# 
9" I 25# 
8" I 20J# 


355,000# = (l6,000 - ^°^^^^°) 4 x 30 x 0.31 
570,000# = (l6,000 - ^^^) 4 X 30 X 0.41 
499,000#= (l6,000 - ^^^) 4 x 30x 0.36 



The safe load of the 10" Is 25# is less than 400,000# so they cannot be 
used. 4-10" Is 30# would be sufficient but these would weigh more 
than the 4-9" Is 25# so they need not be investigated. 5-8" Is 18# would 
be sufficient but they would weigh more than 4-8" Is 20J#. The latter 
are the lightest beams which will satisfy the conditions. The distance 
between flanges is 4.5" = (30 -4x4.1) -^ 3. The safe length of these 
beams in bending may be found by equating an expression for vib to mr 
400,000 



thus: 



8 



(Z - 30) = 4 X 15.2 X 16,000, whence I = 49.5" or say 



49". These beams are also strong enough to resist the shear, because 



400,000 X f (49 - 30) 
4x49(8-2x1)0.36 



< 10,000, hence 4-8" Is 20i# are selected. The 



total section modulus for the middle tier is the same as in the bottom tier 
of the first arrangement, because the I and the I' are the same. The 
beams may be selected from those shown under the first arrangement, 
but the same ones cannot be used because they would be too close together. 
Either 5-12" Is 31i# or 7-10" Is 30# could be used, the former being 
lighter. The distance between flanges is 6" = (49 - 5 x 5.0) -r- 4. These 
12" beams are strong enough to resist both buckling and sheai because 



400,000 



< 16,000 



200 X 12 



5 X 30 X 0.35 
The total section 



and 



400,000 X J (86 -: 30) 



0.35 
modulus for the 



5x86(12 
beams in 



-2x11)0.35 



116 = 



400,000 
8 



(86 - 49) -^ 16,000. The 



< 10,000. 
the bottom tier is 
following beams give the re- 



quired section modulus: 



Number of 
Beams 


Size 


Section 
Modulus 


Total Weight 
per foot 


Clear Distance 
between Flanges 


7 

9 

11 


9" I 21# 

8" I 18# 
7" I 15# 


132 
128 
114 


147 
162 
165 


9.3" = (86 -7 x4.4) -i-6 
6.2" = (86 -9 X4.0) -i-8 
3.9" = (86 - 11 X 3.7) -H 10 



Either the 8" or the 7" beams are satisfactory, but the 9" beams would 
be too far apart. The 9-8" Is 18# are chosen because they are fighter. 
It is usually unnecessary to investigate the strength of the bottom beams 
for buckling or for shear, because of the relatively large nmnber. The 
total weight of the beams for this arrangement is 2630# = (4 x 201 
X 49 + 5 X 31§ X 86 + 9 X 18 X 86) H- 12. This is only slightly more 
than the weight of the beams for the first arrangement but there are four 
more beams to handle, and the depth of the excavation and the amount 
of concrete is more. This can be shown roughly by comparing the ex- 
treme depth of steel allowing 1" between tiers for grouting, thus: 
23" =12 + 1 + 10 for the first arrangement and 30" = 8 + 1+12 + 1+8 
for the second. In general two tiers are preferred to one, and the first 
arrangement would be used, as shown in Fig. 291. 



TABLES AND DIAGRAMS 

For Description, see pages 334-338. 
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WEIGHTS AND DIMENSIONS OF CARNEGIE I-BEAMS AND AMERICAN BRIDGE COMPANY CONNECTION ANGLES. 
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IF THICKNESS OF WEB OR WIDTH OF FLANGE IS MOJ^E THAN ^ ABOVE AN EVEN 
SIXTEENTH. THE NEXT HIGHER SIXTEENTH IS GIVEN IN THE TABCE BELOW. 
r=. THE MAXIMUM SIZE OF RIVET OR BOLT USED IN THE FLAMGE 

P= THE SIZE OF SEARING PLATE. THE WIDTH OF PLATE IS THE LENGTH OF BEARIHG. 
USE 4"rIVETS in the CONNECTION ANGLES 
THE WEIGHTS OF CONNECTION ANGLES INCLUDE THE HEADS OF SHOP RIVETS. 
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WEIGHTS AND DIMENSIONS OF STANDARD I-BEAMS* AND LACKAWANNA CONNECTION ANGLES 



}\ P 

/(■(TO END or FILLET) 






IF THICKNESS OF WEB OR WIDTH OF FLANGE IS MORE THAN n ABOVE AN EVEN 

SIXTEENTH, THE NEXT HIGHER SIXTEENTH IS GIVEN IN THE TABLE BELOW. 
r°THE MAXIMUM SIZE OF RIVET OR BOLT USED IN THE FLANGE. 

p= THE SIZE OF BEARING PLATE. THE WIDTH OF PLATE IS THE LENGTH OF BEARING. 
USE TWO CONNECTION ANGLES WHERE POSSIBLE. f'RIVETS IN ANGLES. 
THE WEIGHTS OF CONNECTION ANGLES INCLUDE THE HEADS OF SHOP RIVETS. 
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IF THICKNESS OF WEB OR WIDTH OF FLANGE IS MORE THAN^ABOVE AN EVEN 

SIXTEENTH .IKE NEXT HIGHER SIXTEENTH IS GIVEN IN THE TABLE BELOW. 
r = THE MAXIMUM SIZE OF RIVET OR BOLT USED IN THE FLANGE. 

P =THES1ZE OF BEARING PLATE. THE WIDTH OF PLATE IS THE LENGTH OFBEAAING. 
USE TWO CONNECTION ANGLES "WHERE POSSIBLE. fVlVETS IN ANGLES. 
THE WEJGHTS OF CONNECTION ANGLES INCLUDE THE HEADS OF SHOP RIVETS. 
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WEIGHTS AND DIMENSIONS OF STANDARD CHANNELS* AND LACKAWANNA CONNECTION ANGLES. 
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* BASED UPON THE STANDARDS OF THE CAMBBIA, LACKAWANNA. PHOENIX, AND JONES AND LA.UGHUN STEEL COMPANIES. 
CAMBRIA CONWBCTION ANGLES AND PHOENJX CONNECTION ANSLES ARE SIMILAR TO THOSE ON THE OPPOSITE PAGE. 
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WEIGHTS AND DIMENSIONS OF BETHLEHEM I-BEAMS AND GIRDER BEAMS 



1 



Hto end of fillet) 



C=i WEB+n 



IF THICKNESS OF WEB OR WJDTH OF FLANGE IS MORE THAN^ABOVE AN EVEN 
SIXTEENTH. THE NEXT HIGHER SIXTEENTH IS GIVEN IH THE TABLE BELOW. 
r =■ THE MAXIMUM SIZE OF RIVET OR BOLT USED IN THE FLANGE. 

P= THE SIZE OF BEARING PLATE, THE WIDTH OF PLATE IS THE LENGTH OF BEARING. 
USEiRlVETS IN THE CONNECTION ANGLES. 
THE WEIGHTS OF CONNECTION ANGLES INCLUDE THE HEADS OF SHOP RIVETS. 
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WEIGHTS, AREAS AND GAGES OF ANGLES 



STANDARD 



GAGES 



SPECIAL (SEE NOTE BELOW) 



BDOPTED 1910 BY ASSOCIATION OF AMERION STEEL. MANUFACTUR^as 



EQUAL LEGS 



SIZE 



8x8 



6x6 



4x4 



U2X02 



3x3 
2x2 



THICK- 
NESS 



WEIGHT 
PER FT. 



1 



6G.9 
M.O 
61.0 
18.1 
t6.0 
Vt.O 
38.9 
35.8 
32.7 
!g.6 
26.1 

37.t 
3S.3 
33.1 
31.0 
28.7 
26.5 
21.2 
21.9 
19.6 
17.2 
11.9 

18.5 
17.1 
15.7 
11.3 
12.8 
11.3 
9.8 
8.2 

13.6 
12.1 
11.1 
9.8 
8.6 
7.2 

9.1 
8.3 
7.2 
6.1 

■1.9 

6.8 
5.9 
5.0 
4.1 
3.1 

1.7 
3.9 
3.2 
2.1 



AREA 



10.73 
15.87 
16.00 
11.12 
1.3.23 
12.31 
11.11 
10.53 
9.01 
8.68 
7.76 

11.00 
10.37 
9.73 
9.09 
8.11 
7.78 
7.11 
6.13 
6.75 
6.06 
1.30 

6.11 
6.03 
1.61 
1.18 
3.75 
3.31 



3.98 
3.62 
3.2s 
2.87 
2.18 



2,75 
2.13 
2.11 
1.78 
1.11 

2.00 
1.73 
1.17 
1.19 
0.90 

1.36 

1.15 
0.91 
0.71 



UNEQUAL LEGS 



SIZE 



6x4 
6x3| 

5x32- 

5x3 

4x3 

3ix3 

3^x2i 
3x2i 
2ix2 



THICK- 
NESS 



^ 
^ 



II 

"13" 

li. 



^ . 

10 



WEIGHT 
PER FT. 



AREA 



37.2 
25.1 
J3.6 
21.8 
20.0 
18.1 
16.2 
11.3 
12.3 

25.7 
21.0 
22.1 
20.0 
18.9 
17.1 
16.3 
13..5 



19.8 
18.3 
1C.8 
15.2 
13.0 
12.0 
10.1 



J7.I 
15.T 
11.3 
12.8 
11.3 
9.8 
8.2 

13.6 

,12.1 

11.1 

0.8 



ll.l 
10.2 
9.1 
7.9 
0.6 

9.1 
8.3 
7.2 
6.1 
1.9 

7.6 
0.0 
5.6 
1.6 

5.3 
1.5 
3.3 
2.8 



7.98 
7.17 
6.91 
0.10 
5.83 
6.31 
4.75 
1.18 
3.61 



6.50 
6.06 
6.5B 
5.03 
4.50 
3.97 
3.12 

6.81 
5.37 
1.92 
-1.17 
1.00 
3.53 
3.05 
2.50 

6.03 
1.01 
1.18 
3.75 
3.31 
2.86 
2.10 

3.98 
3.62 
3.25 
2.87 
2.18 
2.09 

3.31 
3.00 
2.00 
2.30 
1.93 



2.13 
2.11 
1.78 
1.11 

2.21 

1.92 
1.02 
1.31 

1.55 
1.31 
1.06 
0.81 



^ 



*NOT ROLLED BY ALL THE LEADING STEEL COMPANIES ■!■ ROLLED ONLY BY ONE OR TWO COMPANIES 



LEG 



a 



24 



2* 



2i 



RIVET 



li 



4i 



3i 



2i 



2i' 



If 



If 



If 



li 



li 



H" 



2i' 



li 



< < ? 
fc «»■ i 

o o o 

u u U o U) 

Ui lij in z 5 

■1 g i S a 

It 0! g 

op 9x X 

•«■•»-*« -J.- 



AREAS OF RIVET HOLES 



THICK- 
NESS 01 

METAL 



DIAMETER OF HOLE 
(diameter or rivet +-|') 



1.25 
1.21 
1.17 
1.13 
1.09 
1.05 
1.02 
.98 
.91 
.00 
.86 
.82 
.78 
.71 
.70 
.60 

.03 
.59 
.55 
.61 

.17 
.13 
.39 ■ 
.35 
.31 
.27 
.23 
.20 

.16 
.12 



1.50 
1.15 
1.11 
•1.36 

1.31 
1.2T 
1.22 
I.IT 
1.13 
1.03 
1.03 
.98 

.91 
.89 
.81 
.80 

.75 
.70 
,66 
.61 



1.76 
1.70 
l.Cl 
1.59 

1.63 
1.47 
1.12 
1.37 

1.31 
1.26 
1.20 
1.15 

1.09 
1.01 



'i 



2.25 
rt.18 
2.11 
2.01 

1.97 
1.90 
1.83 
1.70 

1.09 
1.02 
1.55 
1.18 

1.11 
1.31 

1.2T 
1.20 

1.13 
1.05 
.98 
.91 

.81 

[70 
.63 

.50 
.49 
.42 
.3.) 



EQUAL LEGS 



SIZE 



5x5* 

■I- 

4x4 

* 

■I- 

* 
■I- 

I 
+ 

34X04!]! 

■i- 

+ 

3 X 3' 

■I- 

't 
■I- 

^4X^4-^ 

+ 
•I- 

2^x21, 
2^21; 

2x2 



THICK- WEIGHT ,pp. 
NESS PER FT. ""■=•" 



* 



27.2 
25.1 
23.6 
21.8 
20.0 
18.1 
16.2 
11.3 
12.3 
10.3 

21.2 
19.9 
6.6 

18,3 
17.1 
16.0 
11.8 
5.8 
3.6 

11.7 
13.6 
12.5 
11.4 
10.2 
9.1 
1.9 
0.6 
5.1 
3.1 

11.5 

10.1 

3.7 

2.6 

'8.6 
7.6 
6.0 
6.6 
.1.5 
3.1 
2.3 

7.7 
.2.1 

6.8 
6.1 
5.3 
4.6 
3.6 



6.0 
6.3 



9.00 
8.60 
■7.98 
7.10 
6.94 
6.10 
6.86 
6.31 
4.75 
1.18 
3.61 
3.03 

0.23 
6.81 
1.01 

6.36 
5.03 
4.09 
4.31 
1.09 
1.07 

4.31 
1.00 
3.07 
3.31 
3.O1I 
2.05 
2.30 
1.93 
1.56 
0.99 

3.36 
3.00 
1.09 
0.73 

2.50 
2.21 
1.92 
1.02 
1.31 
1.00 
0.07 

1.2) 
0.61 

2.00 
1.T8 
1.55 
1.31 
1.06 
0.81 
0.5-5 

1.75 
1.50 
0.48 



UNEQUAL LEGS 



ciyr THICK- WEIGHT 

S'ZE HESS PER FT, AREA 



8x6 



8x3 



7x3i 



6x4' 
6 x3^* 



5x4 



5 X 3^* 
5x3* 



li 



is- 



19.3 
10.8 
11.2 
41.7 
39.1 
36.5 
33.8 
31.2 
28.5 
25.7 
23.0 
20.2 

35.7 
33.7 
31.7 
29.6 
27.5 
25.3 
23.2 
21.0 
18.7 
10.6 

32.3 
30.5 
28.7 
26.8 
21.9 
23.0 
21.0 
19.1 
17.0 
15.0 
13.0 

30.0 
28.0 

28.9 
27.3 
9.8 

24.2 
22.7 
21.1 
19.6 
17.8 
16.2 
11.5 
1'2.8 
ILO 
9.3 

21.2 
22.7 
21.3 

21.2 
19.9 

J8.5 



14.49 
13.75 
13.00 
12.25 
11.18 
10.71' 
9.91 
9.16 
8.36 
7.66 
6.75 
6.93 

10.50 
9.90 
9.30 
8.68 
8.06 
7.43 
0.80 
6.15 
6.60 
4.84. 

9.50 
8.97 
8,42 
7,87 
7.31 
6.75 
6.17 
6.59 
5.00 
4.40 
3.80 

9.00 
8.60 

8.50 
8.03 
2.87 

7.11 
0.65 
6.19 
5.72 
6.23 
4.75 
4.25 
3.76 
3.23 
2.T1' 

7.09 
6.67 
6.26 

6.23 
6.81 
6.41 
1.91 



SIZE 



4ix3: 



4x3i 



4x3* 



3k3' 



3|x2|* 
3 X 2i' 



3x2 
2ix2: 



THICK- WEIGHT 
NESS PER FT. AntA 



; i 



18.6 
17.3 
16.0 
11.7 
13.3 
11.9 
10.0 
9.1 



19,8 
18.S 
17.3 
10.0 
11.7 
13.3 
11.9 
10.0 
9.1 
■7.7 
6.2 

18.3 
17.1 
16.0 
11.8 
5.8 

10.8 
15.8 
11.7 
13.6 
12.6 
6.1 

13,1 
12,5 
11,5 

10,1 

10,1 

9,5 



5.9 
5.0 
1.1 
3.1 

6.8 
0.1 



NOTE- BASED UPON STANDARDS OF THE CARNEGIE, CAMBRIA. LACKAWANNA, JONES AJND LAUGH 
PHOENIX SECTIONS ARE SIMILAB. 



LIN, AND PENNSYLVANIA STEEL COHPANIES, 
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RIVETS AND BOLTS 



WEIGHTS AND DIMENSIONS OF RIVETS 



SHAPE 



< z 

taJ S 
X in 

u 



RIVETS SHOOLD NOT BE COUNTERSUNK IN 
PLATES THINNER THAN THOSE GIVEN IN TABLE 



SHANK 



X z 
S2 



5.6 



8.7 



12.5 



17.0 



22.3 



BUTTON HEAD 



1^ 



li 



li 

■•■16 



1| 



1* 



HO 

xo 

ID — 



5.0 



9.7 



16.0 



24.0 



35.0 



C'S'KHEAD 



■1-16 



1-i 
^16 



WEIGHTS AND DIMENSIONS OF BOLTS 



MANUFACTURERS 
STANDARD 



SHANX 



J. 

2 



X z 

s2 



5.6 



8.7 



12.5 



17.0 



23.3 



HEXAGONAL HEAD 



lf« 



li 



_l Q 



li 



li 



If 



h- o 

X o 

o — 

g Q. 



5.1 



10.0 



17.3 



37.4 



42.0 



HEXAGONAL NUT 



us 
o < 



1^ 



li 



1-6- 



It 



1^ 



1^ 



1^ 



li 



3 16 



I- S 
X o 
o — 

nS 

S a. 



9.9 



19.5 



34.5 



45.3 



57.5 



SQUAREHEAD 






li 



ii 



1-fr 



1-2- 

116 



o — 

lg 

> Q. 

5.9 



11.5 



19.9 



1| 3L1 



3r 47.3 



SQUARE NUT 



It 



li 



H 



3 



I s S ° 
: 2 o - 

> Q- 



1^ 11. 



I16 



2i 



33.0 



41.0 



3i 61.3 



2# 95.3 



RIVET CODE 



SHOP RIVETS 
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EXPLANATION 
FITLL BUrrON HEADS, BOTH SIDES 

coontersunk and chipped, near side 
countersotfk and chipped, far side 

countersunk and CHIPPED, BOTH StDES 

COUNTERSUNK BUT NOT CHIPPED, NEARSIDE>'+ 

u 
COUNTERSUNK BUT NOT CHIPPED, FAR SIDE >0 

COUNTERSUNK BUT NOT CHIPPED, BOTH S;iDE§J < 

FLATTENED TO -^° HIGH, NEAR SIDE' 

FLATTENED TO ^ HIGH, FAR SIDE 

FLATTENED TO -1-° HIGH, BOTH SIDES 

FLATTENED TO |° HIGH. HEAR SUIE 

ELATTENED Tof HIGH, FAR SIDE 

FLATTENED T0|° HIGH, BOTH SIDES 

STITCH RIVET WITH WASHER 



FIELD RIVETS 
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CLEARANCE FOR MACHINE DRIVEN RIVETS 



MINIMUM RIVET STAGGER"/) "FOR USUAL VALUES OF"c"AND THE FOLLOWING VALUES OF"; 
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USUAL VALUES OF"C "GIVEN IN 
TABLE.IN EXTREME CASES"C"MAY 
BE TAKEN-|^'+ ONE HALF DIAM.OF 
HEAD. 
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MINIMUM RIVET SPACING "/77" 
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SEE ALSO FOLLOWING PAGE. 



MAXIMUM RIVET SPACING 
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THE RIVET PCrCH"p"OR THE SPACING MEASURED 
PARALLEL TO THE LINE OF STRESS, SHOULD NOT EX- 
CEED 6"0R 16 i^ FOR J"ORf "rivets. OR 44"0R 16 t 
F0R|"RIVETS, WHERE t IS THE THICKNESS OF THE 
THINNEST OUTSIDE PLATE. 

INGIRDERS OR STRINGEliS WHICH SUPPORT MOVING 
LOADS APPLIED TO THE FLANGES, A MAXIMUM PITCH 
OF 4"0R 4i"lS OFTEN SPECIFIED. 

THE MAXIMUM PITCH AT THE ENDS OF COMPRESS- 
ION MEMBERS IS FOUR DIAMETERS FOR A DISTANCE 
OF ONE AND ONE HALF TIMES THE WIDTH OF THE 
MEMBER. 

THE MAXIMUM RIVET SPACING"lr"MEASURED PER- 
PENDICULARLY TO THE LIN£ OF STRESS IS 40 t. 
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MINIMUM RIVET STAGGER 

4 5 



1" 9. 




GAGE OR TRANSVERSE 



4 5 6 

DISTANCE BETWEEN RIVET LINES ' 



k^ 



USE THE CIRCULAR ARCS TO DETERMINE THE MINIMUM STAGGER(f) WHICH y 
WILL MAKE THE DISTANCE C.TO C. HOLES. (/i) EQUAL TO THE USUAL MINIMUM i_ 
SPACING(m)GIVEN ABOVE. 

USE THE OTHER CURVES TO DETERMINEJHEMINIMUM STAGGER (f) WHICH 
CAN BE USED IN A TENSION MEMBER WITHOUT REDUCING THE AREA OF 
CROSS SECTION BY THE AREA OF AN ADDITIONAL RIVET HOLE 
* ON THIS PAGE ALL DIAMETERS ARE RIVET DIAMETERS AND ALL 
DIMENSIONS ARE IN INCHFS. 
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NO VALUE GIVEN IS LESS THAN THE MINIMUM SPACING FOR MACHINE DRIVEN RIVET 
VALUES ABOVE THE SHORT FINE LINES ARE LESS THAN THE MINIMUM STAGGER FOU 
FOR THE MINIMUM STAGGER FOR OTHER GAGES, SEE DIAGRAM. 
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PITCH OF RIVETS IN INCHES 
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2-8} 


2-11 


3-1} 


3-4 


3-6} 


3-9 


3-115 


4-2 


4-4} 


4-7 


4-9} 


5-0 


6-2} 


5-5 


6-7} 


5-10 


6-3 


6-8 


7-1 


7-6 


7-11 


8-4 


8-9 


9-2 


9-7 


10-0 


20 


21 


1-iH 


2-2} 


2-4} 


2-7} 


2-10} 


3-Oi 


3-3} 


3-6 


3-81 


3-11} 


4-1} 


4-45 


4-7} 


4-9} 


6-0} 


5-3 


5-6} 


5-8} 


6-10} 


6-1} 


6-6i 


7-0 


7-51 


7-10} 


8-3} 


8-9 


9-2} 


9-7} 


10-0} 


10-6 


21 


22 


2-OJ 


2-3} 


2-6} 


2-9 


2-11} 


3-2} 


3-5} 


3-8 


3-10} 


4-1} 


4^1 


4-7 


4-9} 


5-0} 


6-3} 


5-6 


5-8} 


5-11} 


6-21 


6-5 


6-10} 


7-4 


7-9} 


8-3 


8-8} 


9-2 


9-7} 


10-1 


10-6} 


11-0 


22 


23 


2-lJ 


2-4J 


2-71 


2-10} 


3-li 


3-41 


3-7} 


3-10 


4-0} 


4-3i 


4-6} 


4-9} 


6-0} 


5-3} 


5-6} 


5-9 


5-11} 


6-2} 


6-5} 


6-8} 


7-21 


7-8 


8-1} 


8-7} 


9-1} 


9-7 


10-Oi 


10-6} 


11-0} 


11-6 


23 


24 


2-3 


2-6 


2-9 


3-0 


3-3 


3-6 


3-9 


4-0 


4-3 


4-6 


4-9 


5-0 


5-3 


5-6 


5-9 


6-0 


6-3 


6-6 


6-9 


7-0 


7-6 


8-0 


8-6 


9-0 


9-6 


10-0 


10-6 


11-0 


11-6 


12-0 


24 


25 


2-4i 


2-7} 


2-lOj 


3-1} 


3-41 


3-7i 


3-10} 


4-2 


4-5} 


4-81 


4-11} 


5-2} 


5-5} 


5-8} 


5-1 H 


6-3 


6-6} 


6-9i 


7-0} 


7-3} 


7-9} 


8-4 


8-10} 


9^} 


9-10} 


10-5 


10-111 


11-5} 


11-11} 


12-6 


26 


26 


2-5i 


2-8} 


2-lli 


3-3 


3-6} 


3-9} 


4-Oi 


4-4 


4-7} 


4-10} 


5-1} 


5-5 


5-8} 


5-11} 


6-2} 


6-6 


6-9} 


7-0} 


7-3} 


7-7 


8-1} 


8-8 


9-2} 


9-9 


10-3} 


10-10 


11^} 


11-11 


12-6} 


13-0 


26 


27 


2-6J 


2-9i 


3-1} 


3^} 


3-7} 


3-11} 


4-2j 


4-6 


4-9} 


5-Oi 


5-4} 


5-7} 


5-10} 


6-21 


6-6} 


6-9 


7-0} 


7-3i 


7-7} 


7-10} 


8-51 


9-0 


9-6} 


10-1} 


10-8} 


11-3 


11-9} 


12-4} 


12-11} 


13-6 


27 


28 


2-7J. 


2-11 


3-2} 


3-6 


3-9} 


4-1 


4-4} 


4-8 


4-11} 


5-3 


5-6} 


5-10 


6-1} 


6-5 


6-8} 


7-0 


7-3} 


7-7 


7-10} 


8-2 


8-9 


9-4 


9-11 


10-6 


11-1 


11-8 


12-3 


12-10 


1^-5 


14-0 


28 


29 


2-81 


3-0} 


3-3} 


3-7} 


3-11} 


4-2} 


4-61 


4-10 


5-1} 


5-51 


5-8} 


6-0} 


6-4} 


6-7} 


6-11} 


7-3 


7-6} 


7-lOJ 


8-1} 


8-5} 


9-0} 


9-8 


10-31 


10-10} 


ll-5i 


12-1 


12-81 


13-3} 


13-10} 


14-6 


29 


30 


2-9i 


3-1} 


3-5} 


3-9 


4-OJ 


4-4} 


4-8} 


5-0 


5-3} 


5-7} 


6-111 


6-3 


6-6} 


6-lOi 


7-2} 


7-6 


7-9} 


8-1 i 


8-51 


8-9 


9-4} 


10-0 


10-7} 


11-3 


11-10} 


12-6 


13-1} 


13-9 


14-4} 


15-0 


30 




li 


li 


If 


li 


If 


li 


1| 


2 


2f 


2i 


2f 


2| 


2f 


2f 


2f 


3 


Si 


3i 


3f 


3i 


Si 


4 


4i 


4| 


4i 


5 


6i 


6i 


Si 


6 
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1" RIVET 


VALUES 


























SHEARING AND BEARING VALUES FOR |" RIVETS IN THOUSANDS OF POUNDS | 


r 


RIVETS 


BEARING VALUES TO THE LEFT OF THE DOTTED LINES ARE LESS THAN THE 


SINGLE SHEAR VALUES 8 "ivtio 






BEARING VALUES IN PLATES THICKER THAN THOSE GIVEN ARE GREATER THAN THE 


DOUBLE SHEAR VALUES 


SHOP RIVETS 


FIELD RIVETS 


BOLTS 


NO. 
OF 
RIVS 


SHEAR AT 
12000 LBS./SQ. IN 


BEARING IN PLATE AT 24000 LBS./SQ. IN. 


NO. 
OF 
RIVS 


SHEAR AT 
10000 LBS./SQ. IN 


BEARING IN PLATEAT20000 LBS./SQ. IN. 


NO. 
OF 
RIVS 


SHEAR AT 
9000 LBS./SQ. IN 


BEARINGIN PLATE AT18000 LBS./SQ. IN. 


SINGLE 


DOUBLE 


A 


' 1 

1 ^ 


A 


f 


A 


SINGLE 


DOUBLE 


A 


i i 


A 


t 


A 


SINGLE 


DOUBLE 


A 


1 1 

1 4 


A 


f 


A 


1 


3.7 


7.4 


2.8 


\ 3.8 


4.7 


6.6 


6.6 


1 


3.1 


6.1 


2.3 


; 3.1 


3.9 


4.7 


5.5 


1 


2.8 


5.6 


2.1 


• 2.8 


3.5 


4.2 


4.9 


2 


7.4 


14.7 


5.6 


: 7.5 


9.4 


11.3 


13.1 


2 


6.1 


12.3 


4.7 


! 6.3 


7.8 


9.4 


10.9 


2 


5.5 


11.0 


4.2 


J 5.6 


7.0 


8.4 


9.8 


3 


11.0 


22 1 


8.4 


; 11.3 


14.1 


16.9 


19.7 


3 


9.2 


18.4 


7.0 


: 9.4 


11.7 


14.1 


16.4 


3 


8.3 


16.6 


6.3 


: 8.4 


10.5 


12.7 


14.8 


i 


14.7 


29.5 


11.3 


: 15.0 


18.8 


22.5 


26.2 


4 


12.3 


24.5 


9.4 


; 12.5 


16.6 


18.8 


21.9 


4 


11.0 


22.1 


8.4 


! 11.2 


■ 14.1 


16.9 


19.7 


S 


18.4 


36.8 


14.1 


: 18.8 


23.4 


28.1 


32.8 


6 


16.3 


30.7 


11.7 


! 15.6 


19.5 


23.4 


27.3 


5 


13.8 


27.6 


10.6 


! 14.1 


17.6 


21.1 


24.6 


6 


22.1 


44.2 


16.9 


22.6 


28.1 


33.8 


39.4 


6 


18.4 


36.8 


14.1 


■ 18.8 


23.4 


28.1 


32.8 


6 


16.6 


33.1 


12.7 


! 16.9 


21.1 


25.3 


29.5 


7 


25.8 


51.5 


19.7 


26.3 


32.8 


39.4 


46.9 


7 


21.6 


43.0 


16.4 


■ 21.9 


27.3 


32.8 


38.3 


7 


19.3 


38.7 


14.8 


; 19.7 


24.6 


29.5 


34.5 


8 


29.5 


58.9 


22.5 


30.0 


37.6 


45.0 


62.5 


8 


24.5 


49.1 


18.8 


26.0 


31.3 


37.5 


43.8 


8 


22.1 


44.2 


16.9 


22.5 


28.1 


33.8 


39.4 


9 


33.1 


66.3 


26.3 


33.8 


42.2 


60.6 


59.1 


9 


27.6 


56.2 


21.1 


28.1 


36.2 


42.2 


49.2 


9 


24.8 


49.7 


19.0 


26.3 


31.6 


38.0 


44.3 


10 


36.8 


73.6 


28.1 


37.6 


46.9 


66.3 


65.6 


10 


30.7 


61.4 


23.4 


31.3 


39.1 


46.9 


64.7 


10 


27.6 


55.2 


21.1 


28.1 


35.2 


42.2 


49.2 


SHOP RIVETS 


FIELD RIVETS 


BOLTS 1 


NO. 
OF 
RIVS, 


SHEAR AT 
11000 LBS./SQ. IN. 


BEARING IN PLATE AT 22000 LBS./SQ. IN. 


NO. 

OF 

RIVS. 


SHEAR AT 
9000 LBS./SQ. IN. 


BEARING IN PLATE AT18000 LBS./SQ, IN. 


NO. 

OF 

RIVS. 


SHEAR AT 
8000 LBS./SQ. IN. 


BEARING IN PLATE AT16000 LBS./SQ. IN, 


SINGLE 


DOUBLE 


A 


i i 


A 


1 


A 


SINGLE 


DOUBLE 


A 


! 1 

4 


A 


f 


A 


SINGLE 


DOUBLE 


A 


i 


A 


f 


A 


1 


3.4 


6.8 


2.6 


i 3.4 


4.3 


5.2 


6.0 


1 


2.8 


6.5 


2.1 


2.8 


3.6 


4.2 


4.9 


1 


2,5 


4.9 


1.9 


2.5 


3.1. 


3.8 


4.4 


8 


6.8 


13.6 


5.2 


! 6.9 


8.6 


10.3 


12.0 


2 


5.5 


11.0 


4.2 


5.6 


7.0 


8.4 


9.8 


2 


4,9 


9.8 


3.8 


6.0 


6.3 


7.5 


8.8 


3 


10.1 


20.3 


7.7 


; 10.3 


12.9 


15.5 


18.0 


3 


8.3 


16.6 


6.3 


8.4 


10.6 


12.7 


14.8 


3 


7.4 


14.7 


5.6 


7.5 


9.4 


11.3 


13.1 


4 


13.5 


27.0 


10.3 


: 13.7 


17.2 


20.6 


24.1 


4 


11.0 


22.1 


8.4 


11.2 


14.1 


16.9 


19.7 


4 


9.8 


19.6 


7.5 


10.0 


12.5 


16.0 


17.5 


5 


16.9 


33.8 


12.9 


: 17.2 


21.5 


25.8 


30.1 


6 


13.8 


27.6 


10.6 


14.1 


17.6 


21.1 


24.6 


6 


12.3 


24.5 


9.4 


12.5 


15.6 


18.8 


21.9 


6 


20.3 


40.5 


15.5 


20.6 


25.8 


30.9 


36.1 


6 


16.6 


33.1 


12.7 


16.9 


21.1 


26.3 


29.5 


6 


14.7 


29.6 


11.3 


15.0 


18.8 


22.5 


26.3 


7 


23.6 


47.3 


18.0 


24.1 


30.1 


36.1 


42.1 


7 


10.3 


38.7 


14.8 


19.7 


24.6 


29.6 


34.5 


7 


17.2 


34.4 


13.1 


17.5 


21.9 


26.3 


30.6 


8 


27.0 


54.0 


20.6 


27.5 


34.4 


41.2 


48.1 


8 


22.1 


44.2 


16.9 


22.5 


28.1 


33.8 


39.4 


8 


19.6 


39.3 


16.0 


20.0 


25.0 


30.0 


35.0 


9 


30.4 


60.8 


23.2 


30.9 


38.7 


46.4 


64.1 


9 


24.8 


49.7 


19.0 


25.3 


31.6 


38.0 


44.3 


9 


22.1 


44.2 


16.9 


22.5 


28.1 


33.8 


39.4 


10 


33.8 


67.5 


26.8 


34.4 


43.0 


51.6 


60.2 


10 


27.6 


66.2 


21.1 


28.1 


35.2 


42.2 


49.2 


10 24.5 


49.1 


18.8 


26.0 


31.3 


37.5 


43.8 


SHOP RIVETS 1 


FIELD RIVETS 1 


BOLTS j 


NO. 
OF 

RIVS. 


SHEAR AT 
10000 LBS./SQ. IN. 


BEARING IN PLATE AT 20000 LBS./SQ. IN. 


NO. 

OF 

RIVS. 


SHEAR AT 
8000 LBS./SQ. IN, 


BEARING IN PLATE AT16000 LBS./SQ. IN. 


NO. 

OF 

RIVS. 


SHEAR AT 
7000 LBS./SQ. IN. 


BEARING IN PLATEAT14000 LBS./SQ. IN. 


SINGLE 


DOUBLE 


A 


1 


A 


f 


A 


SINGLE 


DOUBLE 


A 


1 

4 


A 


f 


A 


SINGLE 


DOUBLE 


A : 


i 


A 


f 


A 


1 


3.1 


6 1 


2.3 


3.1 


3.9 


4.7 


5.5 


1 


2.5 


4.9 


1.9 . 


2.5 


3.1 


3.8 


4.4 


1 


2.2 


4,3 


1.6 : 


2.2 


2.7 


3.3 


3.8 


2 


6.1 


12.3 


4.7 


6.3 


7.8 


9.4 


10.9 


2 


4,9 


9.8 


3.8 ' 


6.0 


6.3 


7.6 


8.8 


2 


4.3 


8,6 


3.3 : 


4.4 


5.5 


6 6 


7.7 


3 


9.2 


18.4 


7.0 


9.4 


11.7 


14.1 


16.4 


3 


7.4 


14.7 


5.6 ; 


7,6 


9.4 


11.3 


13.1 


3 


6.4 


12,9 


4.9 " 


6.6 


8.2 


9.8 


11.5 


4 


12.3 


24.6 


9.4 


12.5 


16.6 


18.8 


21.9 


4 


9.8 


19,6 


7.6 ; 


10.0 


12.5 


16.0 


17.5 


4 


8.6 


17.2 


6.6 ; 


8.8 


10.9 


13.1 


16.3 


S 


15.3 


30.7 


11.7 


15.6 


19.5 


23.4 


27.3 


5 


12.3 


24,6 


9.4 ; 


12.5 


■ 15.6 


18.8 


21.9 


6 


10.7 


21.5 


8.2 J 


10.9 


13.7 


16.4 


19.1 


6 


18.4 


36.8 


14.1 ; 


18.8 


23.4 


28.1 


32.8 


6 


14,7 


29.6 


11.3 ; 


16.0 


18.8 


22.6 


26.3 


6 


12.9 


25.8 


9.8 ; 


13.1 


16.4 


19.7 


23.0 


7 


21.5 


43.0 


16.4 ; 


21.9 


27.3 


32.8 


38.3 


7 


17.2 


34.4 


13.1 : 


17.5 


21.9 


26.3 


30.6 


7 


15.0 


30.1 


11.5 ! 


16.3 


19.1 


23.0 


26.8 


8 


24.6 


49.1 


18.8 : 


26.0 


31.3 


37.6 


43.8 


8 


19.6 


39.3 


15.0 : 


20.0 


25.0 


30.0 


35.0 


8 


17.2 


34.4 


13.1 ! 


17.5 


21.9 


26.3 


30.6 


9 


27.6 


56.2 


'21.1 : 


28.1 


35.2 


42.2 


49.2 


9 


22.1 


44.2 


16.9 : 


22.5 


28.1 


33.8 


39.4 


9 


19.3 


38.7 


14.8 : 


19.7 


24.6 


29.5 


34.5 


10 


30.7 


61.4 


23.4 : 


31.3 


39.1 


46.9 


54.7 


10 


24.5 


49.1 


18.8 : 


26.0 


31.3 


37.5 


43.8 


10 


21.5 


43.0 


16.4 : 


21.9 


27.3 


32.8 


38.3 
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3„ R.wp-ps SHEARING AND BEARING VALUES FOR f RIVETS IN THOUSANDS OF POUNDS 

' BEARING VALUES TO THE LEFT OF THE DOTTED LINES ARE LESS THAN THE SINGLE SHEAR VALUES i" R'VETS 

BEARING VALUES IN PLATES THICKER THAN THOSE GIVEN ARE GREATER THAN THE DOUBLE SHEAR VALUES 




SHOP RIVETS 


FIELD RIVETS 


BOLTS 1 




NO. 

OF 

RIVS 


SHEAR AT 
12000 LBS./SQ. IN 


BEARING IN PLATE AT 24000 LBS./SQ. IN. 


NO. 

OF 

RIVS 


SHEAR AT 
10000 LBS./SQ. IN 


BEARING IN PLATE AT 20000 LBS./SQ. IN. 


NO. 

OF 

RIVS. 


SHEAR AT 
9000 LBS./SQ. IN 


BEARING IN PLATE AT 18000 LBS./SQ. IN. 




SINGLE 


DOUBLE 


A 


i 


i A 


f 


A 


i 


A 


SINGLE 


DOUBLE 


A 


i j A 


i 


A 


i 


A 


SINGLE 


DOUBLE 


A 


1 

1 


■ A 


f 


A 


i 


A 




10 


S.3 
10.6 
IS. 9 
21.2 
26.5 

31.8 
37.1 
42.4 
47.7 
53.0 


10.6 
21.2 
31.8 
42.4 
53.0 

63.6 
74.2 
84.8 
95 4 
106.0 


3.4 
6.8 
10.1 
13.5 
16.9 

20.3 
23.6 
27.0 
30.4 
33.8 


4.5 

9.0 

13.5 

18.0 

22.5 

27.0 
31.5 
36.0 
40.5 
45. 


; 5.6 
; 11.3 
: 16.9 

:22.5 
!28.1 

33.8 
:39.4 

45.0 
,60.6 

56.3 


6.8 
13.5 
20.3 
27.0 
33.8 

40.5 
47.3 
54.0 
60.8 
67.5 


7.9 
15.8 
23.6 
31.6 
39.4 

47.3 
55.1 
63.0 
70.9 
78.8 


9.0 
18.0 
27.0 
36.0 
45.0 

64.0 
63.0 
72.0 
81.0 
90.0 


10.1 
20.3 
30.4 
40.5 
50.6 

60.8 
70.9 
81.0 
91.1 
101.3 


1 
2 
3 
* 
5 

6 
7 
8 
9 
10 


4.4 

8.8 

13.3 

17.7 

22.1 

26.5 
30.9 
35.3 
39.8 
44.2 


8.8 
17.7 
26.5 
35.3 
44.2 

53.0 
61.9 

70.7 
79.5 
88.4 


2.8 
5.6 
8.4 
11.3 
14.1 

16.9 
19.7 
22.5 
25.3 
28.1 


3.8! 4.7 
7.6 ! 9.4 

11.3: 14.1 

15.0 : 18.8 
18.8:23.4 

22.5! 28.1 
26.3 : 32.8 
30.0 ; 37.5 
33.8:42.2 
37 5 : 46.9 


5.6 
11.3 
16.9 
22.5 
28.1 

33.8 
39.4 
45.0 
50.6 
56.3 


6.6 
13.1 
19.7 
26.3 
32.8 

39.4 
46.9 
52.5 
59.1 
65.6 


7.5 
15.0 
22.5 
30.0 
37.5 

45.0 
52.5 
60.0 
67.5 
75.0 


8.4 
16.9 
25.3 
33.8 
42.2 

50.6 
59.1 
67.5 
75.9 
84.4 


1 
2 
3 

4 
5 

6 
7 
8 
9 
10 


4.0 
8.0 
11.9 
15.9 
19.9 

23.9 
27.8 
31.8 
35.8 
39.8 


8.0 
15.9 
23.9 
31.8 
39.8 

47.7 
56.7 
63.6 
71.6 
79.5 


2.5 
5.1 
7.6 
10.1 
12.7 

15.2 
17.7 
20.2 
22.8 
25.3 


3.4 
6.8 
10.1 
13.5 
16.9 

20.3 
23.6 
27.0 
30.4 
33.8 


: *^ 

8.4 
12.7 
16.9 

21.1 

25.3 

,29 5 

:33.8 

38.0 

42.2 


5 1 
10.1 
15.2 
20.3 
25.3 

30.4 
35.4 
40.5 
45.6 
50.6 


5.9 
11.8 
17.7 
23.6 
29.5 

35.4 
41.3 
47.2 
53.2 
59.1 


6.8 
13.5 
20.3 
27.0 
33.8 

40.5 
47.3 
54.0 
60.8 
67.5 


7.6 
15.2 
22.8 
30.4 
38.0 

45.6 
53.2 
60.8 
68.3 
75.9 




SHOP RIVETS 


FIELD RIVETS 


BOLTS 1 


» 


NO. 
OF 
RIVS 


SHEAR AT 
UOOO LBS./SQ. IN. 


BEARING IN PLATE AT 22000 LBS./SQ. IN. 


NO. 

OF 

RIVS. 


SHEAR AT 
9000 LBS./SQ. IN. 


BEARING IN PLATE AT 18000 LBS./SQ. IN. 


NO. 

OF 

RIVS. 


SHEAR AT 
8000 LBS./SQ. IN. 


BEARING IN PLATE AT 16000 LBS./SQ, IN. 




SINGLE 


DOUBLE 


A 


i 


A 


f 


A 


i 


A 


SINGLE 


DOUBLE 


A 


i 1 A 


1 


A 


i 


A 


SINGLE 


DOUBLE 


A 


i 


A 


f 


A 


h 


A 




10 


4.9 

9.7 

14.6 

19.4 

24.3 

29.2 
34.0 
38.9 
43.7 
48.6 


9.7 
19.4 
29.2 
38.9 
48.6 

58.3 
68.0 

77.8 
87.5 
97.2 


3.1 
6.2 
9.3 
12.4 
15.5 

18.6 
21.7 
24.8 
27.8 
30.9 


4.1 

8.3 

12.4 

16.5 

20.6 

24.8 
28.9 
33.0 
37.1 
41.3 


5.2 
10.3 
15.5 
20.6 
25.8 

30.9 
36.1 
41.2 
46.4 
51.6 


6.2 
12.4 
18.6 
24.8 
30.9 

37.1 
43.3 
49.6 
65.7 
61.9 


7.2 
14.4 
21.7 
28.9 
36.1 

43.3 
50.5 
57.8 
65.0 
72.2 


8.3 
16.5 
24.8 
33.0 
41.3 

49.5 
57.8 
66.0 
74.3 
82.5 


9.3 
18.6 
27.8 
37.1 
46.4 

65.7 
65.0 
74.2' 
83.5 
92.8 


1 
2 
3 
4 
B 

6 
7 
8 
9 
10 


4.0 
8.0 
11.9 
15.9 
19.9 

23.9 
27.8 
31.8 
35.8 
39.8 


8.0 
15.9 
23.9 
31.8 
39.8 

47.7 
55.7 
63.6 
71.6 
79.6 


2.5 
5.1 
7.6 
10.1 
12.7 

15.2 
17.7 
20.2 
22.8 
25.3 


3.4; 4.2 
6.8! 8.4 
10.1 ! 12.7 

13.5 : 16.9 
16.9 1 21.1 

20.3 '• 25.3 

23.6 J 29.5 
27.0; 33.8 

30.4 ; 38.0 
33.8:42.2 


5.1 
10.1 
15.2 
20.3 
25.3 

30.4 
35.4 
40.5 
45.6 
60.6 


5.9 
11.8 
17.7 
23.6 
29.5 

35.4 
41.3 
47.2 
53.2 
59.1 


6.8 
13.5 
20.3 
27.0 
33.8 

40.5 
47.3 
54.0 
60.8 
67.5 


7.6 
15.2 
22.8 
30.4 
38.0 

45.6 
63.2 
60.8 
68.3 
75.9 


9 
10 


3.5 

7.1 
10.6 
14.1 
17.7 

21.2 
24.7 
28.3 
31.8 
35.3 


7.1 
14.1 
21.2 
28.3 
35.3 

42.4 
49.5 
56.6 
63.6 
70.7 


2.3 
4.5 
6.8 
9.0 
11.3 

13.5 
15.8 
18.0 
20.3 
22.5 


3.0 
6.0 
9.0 
12.0 
15.0 

18.0 
21.0 
24.0 
27.0 
30.0 


3.8 
7.5 
11.3 
15.0 
18.8 

22.5 
26.3 
30.0 
33.8 
37.5 


4.5 
9.0 
13.5 
18.0 
22.5 

27.0 
31.5 
36.0 
40.5 
45.0 


5.3 
10.6 
15.8 
21.0 
26.3 

31.5 
36.8 
42.0 
47.3 
52.5 


6.0 
12.0 
18.0 
24.0 
30.0 

36.0 
42.0 
48.0 
54.0 
60.0 


6.8 
13.6 
20.3 
27.0 
33.8 

40.5 
47.3 
54.0 
60.8 
67.6 




SHOP RIVETS 


FIELD RIVETS 


BOLTS 1 




NO. 

OF 

RIVS 


SHEAR AT 
10000 LBS./SQ. IN. 


BEARING IN PLATE AT 20000 LBS./SQ. IN. 


NO. 

OF 

RIVS. 


SHEAR AT 
8000 LBS./SQ. IN. 


BEARING IN PLATE AT 16000 LBS./SQ. IN. 


NO. 

OF 

RIVS. 


SHEAR AT 
7000 LBS./SQ. IN. 


BEARING IN PLATE AT 14000 LBS./SQ. IN. 




SINGLE 


DOUBLE 


A 


i 


A 


1 


A 


^ 


A 


SINGLE 


DOUBLE 


A 


I 1 A 


i 


A 


i 


A 


SINGLE 


DOUBLE 


A 


i 


A 


f 


A 


i 


A 




1 
S 
3 
4 
8 

6 
7 
8 
9 
10 


4.4 

8.8 

13.3 

17.7 

22.1 

26.5 
30.9 
35.3 
39.8 
44.2 


8.8 
17.7 
26.5 
35.3 
44.2 

53.0 
61.9 
70.7 
79.5 
88.4 


2.8 
5.6 
8.4 
11.3 
14.1 

16.9 
19.7 
22.5 
25.3 
28.1 


3.8 
7.5 
11.3 
15.0 
18.8 

22.5 
26.3 
30.0 
33.8 
37.5 


4.7 

9.4 

14.1 

18.8 

23.4 

28.1 
32.8 
37.5 
42.2 
46.9 


5.6 
11.3 
16.9 
22.5 
28.1 

33.8 
39.4 
45.0 
50.6 
56.3 


6.6 
13.1 
19.7 
26.3 
32.1 

39.4 
45.9 
52.5 
69.1 
65.6 


7.6 
15.0 
22.5 
30.0 
37.5 

45.0 
52.5 
60.0 
67.5 
75.0 


8.4 
16.9 
25.3 
33.8 
42.2 

50.6 
59.1 
67.5 
75.9 
84.4 


1 
2 
3 
4 
6 

6 
7 
8 
9 
10 


3 5 
7.1 
10.6 
14.1 
17.7 
21.2 
24.7 
28.3 
31.8 
35.3 


7.1 
14.1 
21.2 
28.3 
35.3 

42.4 
49.5 
56.6 
63.6 
70.7 


2.3 
4.5 
6.8 
9.0 
11.3 

13.5 
15.8 
18.0 
20.3 
22.5 


3.0 : 3.8 
6.0 : 7.5 
9.0 I 11.3 
12.0 1 15.0 
15.0 1 18.8 

18.0; 22.5 
21.0:26.3 
24.0 ; 30.0 
27.0 ; 33.8 
30.0 ! 37.5 


4.5 
9.0 
13.5 
18.0 
22.5 

27.0 
31.5 
36.0 
40.5 
45.0 


5.3 
10.5 
15.8 
21.0 
26.3 

31.5 
36.8 
42.0 
47.3 
52.5 


6.0 
12.0 
18.0 
24.0 
30.0 

36.0 
42.0 
48.0 
54.0 
60.0 


6.8 
13.5 
20.3 
27.0 
33.8 

40.5 
47.3 
54.0 
60.8 
67.5 


1 
2 
3 

4 
5 

6 
7 
8 
9 
10 


3.1 
6.2 
9.3 
12.4 
15.5 

18.6 
21.7 
24.7 
27.8 
30.9 


6.2 
12.4 
18.6 
24.7 
30.9 

37 1 
43.3 
49.5 
56.7 
61.9 


2.0 
3.9 
5.9 
7.9 
9.8 

11.8 
13.8 
15.8 
17.7 
19.7 


2.6 
5.3 
7.9 
10.5 
13.1 

15.8 
18.4 
21.0 
23.6 
26.3 


3.3 
6.6 
9.8 
13.1 
16.4 

19.7 
23.0 
26.3 
29.5 
32.8 
_ 


3.9 
7.9 
11.8 
15.8 
19.7 

23.6 
27.6 
31.5 
35.4 
39.4 


4.6 
9.2 
13.8 
18.4 
23.0 

27.6 
32.2 
36.8 
41.3 
45.9 


5.3 
10.5 
15.8 
i21.0 
26.3 

31.5 
36.8 
42.0 
47.3 
52.5 


5.9 
11.8 
17.7 
23.6 
29.5 

35.4 
41.3 
47.2 
53.2 
59.1 
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1" RIVET VALUES 




























i" 


RIVETS 


SHEARING AND BEARING VALUES FOR l" RIVETS IN THOUSANDS OF POUNDS 

Z" RIVETS 
BEARING VALUES TO THE LEFT OF THE DOTTED LINES ARE LESS THAN THE SINGLE SHEAR VALUES 8 "■•'^••' 
BEARING VALUES IN PLATES THICKER THAN THOSE GIVEN ARE GREATER THAN THE DOUBLE SHEAR VALUES 


SHOP RIVETS 


FIELD, RIVETS 


BOLTS 


NO. 

OF 

RIVS. 


SHEAR AT 
13000 LBS./SQ. IN. 


BEARING IN PLATE AT 24000 LBS./SQ. IN. 


NO. 
OF 
RIVS. 


SHEAR AT 
10000 LBS./SQ. IN. 


BEARING IN PLATE AT 20000 LBS./SQ. IN. 


NO. 

OF 

RIVS. 


SHEAR AT 
9000 LBS./SQ. IN. 


BEARING IN PLATE AT 18000 LBS./SQ. IN, 


SINGLE 


DOUBLE 


i 


tk 


f 


A 


i 


A 


f 


SINGLE 


DOUBLE 


1 

4 


A j i 


A 


i 


A 


1 


SINGLE 


DOUBLE 


1 

I 


A 


f 


A 


i 


A 


f 




7.2 
14.4 
21.6 
28.9 
36.1 


14.4 
28.9 
43.3 
57.7 
72.2 


5.3 
10.5 
15.8 
21.0 
26.3 


6.6 
13.1 
19.7 
26.3 
32.8 


. 7.9 
1 15.8 
:23.6 
.'31.5 
:39.4 


9.2 
18.4 
27.6 
36.8 
45.9 


10.5 
21.0 
31.5 
42.0 
52.5 


11.8 
23.6 
35.4 
47.2 
59.1 


13.1 
26.3 
39.4 
62.5 
65.6 


1 
2 
3 
4 
6 


6.0 
12.0 
18.0 
24.1 
30.1 


. 12.0 
24.1 
36.1 
48.1 
60.1 


4.4 
8.8 
13.1 
17.5 
21.9 


5.5 1 6.6 
10.9 : 13.1 
16.4 : 19.7 
21.9 ! 26.3 
27.3 ! 32.8 


7.7 
15.3 
23.0 
30.6 
38.3 


8.8 
17.5 
26.3 
35.0 
43.8 


9.8 
19.7 
29.5 
39.4 
49.2 


10.9 
21.9 
32.8 
43.8 
54.7 


1 
2 
3 
4 
6 


5.4 
10.8 
16.2 
21.6 
27.1 


10.8 
21.6 
32.5 
43.3 
54.1 


3.9 
7.9 
11.8 
16.8 
19.7 


4.9 

9.8, 
14.8: 
19.7: 

24.6 : 


5.9 
11.8 
17.7 
23.6 
29.5 


6.9 
13.8 
20.7 
27.6 
34.5 


7.9 
15.8 
23.6 
31.5 
39.4 


8.9 
17.7 
26.6 
35.4 
44.3 


9.8 
19.7 
29.5 
39.4 
49.2 


10 


43.3 
50.5 
57.7 
64.9 
72.2 


86.6 
101.0 
115.4 
129.9 
144.3 


31.5 
36.8 
42.0 
47.3 
52.5 


39.4 
45.9 
52.5 
69.1 
65.6 


;47.3 
;65.1 
:63.0 
:70.9 
178.8 


65.1 
64.3 
73.5 
82.7 
91.9 


63.0 
73 5 
84.0 
94.6 
105.0 


70.9 
82.7 
94.6 
106.3 
118.1 


78.8 
91.9 
105.0 
118.1 
131.3 


6 

7 

8 

9 

10 


36.1 
42.1 
48.1 
64.1 
60.1 


72.2 
84.2 
96.2 
108.2 
120.3 


26.3 
30.6 
35.0 
39.4 
43.8 


32.8 J 39.4 
38.3 : 45.9 
43.8 i 62.5 
49.2; £9.1 
54.7 : 65.6 


46.9 
53.6 
61.2 
68.9 
76.6 


62.5 
61.3 
70.0 
78.8 
87.5 


59.1 
68.9 
78.8. 
88.6 
98.4 


65.6 
76.6 
87.5 
98.4 
109.4 


6 
7 
8 
9 
10 


32.5 
37.9 
43.3 

48.7 
64.1 


64.9 
75.8 
86.6 
97.4 
108.2 


23.6 
27.6 
31.5 
35.4 
39.4 


29.6; 
34.5; 
39.4; 
44.3; 
49.2: 


35.4 
41.3 
47.2 
53.2 
59.1 


41.3 

48.2 
65.1 
62.0 
68.9 


47.3 
55.1 
63 
70.9 

78.8 


63.2 
62.0 
70.9 
79.7 
88.6 


59.1 
68.9 
78.8 
88.6 
98.4 


SHOP RIVETS 


FIELD RIVETS 


BOLTS 1 


NO. 
OF 
RIVS. 


SHEAR AT 
11000 LBS./SQ. IN. 


BEARING IN PLATE AT 22000 LBS./SQ. IN. 


NO. 
OF 
RIVS. 


SHEAR AT 
9000 LBS./SQ. IN. 


BEARING IN PLATE AT 18000 LBS./SQ. IN. 


NO. 
OF 
RIVS. 


SHEAR AT 
8000 LBS./SQ. IN. 


BEARING IN PLATE AT 16000 LBS./SQ. IN. 


SINGLE 


DOUBLE 


1 

4 


A 


3 
8 


A 


1 

2 


A 


5 
8 


SINGLE 


DOUBLE 


i 


A i f 


A 


i 


A 


1 


SINGLE 


DOUBLE 


i 


A 


f 


A 


i 


A 


1 


1 
2 
3 
4 
6 


6.6 
13.2 
19.8 
26.5 
33.1 


13.2 
26.5 
39.7 
52.9 
66.1 


4.8 

9.6 

14.4 

19.2 

24.1 


fl.O 
12.0 
18.0 
24.1 
30.1 


7.2 
14.4 
21.7 
28.9 
36.1 


8.4 
16.8 
25.3 
33.7 
42.1 


9.6 
19.3 
28.9 
38.6 
48.1 


10.8 
21.7 
32.5 
43.3 
54.1 


12.0 
24.1 
36.1 
43.1 
60.2 


1 
2 
3 
4 
6 


6.4 
10.8 
16.2 
21.6 
27.1 


10.8 
21.6 
32.5 
43.3 
54.1 


3.9 
7.9 
11.8 
15.8 
19.7 


4.9 J 6.9 
9.8 ; 11.8 
14.8; 17.7 
19.7 ;23.6 
24.6:29.6 


6.9 
13.8 
20.7 
27.6 
34.6 


7.9 
15.8 
23.6 
31.6 
39.4 


8.9 
17.7 
26.6 
35.4 
44.3 


9.8 
19.7 
29.5 
39.4 
49.2 


1 
2 
3 
4 
5 


4.8 

9.6 

14.4 

19.2 

24.1 


9.6 
19.2 
28.9 
38.5 
48.1 


3.5 
7.0 
10.5 
14.0 
17.5 


4.4 

8.8 

13.1 

17.5 

21.9 


5.3 
10.6 
15.8 
21.0 
26.3 


6.1 
12.3 
18.4 
24.5 
30.6 


7.0 

14.0 
21.0 
28.0 
35.0 


7.9 
15.8 
23.6 
31.5 
39.4 


8.8 
17.5 
26.3 
35.0 
43.8 


6 

7 

8 

9 

10 


39.7 
46.3 
62.9 
59.5 
66.1 


79.4 
92.6 
105.8 
119.1 
132.3 


28.9 
33.7 
38.5 
43.3 
48.1 


36.1 
42.1 
48.1 
64.1 
60.2 


43.3 
50.5 
67.8 
65.0 
72.2 


60.6 
69.0 
67.4 
75.8 
84.2 


67.8 
67.4 
77.0 
86.6 
96.3 


65.0 
75.8 
86.6 
97.6 
108.3 


72.2 
84.2 
96.2 
108.3 
120.3 


6 
7 
8 
9 
10 


32.6 
37.9 
43.3 

48.7 
54.1. 


64.9 
75.8 
86,6 
97.4 
108.2 


23.6 
27.6 
31.5 
35.4 
39.4 


29.5 I 35.4 
34.5 ; 41.3 
39.4 ;47.2 
44.3 ; 53.2 
40.2:59.1 


41.3 
48.2 
55.1 
62.0 
68.9 


47.3 
55.1 
63.0 
70.0 
78.8 


63.2 
62.0 
70.9 
79.7 
88 6 


69.1 
68.9 
78.8 
88.6 
98.4 


6 

7 

8 

9 

10 


28.9 
33.7 
38.5 
43.3 
48.1 , 


57.7 
67.3 
77.0 
86.6 
96.2 


21.0 
24.5 
28.0 
31 5 
35.0 


26.3 
30.6 
35.0 
39.4 
43.8 


31.5 
36.8 
42.0 
47.3 
52.5 


36.8 
42.9 
49.0 
55.1 
61 3 


42.0 
49.0 
56.0 
63.0 
70.0 


47.3 
55.1 
63.0 

70.9 
78.8 


52.5 
61.3 
70.0 
78.8 
87.5 


SHOP RIVETS 


FIELD RIVETS 


BOLTS 


NO. 
OF 
RIVS. 


SHEAR AT 
10000 LBS./SQ. IN. 


BEARING IN PLATE AT 20000 LBS./SQ. IN. 


NO. 

OF 

RIVS. 


SHEAR AT 
8000 LBS./SQ. IN. 


BEARING IN PLATE AT 16000 LBS./SQ. IN. 


NO. 
OF 
RIVS. 


SHEAR AT 
7000 LBS./SQ. IN. 


BEARING IN PLATE AT 14000 LBS./SQ. IN. 


SINGLE 


DOUBLE 


i 


A 


f 


A 


1 

2 


A 


f 


SINGLE 


DOUBLE 


i 


A i t 


A 


i 


A 


i 


SINGLE 


DOUBLE 


1 

4 


A 


i 


A 


i 


A 


f 




6.0 
12.0 
18.0 
24.1 
30.1 


12.0 
24.1 
36.1 
48.1 
60.1 


4.4 
8.8 
13.1 
17.5 
21.9 


5.5 
10.9 
16.4 
21.9 
27.3 


6.6 
13.1 
19.7 
26.3 
32.8 


7.7 
15.3 
23.0 
30.6 
38.3 


8.S 
17.5 
26.3 
35.0 
43.8 


9.8 
19.7 
29.6 
39.4 
49.2 


10.9 
21.9 
32.8 
43.8 
54.7 


1 
2 
3 
4 
5 


4.8 
9.6 
14.4 
19.2 
24.1 


9.6 
19.2 
28.9 
38.5 
48.1 


3.5 
7.0 
10.5 
14.0 
17.5 


4.4 : 5.3 

8.8 : 10.5 

13.1 : 15.8 

17.5 ; 21.0 

21.9 ; 26.3 


6.1 
12.3 
18.4 
24.5 
30.6 


7.0 
14.0 
21.0 
28.0 
35.0 


7.9 
15.8 
23.6 
31.5 
30.4 


8.8 
17.5 
26.3 
35.0 
43.8 


1 
2 
3 

4 
5 


4.2 

8.4 

12.6 

16.8 

21.0 


8.4 
16.8 
25.3 
33.7 
42.1 


3.1 
6.1 
9.2 
12.3 
15.3 


3.8 
7.7 
11.5 
16.3 
19.1 


4.6 

9.2 

13.8 

18.4 

23.0 


5.4 

10.7 

16.1 
21.4 
26.8 


6.1 
12.3 

18.4 
24.5 
30.6 


6.9 

13.8 
20.7 
27.6 
34.5 


7.7 
15.3 
23.0 
30.6 
38.3 


10 


36.1 
42.1 
48.1 
54.1 
60.1 


72.2 
84.2 
96.2 
108.2 
120.3 


26.3 
30.6 
35.0 
39.4 
43.8 


32.8 
38.3 
43.8 
49.2 
54.7 


39.4 
45.9 
52.5 
69.1 
65.6 


45.9 
63.6 
61.2 
68.9 
76.6 


52.5 
61.3 
70.0 
78.8 
87.5 


69.1 
68.9 
78.8 
88.6 
98.4 


65.6 
76.6 
87.6 
98.4 
109.4 


6 
7 
8 
9 
10 


28.9 
33.7 
38.5 
43.3 
48.1 


57.7 
67.3 
77.0 
86.6 
96.2 


21.0 
24.5 
28.0 
31.5 
36.0 


26.3 ;31.5 
30.6 ; 36.8 
35.0 ; 42.0 

39.4 : 47.3 
43.8 : 52.5 


36.8 
42.9 
49.0 
65.1 
61.3 


42.0 
49.0 
56.0 
63.0 
70.0 


47.3 
55.1 
63.0 
70.9 
78.8 


52.5 
61.3 
70.0 
78.8 
87.5 


6 
7 
8 
9 
10 


25.3 
29.5 
33.7 
37.9 
42.1 


50.5 
58.9 
67.3 
75.8 
84.2 


18.4 
21.4 
24.5 
27.6 
30.6 


23.0 
26.8 
30.6 
34.5 
38.3 


27.6 
32.2 
36.8 
41 3 
45.9 


32.2 
37.6 
42.9 
48.2 
53.6 


36.8 
42.9 
49.0 
65.1 
61.3 


41.3 
48.2 
55.1 
62.0 
68.9 


45.9 
53.6 
61.2 
68.9 
76.6 























a 




1" RIVET VALUES 
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„ SHEARING AND BEARING VALUES FOR l" RIVETS IN THOUSANDS OF POUNDS 

BEARING VALUES TO THE LEFT OF THE DOTTED LINES ARE LESS THAN THE SINGLE SHEAR VALUES ^" R'VETS 
BEARING VALUES IN PLATES THICKER THAN THOSE GIVEN ARE GREATER THAN THE DOUBLE SHEAR VALUES 


SHOP RIVETS, 1 


FIELD RIVETS 


BOLTS 


NO. 

OF 

RIVS 


SHEAR AT 
12000 LBS,/SQ, IN 


BEARING IN PLATE AT 21000 LBS./SQ, IN, 


NO. 
OF 

RIVS 


SHEAR AT 
10000 LBS./SQ. IN 


BEARING IN PLATE AT 20000 LBS./SQ. IN. 


NO. 

OF 

RIVS 


SHEAR AT 
9000 LBS./SQ. IN 


BEARING IN PLATE AT 18000 LBS./SQ. IN. 


SINGLE 


DOUBLE 


t i A 


^ 


A 


f 


« 


f 


SINGLE 


DOUBLE 


1 


. ft 


i 


A 


5 


tt 


3 


SINGLE 


DOUBLE 


1 


i A 


1 

2 


A 


1 


a 


f 


1 
2 
3 
4 
6 

6 
7 
8 
9 
10 


9,4 
18,9 
28,3 
37,7 
47.1 

56.6 
66.0 
75.4 
84.8 
94.2 


18.9 
37.7 
56.6 
75.4 
94.3 

113.1 
132.0 
150.8 
169.7 
188.5 


9.0; 10.5 
18.0:21.0 
27.0 :31.5 
36,0 : 42,0 
45.0; 52.5 

54.0; 63.0 
63.0 ; 73.5 
72.0 ; 84.0 
81.0 ; 94.5 
90.0 ;i05.0 


12.0 
24.0 
36,0 
48,0 
60,0 

72,0 
84.0 
96.0 
108.0 
120.0 


13.5 
27 .0 
40 .5 
54 .0 
67 .5 

81 .0 
94 .5 
108 .0 
121 .5 
135 .0 


15,0 
30,0 
45.0 
60.0 
75.0 

90.0 
105.0 
120.0 
135.0 
150.0 


16.5 
33.0 
49.5 
66.0 
82.5 

99.0 
115.5 
132.0 
148.5 
165,0 


18.0 
36.0 
54 
72.0 
90.0 

108.0 
126.0 
144.0 
162.0 
ISO 


1 
2 
3 
4 
S 

6 

7 

8 

9 

10 


7.9 
15.7 
23.6 
31.4 
39.3 

47.1 
55.0 
62.8 
70.7 
78.5 


15.7 
31.4 
47.1 
62.8 
78.5 

94.2 
110.0 
125.7 
141.4 
157.1 


7.5 
15.0 
22.5 
30.0 
37.5 

45.0 
52.5 
60.0 
67,5 
75,0 


; 8.8 
; 17.5 

126.3 
:35.0 
■ 43.8 

52.5 
! 61.3 
; 70.0 
;78,8 
■87,5 


10.0 
20.0 
30.0 
40.0 
50.0 

60.0 
70.0 
80,0 
90.0 
100.0 


11.3 
22,5 
33,8 
45,0 
56,3 

67,5 
78,8 
90,0 
101.3 
112 5 


12.5 
25.0 
37.5 
50.0 
62.5 

75,0 
87,5 
100,0 
112,5 
125,0 


13.8 
27.5 
41.3 
55.0 
68.8 

82 5 
96.3 
110.0 
123.8 
137.5 


15,0 
30,0 
45.0 
60.0 
75.0 

90.0 
105.0 
120.0 
135.0 
150.0 


1 

2 
3 
4 
6 

6 
7 
8 
9 
10 


7.1 
14.1 
21.2 
28.3 
35.3 

42.4 
49.5 
56.6 
63.6 
70.7 


14.1 
28.3 
42.4 
56.5 
70.7 

84.8 
99.0 
113.1 
127.3 
141.4 


6.8 
13.5 
20.3 
27.0 
33.8 

40.5 
47.3 
54.0 
60.8 
67.5 


; 7.9 

: 15.8 

: 23.6 

: 31.5 

39.4 

47.3 
; 55.1 
: 63.0 
: 70.9 
: 78.8 


9.0 
18.0 
27.0 
36.0 
45.0 

54,0 
63,0 
72,0 
81.0 
90.0 


10.1 
20.3 
30.4 
40.5 
50.6 

60.8 
70.9 
81.0 
91.1 
101,3 


11.3 
22.5 
33.8 
45.0 
56.3 

67.5 
78.8 
90.0 
101.3 
112,5 


12,4 
24,8 
37.1 
49.5 
61.9 

74.3 
86.6 
99.0 
111.4 
123.8 


13.5 
27.0 
40.5 
54.0 
67.5 

81.0 
94.5 
108.0 
121.5 
135.0 


SHOP RIVETS 


FIELD RIVETS 


BOLTS 


NO. 

OF 

RIVS. 


SHEAR AT 
11000 LBS./SQ. IN 


BEARING IN PLATE AT 22000 LBS./SQ. IN. 


NO. 
OF 
RIVS 


SHEAR AT 
9000 LBS./SQ. IN. 


BEARING IN PLATE AT 18000 LBS./SQ. IN. 


NO. 
OF 
RIVS. 


SHEAR AT 
BOOO LBS./SQ. IN. 


BEARING IN PLATE AT 16000 LBS./SQ. IN, 


SINGLE 


DOUBLE 


1 : A 


1 


A 


5 
S 


a 


3 

i 


SINGLE 


DOUBLE 


f 


■ A 


1 

2 


A 


f 


tt 


1 


SINGLE 


DOUBLE 


1 i A 


r 


A 


5 
S 


a 


f 


1 
2 
3 
4 
6 

6 
7 
8 
9 
10 


8.6 
17.3 
25.9 
34.6 
43.2 

51.8 
60.5 
69.1 
77.8 
86.4 ■ 


17.3 
34.6 
61.8 
69.1 
86.4 

103.7 
121.0 
138.2 
155,5 
172.8 


8.3 i 9.6 
16.5 ! 19.3 
24.8 : 28.9 
33.0 ! 38.5 
41,3 ; 48,1 

49,5 i 57,8 
57,8; 67,4 
66,0 ! 77.0 
74.3 ! 86.6 
82.5 : 96 3 


11. 
22.0 
33.0 
44.0 
55.0 

66.0 
77.0 
88.0 
99.0 
110. 


12.4 

24.8 
37.1 
49.5 
61.9 

74.3 
86.6 
99.0 
111.4 
123.8 


13.8 
27.5 
41.3 
55.0 
68.8 

82.5 
96.3 
110. 
123.8 
137 5 


15,1 
30,3 
45.4 
60,5 
75,6 

90.8 
105.9 
121.0 
136 1 

151 3 


16.5 
33.0 
49.5 
66.0 
82.5 

99.0 
115.6 
132.0 
148 5 

65.0 


1 
2 
3 
4 
6 

6 
7 
8 
9 
10 


7.1 
14.1 
21.2 
28.3 
35.3 

42.4 
49.5 
56.6 
63.6 

70 7 


14.1 
28.3 
42.4 
56.5 
70.7 

84.8 
99.0 
113.1 
127.2 
141 4 


6.8 
13.5 
20.3 
27.0 
33.8 

40.5 
47.3 
54.0 
60.8 
67.5 


: 7,9 
: 15,8 

123,6 

:3i,5 

> 39.4 

47.3 
; 65.1 
;63.0 
;70.9 

: 78,8 


9.0 
18.0 
27.0 
36.0 
45.0 

54.0 
63.0 
72.0 
81.0 
90,0 


10.1 
20.3 
30.4 
40.5 
50.6 

60.8 
70.9 
81.0 
91.1 
101.3 


11,3 

22,5 
33.8 
45.0 
56.3 

67.5 
78.8 
90.0 
101.3 
112.5 


12.4 
24.8 
37.1 
49.6 
61.9 

74.3 
86.6 
99.0 
111.4 
123,8 


13.5 
27.0 
40.5 
54.0 
67.5 

81.0 
94.5 
108.0 
121.5 
135.0 


1 
2 
3 
4 
6 

6 
7 
8 
9 
10 


0.3 
12.6 
18.8 
25.1 
31.4 

37.7 
44.0 
50.3 
56.5 
62.8 


12.6 
25.1 
37.7 
50.3 
62.8 

75.4 
88.0 
100.5 
113.1 
125.7 


6.0 ; 7.0 
12.0 : 14.0 
18.0 121.0 
24.0 !28.0 
30.0 1 35.0 

36.0; 42.0 
42.0; 49.0 
48.0 ; 56,0 
54,0 ; 63,0 
60.0 ; 70,0 


8.0 
16.0 
24.0 
32.0 
40.0 

48.0 
56.0 
64.0 
72.0 
80.0 


9.0 
18.0 
27.0 
36.0 
45.0 

54.0 
63.0 
72.0 
81,0 
90.0 


10.0 
20.0 
30.0 
40.0 
50.0 

60.0 
70.0 
80.0 
90.0 
100.0 


11.0 
22.0 
33.0 
44.0 
55.0 

66.0 
77.0 
88.0 
99.0 
110.0 


12.0 
24.0 
30.0 
48.0 
60.0 

72.0 
84.0 
96.0 
108.0 
120.0 


SHOP RIVETS 


FIELD RIVETS 


BOLTS 


NO. 

OF 

RIVS, 


SHEAR AT 
10000 LBS./SQ. IN. 


BEARING IN PLATE AT 20000 LBS./SQ. IN. 


NO, 

OF 

RIVS. 


SHEAR AT 
8000 LBS./SQ. IN. 


BEARING IN PLATE AT16000 LBS./SQ. IN. 


NO. 
OF 
RIVS, 


SHEAR AT 
7000 LBS./SQ. IN. 


BEARING IN PLATE AT 14000 LBS./SQ. IN. 


SINGLE 


DOUBLE 


1 


A 


1 


A 


f 


ii 


3 

4 


SINGLE 


DOUBLE 


t 1 


A 


1 

2 


A 


f 


a 


f 


SINGLE 


DOUBLE 


f 


A 


i 


A 


f 


a 


f 


1 
2 
3 
4 
6 

6 
7 
8 
9 
10 


7.9 
15.7 
23.6 
31.4 
39.3 

47.1 
S5.0 
62.8 
70.7 
78.5 


15.7 
31.4 
47.1 
62,8 
78.5 

94.2 
110.0 
125.7 
141.4 
167.1 


7.5 
15.0 
22,5 
30,0 
37,5 

45,0 
52,5 
60.0 
67.5 
75.0 


8 8 
17,5 
26,3 
35.0 
43,8 

52,5 
61.3 
70.0 
78.8 
87.5 


10.0 
20.0 
30.0 
40.0 
50.0 

60,0 
70,0 
80,0 
90,0 
100.0 


11.3 
22.5 
33.8 
45.0 
66.3 

67,5 
78,8 
90,0 
101,3 
112,5 


12.5 
25.0 
37.5 
50.0 
62.5 

75.0 
87.5 
100.0 
112,5 
125.0 


13.8 
27.5 
41.3 
55.0 
68.8 

82.5 
96.3 
110,0 
123.8 
137.5 


15.0 
30.0 
45.0 
60.0 
76.0 

90.0 
105.0 
120.0 
135.0 
150.0 


1 
2 
3 

4 
6 

6 
7 
8 
9 
10 


6.3 
12.6 
18.8 
25.1 
31.4 

37.7 
44.0 
50.3 
56.5 
62.8 


12.6 
25.1 
37.7 
50,3 
62.8 

75.4 
88.0 
100.5 
113.1 
125.7 


6.0 : 

12.0 ! 

18,0 : 

24,0 ; 
30.0 ; 

36.0 ■ 
42.0 ; 
48,0; 
54.0 : 

60.0 ; 


7,0 
14.0 
21.0 
28.0 
35.0 

42 
49.0 
56.0 
63.0 
70.0 


8,0 
16,0 
24,0 
32,0 
40.0 

48.0 
56.0 
64,0 
72.0 
80.0 


9.0 
18.0 
27,0 
36,0 
45,0 

64,0 
63,0 
72,0 
81,0 
90,0 


10.0 
20,0 
30,0 
40 
50,0 

60,0 
70,0 
80.0 
90.0 
00.0 


11,0 
22,0 
33,0 
44,0 
55.0 

66 
77,0 
88,0 
99,0 
10,0 


12.0 
24.0 
36.0 
48.0 
60,0 

72,0 
84,0 
96.0 
108 
120.0 


1 
2 
3 
4 
6 

6 

7 

8 

9 

10 


5.5 
11.0 
16.5 
22.0 
27.5 

33.0 
38.5 
44.0 
49.5 
55.0 


11.0 
22.0 
33.0 
44.0 
55.0 

66.0 
77.0 
88.0 
99.0 
110.0 


5.3 
10.5 
15,8 ! 
21.0 '• 
26.3 

31,5 

36 8 ; 
42,0 ; 
47,3 ; 
52,5 1 


6.1 
12,3 
18,4 
24.5 
30,6 

36 8 
42,9 
49,0 
55,1 
61.3 


7.0 
14.0 
21,0 
28,0 
35,0 

42,0 
49,0 
56,0 
63,0 
70,0 


7.9 
15,8 
23.6 
31,5 
39,4 

47,3 
55,1 
63,0 
70.9 
78.8 


8,8 
17,5 
26,3 
35.0 
43.8 

52.5 
61,3 
70,0 
78,8 
87,5 


9.6 
19.3 
28.9 
38.5 
48.1 

57.8 
67.4 
77.0 
86.6 
96.3 


10.5 
21.0 
31.5 
42.0 
52.5 

63.0 
73.5 
84.0 
94.5 
105.0 
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GRAPHIC RESULTANTS-DECIMALS 

e 7 8 9 JO IT 



12 



13 



14 



15 



16 



17 




e 



8 



9 



10 



II 



12 



13 



14 



IS 16 17 

THE DIAGRAMS ON PAGES 312, 313, AND 314 ARE PRINTED WITH THE PERMISSION OF MR. C. K. SMOLEY. ALTHOUGH DEVELOPED INDEPENDENTLY THEY ARE SIMILAR TO DIAGRAMS 

IN SMOLEY'S "parallel TABLES OF LOGARITHMS AND SQUARES" COPYRIGHTED IN 1912 AND 1914 



GRAPHIC RESULTANTS-INCHES AND FRACTIONS 



313 



C C C5 




/ 2 

THE DIAGRAMS ON PAGES 312, 313, AND 314 ARE PR 

IN SMOLEY' 



3 A- 

INTED WITH THE PERMISSION OF MR. C. K. 
8 " PARALLEL TABLES OF LOGARITHMS AND 



5 

SMOLEY. 
SQUARES 



e 7 

ALTHOUGH DEVELOPED INDEPENDENTLY THEY ARE SIMILAR TO DIAGRAMS 
" COPYRIGHTED IN 1912 AND 1914 
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GRAPHIC RESULTANTS -FEET AND INCHES 

e 7 8 9 10 'II 12 



13 



14 



15 



16 



ir 




\ 2 3 4 5 6 7 8 9 10 II 12 13 14- 15 16 17 

THE DIAGRAMS ON PAGES 312, 318, AND 814 ARE PRINTED WITH THE PERMISSION OF MR. C. K. SMOLEY. ALTHOUGH DEVELOPED INDEPENDENTLY THEY ARE SIMILAR TO DIAGRAMS 

IN SMOLEY'S "parallel TABLES OF LOGARITHMS AND SQUARES" COPYRIGHTED IN 1912 AND 1914 
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PURLIN CONNECTIONS, LATTICE BARS, AND RODS (AMERICAN BRIDGE COMPANY) 



PURLIN CONNECTIONS 



LATTICE BARS 



AREAS AND WEIGHTS OF RODS 




:^_ 



Purlin Gonnecthns are uau&llj bolted 



ANGLE PURLINS 



3x2i 

8x2i 

3ix3i 



GAGE 

9 




DIAM. 
IN. 



Single Lattice 



MAXIMUM DISTANCE i; 




/j 4 .# 



2 



=■URLi^ 

DEPTH 



Use flonge connection with web 
connection for 8, 9, and 10 incfi 
ohanneis and for 6 inch Z~Bars. 
Omit flange connection for 
smaller sections. 



Purlin connections are usually bolted 



Ordinary Connection 
li2i 4 2iii 




CHANNEL AND 
Z-BAR PURLIN 



CONNECTION 
ANGLE 



3x2i 
8-ix2i 
4x3 
4x3 
4x8 
5x3i 
5x3i 



2 

3i 

3 

3 

8 

3i 

3i 



Strut Connection 




PURLJN CON^ECTION GAGE 'ILLER! GAGE 
DEPTH ANGLE f 9 



ilea flange connection Instead 
ofweb connection for t-Beams 
8 Inches or over. 



Ordinary Connections 
li2i4 2ili 




I-BEAM PURLINS 



3ix3i 
4x3 
4x3 
5xSi 



2i 



THICKNESS t 



c=40 t 



2'1" 
I'lOi" 
1'8" 
iSi" 
1'3" 
I'Oi" 
10" 



c=50t 



3'7i" 
2'4i" 
3'1" 

1'9J" 
l'6i" 

l'3r' 
I'Oi" 




Double Lattice 



MAXIMUM DISTANCE c' 



3 

3i 



THICKNESS t 



c'=eo t 



3'li'' 

2'9f" 

2'6" 

2'2i" 

I'lOi" 

I'er 
is" 



0=75 t 



AREA 
SO. IN. 



.20 
.81 

.44 
.60 

.T9 

.99 

1.23 

1.48 

1.77 

2.07 
2.41 

2.76 

8.14 
3.55 
3.98 
4.43 



WEIGHT 
PER FT. 



.7 
1.0 
1.5 
2.0 

2.7 
8.4 
4.2 
5.1 

6.0 

7.1 
8.2 

9.4 

10.7 
13.1 
13.5 
15.1 



UPSET END 



DIAM. 



4 * 

\ * 
* 

* 



2i 
3i 



2i 

n 

3 



AREA AT 
ROOT OF 
THREAD 



4 
4 
4 

4 

4 
4 
4 
4 

44 

4i 
6 

5 

5i 
Si 
6 
6 



.80 
.42 
.55 

.89 

1.05 
1.29 
1.62 
1.74 

2.30 
3.65 
3.03 

8.43 

3.73 
4.16 
5.11 
5.43 



3'lOf 
8'6V' 
3'li" 

2'8r 

3'44" 

I'llf; 

1'6J" 





For f Rivets 


3| 


^J 


" ? " 


3i 


, 


5" , 
" « 


. 2'a 


_ 




c 2l . 








;•) 


[• i)(^ 



o 



im 



U 

TC 



lua 



E" 



Purlin connections are usually bolted 



Strut Connections 



:(: SPECIAL 
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BEARING PLATES, SEPARATORS. ANCHORS AND ROD CONNECTIONS 



DIAGRAM FOR BEARING PLATES 

Projection of Plate "p". in Inches 




GOVERNMENT ANCHOR 



ANCHORS (AMERICAN BRIDGE COMPANY) 
ANGLE ANCHOR SWEDGE BOLT 



BUILT-IN ANCHOR BOLTS 




^^^ 



3X2X2X1 



WEIGHT INCLUDES NUT 



2 U e"x 4"x f-s'f 2|" 

Wt. with ^'boII 7* 



jRodI 9ig, Wt,= 3* 



li 



0'9" 



I'O" 



I'O" 



I'S' 



WEIGHT 



1.3 



3.3 



3.1 



6.1 




Wtien Distance c.to c. ofboflsU less 
than 6"use one washer for two bolts 



BEAM SEPARATORS (AMERICAN BRIDGE COMPAHY) 



I-BEAMS 



34 



20 



18 



10 



WEIGHT C.TOC 



105-115 
90-100 
80-85 



95-100 

75-90 

65-70 



90 
80-85 

75 
65-70 
55-60 



75 
65-70 
55-60 
43-50 



45-55 
31^-40 



35-40 
25-30 



80-35 
21-35 



18-25^ 



174-20 
15 



14f-17i 
12^ 



9i-14j 



7i-94 



5^-7^ 



ii 



a 



3i 



Bi 



DIMENSIONS 



8i 



6i 



54 



fNCL. 

BOLTS 



SKETCH 



i>i 



»-L-| 



■I 



■s Cored Holes 
for§ Bolts 



;•« — w — * 



S) 



I 



-g Cored Holes 
for^'Bofla 



Use I Gas Pipe 



^ 



TIE RODS AND SAG RODS (AMERICAN BRIDGE CDMPASt) 

2'^toll Jto lj 

^r »!/. t^^^fi.^^hr. Mai<e Lengths of -f Tie Baris md 



W^iW 



c. to c^fwebs 



f Sag Rods mafttptes of 3 
with 3 Thread as shown- 



O.G.WASHER 
CAST IRON 



BEVELED WASHER 
CAST IRON 



ROD CONNECTIONS (AMERICAN BRIDGE COMPANY) 
ANGLE LOOP CLEVIS 



SKEW BACK 





\. 
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STAND- 
ARD 



RAILS, RAIL FASTENINGS, AND UNIT STRESSES FOR STEEL 



DIMENSIONS AND PROPERTIES OF RAILS 



, R 




412-1^1 J 


- 


„ 'ff 


-Q 


/-^ ! *" 


Ui' 


-r">=^^ 


L b , 


] 




I to IB 




150 



110 
100 
95 
90 



75 
70 



60 
65 
SO 

45 
40 
35 
30 
25 



120 
110 
100 
90 



100 
90 
80 
70 



14.7 



10.80 
9.84 
9.28 
8.83 

8.33 
7.86 
7.33 
6.81 



5.93 
5.38 
4.87 

4.40 
3.94 
3.44 
3.00 
2.39 



11.85 
10.82 
9.95 
8.82 



9.84 
8.82 
7.86 
6.82 
5.86 



23.1 



17.2 
14.6 
13.3 
12.2 

ll.l 
10.1 
9.1 

8.2 

7.4 
6.6 
6.7 
5.0 

4.3 
3.6 
3.0 
2.5 
1.8 



18.9 
16.7 
15.1 
12.6 



15.1 
12.5 
10.2 
8.3 

6.5 



6j- 
5f 
6fr 
6f 

Ola 
6 

4§ 
4-t- 

4-fe 
4+ 
4* 
3i 

3lJ 
3+ 



_M_ 



6i- 



5j- 



6 

5l 

5i 

4 + 



6i 
Bf 

Bf 

b4 

5 

4« 

4i 

4* 
4+ 
4* 



3* 
3i 
24 



5i 

44 
4i 
4 



1 
1 

4t 



2+ 

2^} 

2| 

2-B 
2i 
2i 
2i 



2 + 
2i 

2 

1* 

If 

i!! 



2i 

9.13. 

2* 
2fr 



2i 

9-6- 
* IS 

2i 
2t 



1 Ji 

liu 

1-J 
u 

1-S, 
ll 

li 

llB 

li 
1^ 
li 
1* 



If 

li 



J la 
Is- 
Ifr 
li 
li 



+ 

J. 

2 

1 



2iJ 
2i 
2i 

2i- 

2i 
2ft 
2j- 

2 16 

2 

li 
1* 
li 

li 

1* 
li 
If 

] 



3i 
Si 
3 
2& 



2t 
2 ft 
2fr 
2i 
2i 



SPLICE BARS 



FOR CRANE RAILS 



f X2V 



3 X i 

3 X I 
2| X i 
2i xi 

2ix-| 
24- x i 
2ixi 
2ixi 

2i XT. 
2 ni 
2 x| 
2 xf 

lixi 

lixA 
lixft 
lixi 

l^xi 



3 xl 

21- xl 
2ix J 



x2-'6" 
x2'6" 
x2-'6" 
X 2'8" 

x2-'6" 
x2-'6" 
X2'6" 
X2'6" 

xl'6" 
xl-'6" 
X 1'6" 
xl-'6" 

xl'6" 
xl'6" 
xl!3" 
xl^3" 
xl-3 



x2'6" 
x2-'6" 
x2-'6" 
X 2-6" 



3x5 

2|x4 
2i-x4 
2 X i 
2 x-ft 



X 2'6" 
X 2-6" 
X2!6" 
x2-'6" 
xl-'6" 



UNIT STRESSES FOR STRUCTURAL STEEL 
POUNDS PER SQUARE INCH 
RECOMMENDED BY THE AMERICAN RAILWAY ENGINEERING ASSOCIATION 



1 6,000 =AXIAL TENSION, ON NET SECTION. 

16,000-70-^, WITH A MAXIMUM VALUE OF I4,000 = AXIAL COMPRESSION, 
ON GROSS SECTION, WHERE I IS THE LENGTH OF THE MEMBER 
IN INCHES AND r IS THE LEAST RADIUS OF GYRATION. 

16.000 = DIRECT COMPRESSION, ON STEEL CASTINGS. 

16,0O0 = BENDING, ON EXTREME FIBERS OF ROLLED SHAPES, 

BUILT SECTIONS, GIRDERS, AND STEEL CASTINGS-NET SECTION. 

24,000= BENDING. ON EXTREME FIBERS OF PINS. 

I2,000=SHEARING, ON PINS AND SHOP DRIVEN RIVETS. 
I0,000=SHEAR1NG, ON TURNED BOLTS AND FIELD DRIVEN RIVETS. 
10,000=SHEARING, ON PLATE GIRDER WEBS-GROSS SECTION. 

24,000 = BEARING,FOR PINS AND SHOP DRIVEN RIVETS. 
20,000 = BEARING,FOR TURNED BOLTS AND FIELD DRIVEN RIVETS. 
600=BEARING ON MASONRY. 
600cf=BEARING ON EXPANSION ROLLERS PER LINEAL 

INCH WHERE d IS THE DIAMETER OF THE ROLLER. 



Rails 35^ and under 



HOOK BOLTS 
FOB CONNECTION TO I-BEAMS 

t BOLTS FOR 25-35* RAILS 

A" 

4 " •' 40-55" 

1." . 

B 60.100 " 



RAIL CLAMPS 

FOR CONNECTION TO GIRDERS 

CI. CLAMPS WITH ECCENTRIC 

WASHERS FOR ADJUSTMENT. 

THE BOLTS ARE OF THE 

SAME DIAMETER AS THE 

RIVETS IN THE GIRDER. 




SPLICE BARS FOR CRANE RAILS 
USE TWO BARS AS SHOWN ABOVE 
KEEP THE RAIL SPLICES AT LEAST 
2-o"fROM the JUNCTION OF GIRDERS. 
i BOLTS FOR 25* RAILS 

" 30-35 " 
40-65 " 
" 90-100'" 




CRANE STOP 
AMERICAN BRIDGE CO. 



w 
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SHEAR 


AND MOMENT TABLE 


FOR 


COOPER'S E60 LOAOrNG. 












ALL LOADS, SHEARS, AND MOMENTS ARE FOR EACH RAIL. HORIZONTAL DISTANCES ARE PLOTTED TO THE SCALE 1 1N. = 16 FT. 
THE VALUES GIVEN IN THE TABLE ARE FOR COOPER'S CONVENTIONAL E60 LOADING. VALUES FOR COOPER'S OTHER LOADINGS 
MAY BE OBTAINED FROM THOSE IN THE TABLE BY PROPORTION, AS FIVE-SIXTHS FOR E50,OR TWO-THIRDS FOR E40. 

FIRST ENGINE SECOND ENGINE TRAIN 
PILOT DRIVERS TENDER PILOT DRIVERS TENDER UNIFORM LOAD 


WHEEL LOADS ON EACH RAIL^^ 


f II II II 1 
30.0 30.0 30.0 30.0 30.0 30.0 30.0 30.0 

r^r^r^/-\ ij^ ^^ rs^ ij:^ ,,,„ ^-^/^^/I^^^^ ')< 'X 'J^ '^ ■ 


3.0 PER LIN. FT. 


IN THOUSANDS OF pound! CD W^V^VVV CO W ^' ) ^^ ) (^ WW WW W W W W 


,. 


DIST. C. TO C. WHEELS IN FEET 


8 


. 5 


5 ^ 


,, 5 , 





. 5 . 


. 6 


,. 5 


8 


8 , 


5 


6 , 


. 5 


9 


« ■' , 


6 ^ 


^ 6 


^ 5 . 












2.1 
















2.2 








J 


J 


J 


L 








0.4 






J 


L 










0.2 








DISTANCES TO THE CENTERSl 






1.04 


















2,4 










J 


OF GRAVITY OF DIFFERENT 
COMBINATIONS OF LOADS, 
MEASURED FROM THE NEAR- 
EST LOADS. 

L 


L 






0.34 






^ 


J L 










2.2 
















2.2 






J L 












0.1+ 












L 




0.2 






J L 












?-^,- 












J 






0.8 




J L 












0.2 
















L 


















3.4 
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3<^ SHEARS 
<gl- EACH VALUE ON THE 
pN [J LEFT OF ANY VERTICAL 
SgS OF THE ZIG-ZAG LINE IS 
'"'"S THE SUM, IN THOUS- 
3o^ ANDS OF POUNDS. OF 
z£g THE LOAD DIRECTLY 
guij OVER THIS VERTICAL, 
ulZu OF THE LOAD OVER THE 
3j;S FIRST LINE AT THE LEFT 
>5o OF THE VALUE, AND OF 
gu^g'ALL LOADS BETWEEN 
S'-Z^THESB TWO. 

22g 




5 


to 


^ 


§ 


fc 


R! 


Co 
to 


to 


S 




o 

■* 




en 


c^ 


to 


o 


lo 


SHEARS 
EACH VALUE ON 
RIGHT OF ANY 


S 426 


§ 411 


5 381 


§55/ 


« 321 


"^.291 


ES 271? 


7^,252 


g 232? 


§ 213 


§/ss 


Sg/es 


^138 


S 108 


S 78 


^ 5S.6 


•n39 


THE 


S 408.S 


5 39lf 


§ 361? 


SS 331? 


g 301? 


i 271? 


a 252 


'S>232? 


B 213 


? 193? 


'S,t78? 


^148? 


'S, 118? 


S 88? 


= 58.5 


to 39 


39 ^ 


VERTICAL OF THE ZIG- 
ZAG LINE IS THE SUM. 
IN THOUSANDS OF 
POUNDS, OF THE LOAD 
DIRECTLY OVER THIS 
VERTICAL, OF THE LOAD 
OVER THE FIRST LINE 
AT THE RIGHT OF THE 
VALUE, AND OF ALL 
LOADS BETWEEN THESE 
TWO. 


S 387 


^372 


^342 


^312 


g 282 


5 252 


§ 232? 


%2I3 


? 193? 


!S 174 


S'59 


^129 


S 99 


S 69 


^^39 


39 to 


58? 


§ 367.B 


§ 352.1 


R 322? 


g 292? 


§ 262.^ 


n232p 


5 213 


:? 193? 


5 174 


fS IS4? 


^139? 


ZI09.S 


5 79? 


o> 49,5 


39 •n 


5S.5:; 


78 S 


g 348 


K 333 


§503 


5273 


g 243 


•^213 


^ 193? 


%I74 


B 154? 


S I3S 


SI20 


S90 


•o 60 


49? o> 


69 Z 


fiS.5° 


108 S 


Z 318 


§ 303 


S273 


^243 


B 213 


g 183 


S; 163? 


^ 144 


^ 124? 


S 105 


SSO 


w 60 


60k, 


79.5 3: 


99Z 


//s.=S 


138 § 


2 288 


^273 


^243 


B2/3 


5 183 


'Si 153 


% 133? 


^ 114 


Si 94? 


2 75 


^60 


60^ 


90S 


/09.5 S 


129^ 


/4S.50 


168 S8 


S 2S8 


^243 


B 213 


^ 183 


5 153 


^ 123 


Si 103? 


5; 84 


S 64? 


a, 45 


60 w 


sog 


120'ii 


/39.5 5; 


159?^ 


178?^ 


198 o 


g 228 


§ 213 


5 183 


^153 


^ 123 


^ 93 


a 73? 


2 54 


CO 34? 


45 CO 


752 


105-^ 


135^ 


154? S- 


'7'(f5 


W3.s^ 


213 « 


MOMENTS 
EACH VERTICAL OF THE ZIG- 
ZAG LINE CONTAINS THE POINT 
OF MOMENTS FOR ALL VALUES 
ON THE LEFT OF THIS LINE. EACH 
VALUE IS THE MOMENT, IN 
THOUSANDS OF POUND-FEET. 
OF ALL LOADS FROM THE POINT 
OF MOHENTSTO AND INCLUDINE 
THE LOAD OVER THE FIRST LINE 
AT THE LEFT OF THE VALUE. 


24,500 


22,900 


19,900 


17,000 


14,300 


11,700 


10,200 


8.790 


7,500 


6,310 


6,5/0 


4,160 


2,960 


1,910 


1,010 


605 


293 


97.5 


MOMENTS 


22,400 


20,900 


18,000 


15,200 


12,700 


10,200 


8,830 


7,530 


6,340 


5,240 


4,520 ' 


3,320 


2,270 


1,370 


624 


312 


97? 


, EACH VERTICAL 


20,400 


18,900 


16,200 


13,600 


11,200 


8,880 


7,570 


6,360 


5,270 


4,280 


3,630 


2,580 


1,680 


■932 


332 


117 


97? 


CONTAINS THE POINT 
OF MOMENTS FOR ALL 
VALUES ON THE RIGHT 
OF THIS LINE. EACH 
VALUE IS THE MOMENT, 
IN THOUSANDS OF 
POUND-FEET, OF ALL 
LOADS FROM THE POINT 
OF MOMENTS TO AND 
INCLUDING THE LOAD 
OVER THE FIRST LINE 


18,100 


16,700 


14, too 


11,700 


9,470 


7,370 


6,180 


5,090 


4,110 


3,230 


2,680 


f,8IO 


1,090 


518 


97? 


117 


332 


16,200 


14,900 


12,500 


10,300 


8,150 


6,200 


5,110 


4,120 


3,240 


2,460 


1,980 


1,260 


690 


270 


97? 


312 


624 


13,100 


11,900 


9,780 


7,800 


5,970 


4,290 


3,370 


2,550 


1,850 


1,250 


900 


450 


160 


176 


449 


839 


1,330 


11,500 


10,400 


8,410 


6,680 


4,900 


3,370 


2,550 


1,830 


1,230 


720 


450 


150 


ISO 


423 


794 


1,280 


1,870 


10,100 


9,030 


7,200 


5,520 


3,990 


2,6 m 


1,890 


1,260 


765 


345 


160 


ISO 


460 


821 


1,290 


1,870 


2,560 


8,770 


7,810 


6,130 


4,600 


3,220 


1,990 


1,370 


842 


432 


120 


150 


450 


900 


1,370 


1,930 


2,620 


3,400 


6,950 


6,110 


4,670 


3,380 


2,240 


1,250 


780 


410 


166 


240 


630 


1,170 


1,860 


2,480 


3,210 


4,040 


4,980 


VALUE. 













PROPERTIES OF WOODEN RECTANGULAR BEAMS 
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UNIT STRESSES FOR WOOD AND MOMENTS OF INERTIA OF RECTANGLES 



5 






WORKING UNIT STRESSES FOR STRUCTURAL TIMBER 

POUNDS PER SQUARE INCH . 

RECOMMENDED BY THE AMERICAN RAILWAY ENGINEERING ASSOCIATION 

(EXCEPT TWO COLUMNS "X") 

UNIT STRESSES ARE FOR GREEN TIMBER AND SHOULD BE USED WITHOUT 

INCREASING THE LIVE LOAD STRESSES FOR IMPACT 



"Co: 

qOCX 

11I7 

ZKI- 
-00 



TEN- 
SION 



KIND OF TIMBER 



DOUGLAS FIR 

LONGLEAF PINE 

SHORTLEAF PINE 

WHITE PINE 

SPRUCE 

NORWAY PINE 

TAMARACK 

WESTERN HEMLOCK. 

REDWOOD 

BALD CYPRESS 

RED CEDAR 

WHITE OAK 



DOUGLAS FIR 

LONGLEAF PINE 

SHORTLEAF PINE 

WHITE PINE 

SPRUCE 

NORWAY PINE 

TAMARACK 

WESTERN HEMLOCK. 

REDWOOD 

BALD CYPRESS 

RED CEDAR 

WHITE OAK 



DOUGLAS FIR 

LONGLEAF PINE 

SHORTLEAF PINE 

WHITE PINE 

SPRUCE 

NORWAY PINE 

TAMARACK 

WESTERN HEMLOCK. 

REDWOOD 

BALD CYPRESS 

RED CEDAR 

WHITE OAK 



O 
HZ 

_l< 
Lijcr 



1200 
1300 
1000 

900 
1100 

800 



1100 
850 
700 
800 

1100 



1500 
1630 
1350 
1130 
1380 
1000 



1380 
1060 



1000 
1380 



1800 
1950 
1500 
1350 
1660 
1200 



1650 
1280 
1050 
1200 
1650 



BENDING 



XqJ 
UJ£E 



t/rnl 



1200 
1300 
1100 
900 
1000 
800 
900 
1100 
900 
900 
800 
1100 



1500 
1630 
1380 
1130 
1250 
1000 
1130 
1380 
1130 
1130 
1000 
1380 



1800 
1950 
1650 
1350 
1500 
1200 
1350 
1650 
1350 
1350 
1200 
1650 



li-U] 
O: 



ot- 
UJ 



1,510,000 
1,610,000 
1,480,000 
1,130,000 
1,310,000 
1,190,000 
1,220,000 
1,480,000 

800,000 
1,150,000 

860,000 
1,150,000 



1,510,000 
1,610,000 
1,480,000 
1,130,000 
1,310,000 
1,190,000 
1,220,000 
1,480,000 

800,000 
1,150,000 

860,000 
1,1.50,000 



755,000 
805,000 
740,000 
565,000 
655,000 
595,000 
610,000 
740,000 
400,000 
675,000 
430,000 
576,000 



SHEARING 



1000 
1300 
1100 
500 
1000 



460 
1000 



1250 
1630 
1380 
630 
1260 



1380 



560 
1250 



1500 
1950 
1650 
750 
1500 



LijQ: 
<l- 



210 



260 



1500 320 170 



i< 

t^ 

VScc 
z< 

-IX 



COMPRESSION 



XI 



1200 
1300 
1100 
1000 
1100 

800 
1000 
1200 

900 
1100 

900 
1300 



1500 
1630 
1380 
1260 
1380 
1000 
1260 
1500 
1130 
1380 
1130 
1630 



1800 
1950 
1650 
1500 
1650 
1200 
1500 
1800 
1350 
1650 
1350 
1950 



, 2: 

Sec 

<0 -.UJ 

"■^ ^g 

OX p? 

^° fen 

-^ °i 

guJ „UJ 



1130 
1230 
1030 

940 
1030 

760 

940 
1130 

850 
1030 

850 
1230 



1350 
1470 
1250 
1130 
1250 
900 
1130 
1350 
1020 
1250 
1020 
1470 



z-z oy 

Sec" f^^^ 
:i>i_iu^iiix 

O Z i II < 
_JUJ JIUJ 



1200 (1- 
1300 (1- 
1100 (1- 
1000 (1- 
1100 (1- 

800 (1- 
1000 (1- 
1200 (1- 

900 (1- 
1100 (1- 

900 (1- 
1300 (1- 



■l/Wd 

■I /mi 

■i/m 

■i/m 

■i/mdi 

■i/m 

■i/md 

■i/m 

■i/m 

■i/md' 

■i/m 

■1/60 i 



1500 (1- 
1630 (1- 
1380 (1- 
1250 (1- 
1380 (1- 
1000 (1- 
1250 (1- 
1500 (1- 

1130 a- 

1380 (1- 
1130 (1- 
1630 fl- 



■l/mi 

■i/md 

■l/BOd 
■1/60 d 
■1/60 d 
■1/60 
■1/60 d 
■1/60 
■l/Wd. 
■1/60 
■1/60 1 
■1/60 i 



1800 (1- 
1960 (1- 
1650 (1- 
1500 (1- 
1630 (1- 
1200 (1- 
1500 (1- 
ISOO (1- 
1350 (1- 
1650 (1- 
1350 (1- 
1950(1- 



7/00 iJ 
1/60 d 
1/&M 
1/60 d' 
■1/60 
■1/60 d 
■1/60 d 
■1/60 d 
■1/60 d 
■1/60 
■1/60 d' 
■1/60 d 



*USE THE VALUES OF "E" GIVEN IN THE BOTTOM TABLE FO 
OF BEAMS UNDER QUIESCENT OR LONG CONTINUED LOADS. 
UPPER TABLES WHEN THE LOADS ARE SUDDENLY APPLIED. 



R FINDING THE DEFLECTION 
USE THE VALUES IN THE 



MOMENTS OF INERTIA OF RECTANGLES 

INCHES' muTRAL 

MOMENTS OF INERTIA OF WIDER RECTANGLES MAY BE FOUND 
BY DIRECT PROPORTION 



t5 

uuz 



WIDTH OF RECTANGLE (PARALLEL TO NEUTRAL AXIS) IN INCHES 



0.2 
0.6 
1.3 
2.6 

4.5 
7.1 
10.7 
15.2 
20.8 

27.7 
36.0 
45.8 
57.2 
70.3 



16 


85.3 


106.7 


17 


102.4 


127.9 


18 


121.5 


151.9 


19 


143.9 


178.6 


20 


166.7 


208.3 


21 


192.9 


241.2 


22 


221.8 


277.3 


23 


253.6 


316.8 


21 


288.0 


360.0 


25 


325.6 


406.9 



366.2 
410.1 
457.3 
608.1 
562.5 

682.7 
818.8 
972.0 

1143 

1333 

1544 
1775 
2028 
2304 
2604 

2929 
3281 
3659 
4065 
4500 



0.2 
0.7 
1.7 
3.3 

6.6 

8.9 

13.3 

19.0 

26.0 

34.7 
46.0 
57.2 
71.5 
87.9 



457.7 
612.6 
671.7 
636.1 
703.1 

853.3 
1024 
1215 
1429 
1667 

1929 
2218 
2535 
2880 
3255 

3662 
4101 
4573 
5081 
5625 





0.8 
2.0 
3.9 

6.8 
10.7 
16.0 
22.8 
31.3 

41.6 
54.0 
68.7 
85.8 
105.6 

128.0 
153.6 
182.3 
214.3 
250.0 

289.4 
332.8 
380.2 
432.0 
488. 3 

549.3 
615.1 
686.0 
762.2 
843.8 

1024 
1228 
1458 
1715 
2000 

2315 
2662 
3042 
3456 
3906 

4394 
4921 
5488 
6097 
6760 



0.3 
1.0 
2.3 
4.6 

7.9 
12 

18.7 
26.6 
36.6 

48.5 

63.0 

80.1 

100.0 

123.1 

149.3 
179.1 
212.6 
250.1 
291.7 

337.6 
388.2 
443.6 
604.0 
669.7 

640.8 
717.6 
800.3 
889.2 
084.4 

1195 
1433 
1701 
2001 
2333 

2701 
3106 
3649 
4032 
4557 

5126 
6741 
6403 
7113 
7875 





1.1 
2 
5.2 

9.0 
14.3 
21.3 
30.4 
41 

65.6 

72.0 

91.5 

114.3 

140.6 

170. 

204. 

243.0 

285.8 

333.3 

385. 9 
443.7 
607.0 
676.0 
651.0 

732.3 
820.1 
914.7 

1016 

1125 

1365 
1638 
1944 
2286 
2667 

3087 
3649 
4056 
4608 
5208 

6859 
6561 
7317 
8130 
9000 



0.4 
1.3 
3.0 
6.9 

10.1 
16.1 
24.0 
34.2 
46.9 

62.4 
81.0 
103.0 
128.6 
158.2 

192.0 
230.3 
273.4 
321.6 
375.0 

434.1 
499.1 
670.3 
648.0 
732.4 

823.! 

922.1 
1,029 
1,143 
1,266 

1,536 
1,842 
2,187 

2,572 
3,000 

3,473 
3,993 
4,563 
6,184 
6,859 

6,591 
7,381 
8,232 
9,146 
10,130 



0.4 
1.4 
3.3 
6.5 

11.3 
17.9 
26.7 
38.0 
52.1 

69.3 
90.0 
114.4 
142.9 
175.8 

213.3 
255.9 
303.8 
367.2 
416.7 

482.3 
554.6 
633.7 
720.0 
813.8 

915.4 
1,025 
1,143 
1,270 
1,406 

1,707 
2,047 
2,430 
2,868 
3,333 

3,859 
4,437 
5,070 
6,760 
6,510 

7,323 
8,201 
9,147 
10,160 
11,260 



H 



0.5 
1 

3.7 
7.2 

12.4 
19.7 
29.3 
41.8 
57.3 

76.3 
99.0 
125.9 
157.2 
193.4 

234.7 
281.5 
334.1 
393.0 
458.3 

530.6 
610.0 
697.1 
792.0 
895.2 

1,007 
1,128 
1,268 
1,397 
1,547 

1,877 
2,262 
2,673 
3,144 
3,667 

4,245 
4,880 
6,577 
6,336 
7,161 

8,066 

9,021 
10,060 
11,180 
12,380 



0.6 
1.7 
4.0 
7.8 

13.6 
21.4 
32.0 
45.6 
62.5 

83.2 
108.0 
137.3 
171.5 
210.9 

256.0 

307.1 

364.5 

428 

500.0 

678.8 
665.6 
760.4 
864.0 
976.6 

1,099 
1,230 
1,372 
1,524 
1,688 

2,048 
2,457 
2,916 
3,430 
4,000 

4,631 
5,324 
6,084 
6,912 
7,813 

8,788 
9,842 
10,980 
12,190 
13,500 



0.5 

1 8 
4.3 
8.5 

14.6 
23.2 
34.7 
49.4' 
67.7 

90.1 
117.0 
148.8 
185.8 
228.5 

277.3 
332.7 
394.9 
464.4 
641.7 

627.0 
721.0 
823.8 
936.0 
1,058 

1,190 
1,333 
1,486 
1,651 
1,828 

2,219 
2,661 
3,159 
3,715 
4,333 

5,016 
5,768 
6,590 
7,488 
8,464 

9,520 
10,660 
11,890 
13,210 
14,620 



0.6 
2.0 
4.7 
9.1 

15.8 
25.0 
37.3 
63.2 
72.9 

97.1 
126.0 
160.2 
200.1 
246.1 

298.7 
358.2 
425.3 
500.1 
683.3 

675.3 

776.4 
887.2 

1,008 

1,139 

1,282 
1,435 
1,601 
1,778 
1,969 

2,389 
2,866 
3,402 
4,001 
4,667 

5,402 
6,211 
7,097 
8,064 
9,115 

10,250 
11,480 
12,810 
14,230 
15,750 



if 



0.6 
2.1 
5.0 
9.8 

16.9 
26.8 
40.0 
57.0 
78.1 

104.0 
135.0 
171.6 
214.4 
263.7 

320.0 
383.8 
465.6 
535.9 
625.0 

723.5 
831.9 
960.6 

1,080 

1,221 

1,373 
1,538 
1,715 
1,905 
2,109 

2,560 
3,071 
3,645 
4,287 
5,000 

5,788 
6,665 
7,604 
8.640 
9,766 

10,990 
12,300 
13,720 
15,240 
16,880 



0.7 
2.3 
5.3 
10.4 

18.0 
28.6 
42.7 
60.1 
83.; 

110.9 
144.0 
183.1 
228.7 
281.3 

341.3 
409.4 
486.0 
571.6 
666.7 

771.8 
887.3 

1,014 

1,152 

1,302 

1,465 
1,640 
1,829 
2,032 
2,250 

2,731 
3,275 
3,888 
4,573 
5,333 

6,174 
7,099 
8,111 
9,216 
10,420 

11,720 
13,120 
14,630 
16,260 
18,000 

































AREAS 


AND 


WEIGHTS 


OF 


PLATES 






























321 


AREAS OF PLATES IN SQUARE INCHES 


WEIGHTS OF PLATES IN POUNDS PER LINEAL FOOT* | 


WIOTHi 
IN 
INS. 


THICKNESS IN INCHES 


WIDTH 

IN 

INS, 


THICKNESS IN INCHES | 


i 


A 


1 


A 


i 


A 


1 


tt 1 1 


ts 


i 


a 


1 


lA 


ij 


lA 1.1 1 


lA 111 


lA 


1^ 


lA 


If 


114 


ij 


m 


ll 


m 


2 


T 


A 


1 Al 


4 


A 


5 
8 


a i 1 if 1 


f 


M 


1 


3 


0.75 


0.94 


1.13 


1.31 


1.50 


1.69 


1.88 


2.06 


2.25 


2.44 


2.63 


2.81 


3.00 


3.19 


3,38 


3,56 


3.75 


3.94 


4.13 


4.31 


4,50 


4.69 


4.88 


5,06 


5.25 


5.44 


6.63 


6.81 


6.00 


1 


0,9 


1.1 


1.3 


1.5 


1,7 


1.9 


2,1 


2.3 


2.6 


2.8 


3.0 


3.2 


3.4 


4 


1.00 


1.25 


1.50 


1.75 


2.00 


2.25 


2.50 


2.76 


3.00 


3.25 


3.50 


3.75 


4.00 


4.25 


4,50 


4,76 


5.00 


5.25 


5.60 


5.75 


6,00 


6.25 


6.50 


6.75 


7,00 


7.25 


7.50 


7,76 


8.00 


2 


1,7 


2.1 


2.6 


3,0 


3,4 


3.8 


4,3 


4.7 


6.1 


6.5 


60 


6.4 


6.8 


5 


1.25 


1.56 


1.88 


2.19 


2.50 


2.81 


3.13 


3.44 


3.75 


4.06 


4.38 


4.69 


5.00 


5.31 


5,63 


5,94 


6.25 


6.56 


6.88 


7.19 


7,50 


7.81 


8.13 


8.44 


8.75 


9.06 


9,38 


9,69 


10,00 


3 


2.6 


3.2 


3.8 


4.5 


5,1 


5.7 


6.4 


7.0 


7.7 


8.3 


8.9 


9.6 


10.2 


6 


l.SO 


1.8S 


2.26 


2.63 


3.00 


3.38 


3.75 


4.13 


4.50 


4.88 


5.25 


5.63 


6.00 


6.38 


6.75 


7,13 


7.50 


7.88 


8.26 


8.63 


9,00 


9.38 


9.75 


10.13 


10.50 


10.88 


11.25 


11,63 


12,00 


4 


3.4 


4.3 


5,1 


60 


68 


7.7 


8.5 


9.4 


10.2 


11.1 


11.9 


12.8 


13.6 


7 


1.75 


2.19 


2.63 


3.06 


3.50 


3.94 


4.38 


4.81 


5.25 


B.69 


6.13 


6.56 


7.00 


7.44 


7.88 


8.31 


8,75 


9.19 


9.63 


10,06 


10,60 


10.94 


11.38 


11.81 


2.25 


12.69 


13.13 


13,66 


14,00 


6 


4.3 


6.3 


6,4 


7.4 


8.5 


9.6 


10.6 


11.7 


12.8 


13.8 


14.9 


15.9 


17.0 


8 


2.00 


2.60 


3.00 


3.50 


4.00 


4.50 


5.00 


5.50 


6.00 


6.50 


7.00 


7.50 


8.00 


8,50 


9.00 


9.60 


10,00 


10.60 


11.00 


11,50 


12,00 


12.60 


13.00 


13,60 


14.00 


14.60 


16.00 


15.50 


16,00 


6 


5.1 


6.4 


7,7 


8.9 


10.2 


11.5 


12.8 


14.0 


16.3 


16.6 


17.9 


19.1 


20.4 


9 


2.25 


2.81 


3.38 


3.94 


4.50 


5.06 


5.63 


6.19 


6.75 


7.31 


7.88 


8,44 


9.00 


9,56 


10,13 


0.69 


11,25 


11.81 


12.38 


2,94 


13,50 


14,06 


14.63 


15,19 


16.75 


16.31 


16.88 


17,44 


18,00 


7 


6.0 


7.4 


8,9 


0.4 


11.9 


13.4 


14.9 


16.4 


17.9 


19.3 


20.8 


22.3 


23,8 


10 


2.50 


3.13 


3.75 


4.38 


5.00 


5.63 


6.25 


6.88 


7.50 


8.13 


8.75 


9.38 


10.00 


10,63 


11,26 


1.88 


12.50 


13.13 


13.76 


14,38 


16.00 


15.63 


16.25 


16,88 


17.50 


18.13 


18,76 


19.38 


20,00 


8 


6.8 


8.5 


10,2 


11.9 


13.6 


15.3 


17.0 


18.7 


20.4 


22.1 


23.8 


25.5 


27.2 


lOi 


2.56 


3.20 


3.84 


4.48 


5.13 


5.77 


6.41 


7.05 


7.69 


8.33 


8.97 


9.61 


10.25 


10,89 


11,.53 


2.17 


12.81 


13.45 


14.09 


14,73 


15.38 


16.02 


16,66 


17,30 


17.94 


18.58 


19,22 


19.86 


20,50 


9 


7.7 


9.6 


11,6 


13,4 


15.3 


17,2 


19.1 


21.0 


23.0 


24,9 


26.8 


28.7 


30.6 


10 


2.63 


3.28 
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84.38 


90.00 


47 


40.0 


49,9 


69,9 


69.9 


79.9 


89,9 


99.9 


109.9 


119.9 


129.8 


139.8 


149.8 


159.8 


7.2£ 


9.06 


10.88 


12.69 


14.50 


16.31 


18.13 


19.94 


21.75 


23.56 


25,38 


27.1C 


29.00 


30.81 


32.63 


96 


24.00 


30.00 


36.00 


42.00 


48.00 


54.00 


60.00 


66.00 


72.00 


78.00 


84.00 


90.00 


96,00 


48 


40.8|51.0 


61,2 


71.4 


81.6 


91,8 


102.0 


112.2 


122.4 


132.6 


142.8 


153.0 


163.2 


30 
32 
34 
36 
38 
40 
42 
44 


7.50 
8.00 
8.50 
9.00 
9.50 
10.00 
10.50 
11.00 


9.38 
10.00 
10.63 
11.25 
11.88 
12.50 
13.13 
13.75 


11.25 
12.00 
12.75 
13.50 
14.25 
15.00 
15.75 
16.50 


13.13 
14.00 
14.88 
15.75 
16.63 
17.60 
18.38 
19.25 


15.00 
16.00 
17.00 
18.00 
19.00 
20.00 
21.00 
22.00 


10.88 
18.00 
10.13 
20.25 
21.38 
22.50 
23.63 
21.75 


18.75 
20.00 
21.2a 
22.50 
23.75 
26.00 
26.25 
27.60 


20.63 
22.00 
23.38 
24.75 
26.13 
27.50 
28.88 
30.25 


22.50 
24.00 
25.50 
27.00 
28.50 
30.00 
31.50 
33.00 


24.38 
26.00 
27.63 
29.25 
30.88 
32.60 
34.13 
35.75 


26,25 
28,00 
29,76 
31.50 
33.25 
35.00 
36.76 
38.50 


28.13 
30,00 
31,88 
33,75 
35.63 
37.50 
39.38 
41.25 


30.00 
32.00 
34.00 
36.00 
38.00 
10.00 
42.00 
44.00 


31,88 
34,00 
36,13 
38.25 
40.38 
42.60 
43.63 
46.75 


33.75 
36.00 
38.26 
40.50 
42.75 
45.00 
47.25 
49.50 


102 
108 
114 
120 


25.50 
27.00 
28.60 
30.00 


31.88 
33.76 
35.63 
37.50 


38,26 
40,50 
42,75 
45,00 


44.63 

47.25 
49.88 
62.50 


51.00 
54.00 
67.00 
60.00 


57.38 
60.75 
64.13 
67.50 


63.75 
67.50 
71.25 
75.00 


70.13 76.60 
74.2581.00 
78.3885.60 
82,5090,00 


82.88 
87.75 
92,63 
97,5C 


89.25 
94.60 
99.76 
IO5.O0 


96.63 
101.26 
106.88 
112.50 


102,00 
108,00 
114,00 
120,00 


49 
50 
51 
62 
53 
64 
65 
66 


41.7 
42.5 
43.4 
44.2 

45.1 
45.9 
46.8 
47.6 


52,1 
53,1 
54,2 
55,3 

56.3 
57.4 
58.4 
59.5 


62,6 
63,8 
65,0 
66.3 
67.6 
68.9 
70.1 
71.4 


72.9 
74.4 
75.9 
77.4 
78.8 
80.3 
81,8 
83,3 


83,3 
86,0 
86,7 
88.4 
90,1 
91,8 
93,5 
95.2 


93,7 
95.6 
97.6 
99.5 
101,4 
103,3 
106,2 
107.1 


104.1 
106.3 
108.4 
110.5 
112,6 
114,8 
116,9 
119,0 


114.5 
116.9 
119.2 
121.0 
123.9 
126.2 
128.6 
130.9 


125.0 
127.6 
130.1 
132.6 
135.2 
137.7 
140.3 
142.8 


135.4 
138.1 
140.C 
143.', 
146.4 
149.2 
151.9 
154.7 


145.8 
148.8 
151.7 
154.7 
157.7 
160.7 
163.6 
166.6 


166.2 
159.4 
162.6 
165.8 
168.9 
172.1 
176,3 
178.5 


166.6 
170.0 
173.4 
176.8 
180.2 
183.6 
187,0 
190,4 


WEIGHTS OF PLATES IN POUNDS PER LINEAL FOOT*" 




i 


A 


i 


A 


i 


A 


f 


ii 


i 


a 


7 

8 


# 


1 


£6 
72 


66.1 
61.2 


70.1 
76.5 


84.2 
91.8 


98,2 
107.1 


112.2 
122.4 


126.2 
137.7 


140.3 
153.0 


154,3 
168,3 


168.3 
183.6 


182.3 
198.9 


196.4 
214.2 


210.4 
229.5 


224.4 
244,8 


46 


11.50 


14.38 


17.25 


20.13 


23.00 


25.88 


28.76 


31.63 


34.50 


37.38 


40.25 


43.13 


46.00 


48.88 


51.75 


78 


66.3 


82.9 


99.5 


116.0 


132.6 


149.2 


165.8 


182,3 


198.9 


215.5 


232.1 


248.6 


265,2 


57 


48.5 


60,6 


72.7 


84,8 


96,9 


109.0 


121.1 


133.2 


145.4 


157.6 


169.e 


181.7 


193,8 


48 


12.0C 


15.0[ 


18.00 


21.0( 


24.00 


27.00 


30.00 


33.00 


36.00 


39.00 


42.00 


45.00 


48.00 


51.00 


54.00 


84 


71.4 


89.3 


107.1 


125.0 


142.8 


160.7 


178,6 


196.4 


214.2 


232.1 


249.9 


267.8 


285,6 


58 


49.3 


61,6 


74.0 


86,3 


98,6 


110,9 


123.3 


135.6 


147,[ 


160.2 


172.f 


184.! 


197.2 


60 


125C 


15 6c 


18.75 


21.8i 


25.00 


28.13 


31.26 


34.38 


37.60 


40.63 


43.75 


46.88 


50.00 


63.13 


56.25 


90 


76.5 


95.6 


114.8 


133.C 


153.0 


172.1 


191.3 


210.4 


229.5 


248.6 


267.8 


286.9 


306,0 


69 


50.2 


62.7 


75.2 


87.8 


100,3 


}m 


125.4 


137.9 


150,5 


163.C 


175.5 
178.5 


188.1 
191.a 


200.6 
204.0 


62 


isioo 


16.25 


19.50 


22.75 


26.00 


29.25 


32.50 


35.75 


39.00 


42.25 


45.50 


48.75 


52.00 


55.25 


58.50 


96 


81.6 


102.0 


123.4 


142.8 


163.2 


183.6 


201.0 


224.4 


244.8 


265.2 


285.6 


306.0 


326,4 


60 


51.0 


63.8 


76.5 


39.3 


102.0 


ll^.O 


127.5 


140.3 


153.0 


165.8 


64 
66 
68 
60 


13.50 

i4.on 

14.50 
15.00 


16.88 
17.50 
18.13 
18.75 


20.25 


23.63 


27.00 


30.38 


33.75 


37.13 


40.50 


43.88 


47.25 


50.63 


54.00 


57.38 


60.75 


102 


86.7 


108.4 


130.1 


151.8 


173.4 


195.1 


216.7 


238.4 


260.2 


281.8 


303.5 


325.1 


346,8 


61 


51.9 


64.8 


77.8 


90.7 


103.7 


116.7 


129.6 


142.6 


155.6 


168.5 


181.5 


194.4 


207.4 


21. 0( 


24., 5f 


28.00 


31.50 


35.00 


38.50 


42.00 


45.50 


40.00 


52.50 


56.00 


50.50 


63.00 


108 


91.8 


114.7 


137.8 


160.7 


183.7 


206.6 


229.6 


252.4 


275.5 


298.3 


321.3 


344.3 


367.2 


62 


52.7 


65.£ 


70.1 


92.2 


105.4 


118,6 


131.8 


144.9 


158.1 


171.S 


184.5 


197.1 


210.8 


oi'75 


9.=i .^ft 


29.00 


32.63 


36.26 


39.88 


43.50 


47.13 


50.75 


54.38 


58.00 


61.63 


65.25 


114 


96,9 


121.1 


145.4 


169.6 


103.8 


218.1 


242.2 


266.4 


290.8 


314.9 


339.2 


363.4 


387,6 


63 


53.6 


66.£ 


80.3 


93.7 


107.1 


120.6 


133.9 


147.3 


160.7 


174.( 


187.< 


200.1 


214.2 


22!6026.26 


30.00 


33.75 


37.50 


41.26 


45.00 


48.75 


52.50 


56.25 


60.00 


63,75 


67.50 


120 


102.0 


127.6 


153.0 


178,5 


204,0 


229.6 


255.0 


280.5 


306.0 


331.6 


357.0 


382.5 


408,0 


64 


54.4 


68.C 


81.6 


95.2;ios,s 


122,4 


136,0il49,ti!103,a 


176.8 


190.4 


204.0iziY.o 
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PROPERTIES 


OF I-BEAMS 








































IF 


THE THICKNESS OF THE WEB IS MORE THAN ^ BELOW AN EVEN SIXTEENTH, THE 
NEXT LOWER SIXTEENTH IS GIVEN IN THE TABLE BELOW 

/=THE MOMENT OF INERTIA OF THE CROSS SECTION ABOUT THE AXIS 1-1 

S=THE CORRESPONDING SECTION MODULUS ABOUT THE AXIS 1-1 

r = THE CORRESPONDING RADIUS OF GYRATION ABOUT THE AXIS 1-1 

/!! = THE MOMENT OF INERTIA OF THE CROSS SECTION ABOUT THE AXIS 2-2 

r2=THE CORRESPONDING RADIUS OF GYRATION ABOUT THE AXIS 2-2 








c 
1- 

c: 


2 

f 








1 








CARNEGIE 


I-BEAMS 










STANDARD 


I-BEAMS 










SIZE 


WEIGHT 


WEB 


AREA 


/ 


5 


r 


h 


I'll 


SIZE 


WEIGHT 


WEB 


AREA 


/ 


s 

IN.s 


r 
IN. 


IN.« 


IN. 


SIZE 


WEIGHT 


WEB 


AREA 


/ 


s 


r 
IN, 


h 


'z 


SIZE 


WEIGHT 


WEB 


AREA 


/ 


s 


- 


I2 


n 




IN. 


LBS./FT. 


IN. 


SQ.IN. 


IN,« 


IN.3 


IN. 


IN.« 


IN. 


IN. 


LBS./FT. 


IN. 


SQ.IN. 


IN.» 


IN. 


LBS./FT. 


IN. 


SQ.IN. 


IN.4 


IN.3 


IN.' 


IN, 


IN. 


LBS./FT. 


IN. 


SQ.IN. 


IN.* 


IN.' 


IN. 


IN.* 


IN. 




27 


90* 


.52U 


26.33 


2958.3 


219.1 


10.60 


75.3 


1.69 


12 


55 
50 
45 
40 


.82 
.70 
.58 
.46 




16.18 
14.71 
13.24 
11.84 


321.0 
303.4 
285.7 
269.0 


53.5 
50.6 
47.6 
44.8 


4.45 
4.54 
4.65 
4.77 


17.5 
16.1 
14.9 
13 8 
10.1 
9.5 


1.04 
1.05 
1.06 
1.08 
0.9(1 
1.01 


24 


105t 
100 

95 

90 

85 

80 


.63 
.75 
.69 
.63 
.57 
.50 


f 

1 

ft 

i 


30.98 
29.41 
27.94 
26.47 
25.00 
23.32 


2811.5 
2379.6 
2309.0 
2238.4 
2167.8 
2087.2 


234.3 
198.3 
192.4 
186.5 
180.7 
173.9 


9.53 
8.99 
9.09 
9.20 
9.31 
9.46 


78.9 
48.6 
47.1 
45.7 
44.4 
42.9 


1.60 
1.28 
1.30 
1.31 
1.33 
1.36 


12 


55 
50 
45 
40 


.82 
.70 
.58 
.46 


H 
ft 
ft 


16.18 
14.71 
13.24 
11.84 


321.0 
303.4 
285.7 
268.9 


53.5 
50.6 

47.6 
44.8 


4.45 
4.54 
4.65 
4.7? 


17.5 
16.1 
14.9 
13.8 


1.04 
1.05 
1.06 
1.08 




24 


115 
110 
105 


.75 
.69 
.63 


i 
i 


33.98 
32 48 
30.98 


2955.5 
2883.0 
2811.5 


246.3 
240.3 
234 3 


9.33 
9.42 
9.53 
9.00 
9.09 
9.20 
9.31 
9 46 


83.2 
81.0 
78.9 
48.6 
47.1 
45.7 
44.4 
42.9 


1.57 
1.58 
1.60 
1.28 
1.30 
1.31 
1.33 
1.36 




100 
95 
90 
85 
80 


.75 
.69 
.63 
.57 
.50 


} 
U 

1 

i 


29.41 
27.94 
26.47 
25.00 
23.32 


2379.6 
2309.0 
2238.4 
2167.8 
2087.2 


198.3 
192.4 
186.5 
180.7 
173.9 


35 
31J 


.44 
.35 


A 
A 


10.29 
9.26 


228.3 
215.8 


38.0 
36.0 


4.71 
4.83 


35 
31J 


.44 
.35 


ft 
ft 


10.29 
9.26 


228.3 
215.8 


38.0 
36.0 


4.71 
4.83 


10.1 
9.5 


0.99 
1.01 




28* 


[.28 


J 


8.15 


199.4 


33.2 


4,95 


12,6 


1.24 


20 


100 
95 
90 
85 
80 


.88 
.81 
.74 
.66 
,60 


} 

« 
i 

t 
ft 


29.41 
27.94 
26.47 
25.00 
23.73 


1655.6 
1606.6 
1557.5 
1508.5 
1466.3 


165.6 
160.7 
155.8 
150.9 
146.6 


7.50 
7.58 
7.67 
7.77 
7.86 


52.7 
50.8 
49.0 
47.3 
45.8 


1.34 
1.35 
1.36 
1.37 
1.30 


10 


40 
35 
30 
25 


.75 
.60 
.46 
.31 


ft 
ft 


11.76 
10.29 
8.82 
7.37 


158.7 
146.4 
134.2 
122.1 


31.7 
29.3 
26.8 
24.4 


3.67 
3.77 
3.90 
4.07 


9.5 0.90 
8.5 0.91 
7.7 0.93 
6.9 0.97 




10 


40 
35 
30 
25 


.75 
.60 
.46 
.31 


3 


11.76 
10 29 
8.82 
7.37 


158.7 
146.4 
134.2 
122.1 


31.7 
29.3 
26.8 
24.4 


3.67 
3.77 
3.90 
4.07 


9,5 
8.5 
7.7 
6,9 


0.90 
0.91 
0.93 
0.97 




74' 


.48 


IS 


21.70 


1950.1 


162.5 


9.48 


61.2 


1.68 




21 


aof 


.43|/sl 17.68 11235.5 


117.7 


8.36|43.5 


1.57 


9 


35 
30 
25 
21 




10.29 
8.82 
7.35 
6.31 


111.8 
101.9 
91.9 
84.9 


24.8 
22.6 
20.4 
18.9 


3.30 
3.40 
3.54 
3.67 


7.3 0.84 

6.4 0.85 
5.70.88 
5.2 0.90 




20 


100 
95 
90 
85 

80 


.88 
.81 
.74 
.66 
60 


i 

1 


29.41 
27.94 
26.47 
25.00 
23.73 


1655.6 
1606.6 
1557.6 
1508.5 
1466.3 


165.6 
160.7 
155.8 
150.9 
146.6 


7.50 
7.58 
7.67 
7.77 
7 86 


52.7 
50.8 
49.0 
47.3 
45.8 


1.34 
1.35 
1.36 
1.37 
1.39 


22i' 


.25 


V 


6.54 


113.6 


22.7 


4.17 


9,0 


1.17 


.57 
.41 
.29 


la 

ft 

J 

i 




9 


35 
30 
25 
21 


.73 
.57 
.41 
.29 


H 
A 
i 

i 


10.29 
8.82 
7.35 
6.31 


111. 8 
101.9 
91.9 
84.9 


24.8 
22.6 
20.4 
18.9 


3.29 
3.40 
3.54 
3.67 


7.3 
6.4 
5.7 
5.2 


0.84 
0.85 
0.88 
0.90 


75 
70 
65 


,65 
,58 
,50 


ft 
i 


22.06 
20.59 
19.08 


1268.8 
1219.8 
1169.5 


126.9 
122.0 
117.0 


7.58 
7.70 
7.83 


30.3 
29.0 
27.9 


1.17 
1.19 
1.21 




8t 


25i 
23 
20i 
18 


.54 
.45 
.36 
.27 


i 
ft 
ft 
i 


7.50 
6.76 
6.03 
5.33 


68.4 
64.5 
60.6 
56.9 


17.1 
16.1 
15.2 
14.2 


3.02 
3.09 
3.17 
3.27 


4.8 0.80 




75 
70 
65 


.65 
.58 
.50 


f 


22.06 
20.59 
19.08 


1268.8 
1219.8 
1169 5 


126.9 
122.0 
117.0 


7.58 
7.70 
7.83 


30.3 
29.0 
27.9 


1.17 
1.19 
1.21 


8 


251 
23 
20i 
18 


.54 
.45 
.36 
.27 


I 

ft 
J 


7.50 
6.76 
6.03 
5.33 


68,4 
64.5 
60.6 
56.9 


17.1 
16.1 
15.2 
14.2 


3.02 
3.09 
3.17 
3.27 


4.8 
4.4 
4.1 
3.8 


0.80 
0.81 
0.82 
0.84 


18 


70 
65 
60 
65 


.72 
.64 
.56 
.46 


i 
ft 


20.59 
19.12 
17.65 
15.93 


921.2 
881.5 
841.8 
795.6 


102.4 
97.9 
93.5 
88.4 


6.69 
6.79 
6.91 
7.07 


24.6 
23.5 
22.4 
21.2 


1.09 
1.11 
1.13 

1.15 


4.4 ' " 

4.1 

3.8 


0.81 
0.82 
0.84 

n 7A 




18 


90 
85 
80 
75 


.81 
.73 
.64 
.56 


i 

is 


26.47 
25.00 
23.53 
22.05 


1260.4 
1220.7 
1181.0 
1141.3 


140.0 
135.6 
131.2 
126.8 


6.90 
6.99 
7.09 
7.19 


52.0 
50.0 
48.1 
46.2 


1.40 
1.42 
1.43 
1.45 


7 


20 
17J 
15 


.46 
.35 
.25 


ft 
ft 

i 


5.88 
5.15 
4.42 


42.2 
39.2 
36.2 


12.1 
11.2 
10.4 


2.68 

2.76 
2.86 


3 2 




17^ 


.22 


ft 


5.12 


58.4 


14.6 


3.38 


6.2 


1.10 


2.9 0.76 
2.7 0.78 




7 


20 

m 

15 


.46 
35 
.25 


ft 
i 


5.88 
5.15 

4.42 


42.2 
39.2 
36.2 


12.1 
11.2 
10.4 


2.68 
2.76 
2.86 


3.2 
2.9 
2.7 


0.74 
0.76 
78 


15 


100 
95 
90 
85 
80 


I.IS 
1.00 
.99 
.89 
.81 


ift 
ift 
1 
J 
13 


29.41 
27.94 
26.47 
25.00 
23.53 


900.5 
872.9 
845.4 
817.8 
795.5 


120.1 
116.4 
112.7 
100.0 
106.1 


5.53 
5.59 
5.65 
5.72 
5.78 


31.0 
48.4 
45.9 
43.6 
41.8 


1.31 
1.32 
1.32 
1.32 
1.32 




6 


14J 
12i 


.48 
.35 
.23 


ft 
ft 
ft 


5.07 
4.34 
3.61 


26.2 
24.0 
21.8 


8.7 
8.0 
7.3 


2.27 
2.35 
2.46 


2.40.68 
2.10.69 
1.9 0.72 




70 
65 
60 
65 


.72 
.64 
.56 
.46 




20.59 
19.12 
17.65 
15.93 


921.2 
881.5 
841.8 
795.6 


102.4 
97.9 
93.5 
88.4 


6.69 
6.79 
6.91 
7.07 


24.6 
23.5 
22.4 
21.2 


1.09 
1.11 
1.13 
1.15 




6 


m 

14} 
121 


.48 
.35 
.23 


ft 
ft 


5.07 
4.34 
3.61 


26.2 
24.0 
21.8 


8.7 
8.0 
7.3 


2.27 
2.35 
2.46 


2.4 
2.1 
1.9 


0.68 
0.69 
0.72 




6 


145 
12i 
91 


.50 
.36 
.21 


i 

ft 
A 


4.34 
3.60 
2.87 


15.1 
13.6 
12.1 


6.1 
5.4 
4.8 


1.87 
1.94 
2,05 


1.70.63 
1.5 0.63 
1.2 0.65 




48* 


.38 


i 


14.08 


737 1 81.9 


V.23 


30.0 


1.46 


5 


145 

12i 
9f 


.50 
.36 
.21 


i 

ft 
ft 


4.34 
3.60 
2.87 


15.2 6.1 
13.6 5.5 
J2.1 4.8 


1.87 
1.04 
2,05 


1.7 

1.5 
1.2 


0.63 
0.63 
0.65 


75 
70 
65 
60 


.88 
.78 
.69 
.59 


i 
i 

H 
ft 


22.06 
20.59 
19.12 
17.67 


691.2 
663.7 
636.1 
609.0 


92.2 
88.5 
84.8 
81.2 


5.60 
5.68 
5.77 
5.87 


30.7 
29.0 
27.4 
26.0 


1.18 
1.19 
1.20 
1.21 




16 


75 
70 
65 
60 


.88 
.78 
.69 
.59 


t 
S 
H 


22.06 
20.59 
19.12 
17.67 


691.2 
663.7 
636.1 
609.0 


92.2 
88.5 
84.8 
81.2 


5.60 
5.68 
5.77 
5.87 


30.7 
29.0 
27.4 
26.0 
17.1 
16.0 
15.1 
14.6 


1.18 
1.19 
1.20 
I 21 
1.02 
1.04 
1.07 
1.08 




4 


94 

Si 
7J 


.41 
.34 
.26 
.19 


1 
A 
i 
ft 


3.09 
2.79 
2.50 
2.21 


7.1 

6.7 
6,4 
6.0 


3.6 
3,4 
3,2 
3,0 


1.52 
1.54 
1.59 
1.64 


1.0 0.57 
0.9 0.58 
0.9 0.58 
0.8 0.59 




4 


m 

9J 
7i 


.41 
34 
.26 
.19 


s 
ft 
i 
ft 


3. CO 
2.79 
2.50 
2.21 


7.1 
6.8 
6.4 
6,0 


3.6 
3.4 
3.2 
3 


1.52 
1.55 
1.59 
1 64 


1.0 

0.9 
0.9 

ns 


0.57 
0.58 
0.58 
59 




55 
50 
45 
42 


.66 
.56 
.46 
.41 


f 
1 


16.18 
14.71 
13.24 

12.48 


511.0 
483.4 
455.9 
441.8 


68.1 
64.5 
60.8 
58.9 


5.62 
5.73 
5.87 
5.95 




55 
50 
45 
42 


.66 
.56 
.46 
.41 


ft 


16.18 
14.71 
13.24 
12.48 


511.0 
483.4 
455.8 
441.8 


68.1 
64.5 
60.8 
58.9 


5.62 
5.73 
5.87 
5.95 


17.1 
16.0 
15.1 
14.6 


1.03 

1.04 
1 07 
1.08 




3 


n 

6i 
Si 


.36 
.26 
.17 


i 
i 
i 


2.21 
1.91 
1.63 


2.? 
2.7 
2.5 


1.9 
1.8 
1.7 


1.15 
1.19 
1.23 


0.6 
0.5 

0.5 


0.52 
0.52 
0.53 


3 


6i 


.36 
.26 
.17 


S 
I 
i 


2.21 
1.91 
1.63 


2.9 
2 7 


1,9 
1.8 
1.7 


1.15 
1.19 
1.23 


o.e 

0.6 
0.5 


0.52 
52 




37r 


.33 


A 


10.91 


405.5 


54.1 


6.10 


19.9 


1.35 




2.5 


0.53 



SUPPLEMENTARY BEAM. 



t SPECIAL. 



t CAMBRIA STS WEIGH 251, 22i, 201 AND 18. 























PROPERTIES OF CHANNELS 
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IF 


THE THICKNESS OF THE WEB IS MORE THAN ^ BELOW AN EVEN SIXTEENTH, 


THE NEXT 


2 

1_ 




















LOWER SIXTEENTH IS GIVEN IN THE TABLE BELOW 








f 
















/ 


= THE 


MOMENT OF INERTIA OF THE CROSS SECTION ABOUT THE AXIS 


1-1 








jP 








r— ' 














s 


= THE 


CORRESPONDING SECTION MODULUS ABOUT THE AXIS 1-1 
































r 


= THE 


CORRESPONDING RADIUS OF GYRATION ABOUT THE AXIS 1-1 








. 










—3 














7 


i=THE 


MOMENT OF INERTIA OF THE CROSS SECTION ABOUT THE AXIS 2-8 
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S2= THE 


CORRESPONDING SECTION MODULUS ABOUT THE AXIS 2-2 
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2= THE 


CORRESPONDING RADIUS OF GYRATION ABOUT THE AXIS 2-2 
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X 

2 


UJ III 

X X 

1- h 

II II 


DISTANCE FROM THE BACK OF THE WEB TO THE CENTER OF GRAVITY 
DISTANCE BACK TO BACK OF WEBS WHICH MAKES h = h = il 






,L 




J z 
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• 


NOT STANDARD FOR ALL STEEL COMPANIES 
















SIZE 


WEIGHT 


WEB 


AREA 
SQ. IN. 


/ 


5 


r 


h 


S2 ■ 


■-a 


X 


z 


SIZE 


WEIGHT 


WEB 


■AREA 


/ 


s 


r 


'. 


s. 


fi 


X 


z 


IN. 


LBS. /FT. 


IN. 


IN < 


IN. 3 


IN. 


IN.* 


IN.' 


IN. 


IN. 


IN, 


IN. 


LBS. /FT. 


IN. 


SQ. IN. 


IN," 


IN. 3 


IN. 


IN,« 


IN.^' 


IN. 


IN. 


IN. 




55 


.82 


\i 


16.18 


430.2 


67.4 


5.16 


12.2 


4.1 


0.87 


0.82 


8.53 




21i 


.58 


ti 


6.25 


47,8 


11.9 


2.76 


2.3 


1.1 


0.60 


0.59 


4.22 




50 


.72 


U 


14.71 


402.7 


53.7 


5.23 


11.2 


3.8 


0.87 


0.80 


8.72 




185 


.49 


} 


5.51 


43.8 


11.0 


2.82 


2.0 


1.0 


0.60 


0.57 


4.37 


16 


i& 


.62 


f 


13.24 


375.1 


50.0 


5.32 


10.3 


3.6 


0.88 


0.79 


8.92 


8 


16i 


.40 


* 


4.78 


39.9 


10.0 


2.89 


1.8 


1.0 


0.61 


0.56 


4.53 


40 


.52 


J 


11.76 


347.5 


46.3 


5.44 


9,4 


3.4 


0.89 


0.78 


9.16 




13J 


.31 


■A 


4.04 


36.0 


9.0 


2.98 


1.6 


0.9 


0.62 


0.56 


4.72 




35 


.43 


A 


10.29 


319.9 


42.7 


5.57 


8.5 


3.2 


0.91 


0.79 


9.42 




Hi 


.22 


A 


3.35 


32.3 


8.1 


3.10 


1.3 


0.8 


0.63 


0.68 


4.92 




33 


.40 


i 


9.90 


312.6 


41.7 


5.62 


8.2 


3.2 


0.91 


0.79 


9.51 






























19} 


.63 


* 


6.81 


33.2 


9.5 


2.. 39 


1.9 


1.0 


0.56 


0.58 


3.48 






























50 


.79 


i 


14.71 


313.7 


48.3 


4.62 


16.7 


4.9 


1.07 


0.98 


7.02 




17i 


,63 


* 


5.07 


30.2 


8.6 


2.44 


1.6 


0.9 


0.56 


0.56 


3.64 




45 


.68 


a 


13.24 


292.9 


45.1 


4.70 


15,3 


4.6 


1.08 


0.97 


7.22 


7 


14} 


.42 


■ft 


4.34 


27.2 


7.8 


2.50 


1.4 


0.8 


0.57 


0.54 


3.80 


13* 


40 


.57 


A 


11.76 


272.2 


41.9 


4.81 


13.9 


4,3 


1.09 


0.97 


7.44 




12i 


,32 


ft 


3.60 


24.2 


6.9 


2.59 


1.2 


0.7 


0.58 


0.53 


3.99 


37 


.50 


1 


10.88 


259.8 


40.0 


4.89 


13.1 


4,2 


1,10 


0.98 


7.56 




9} 


.21 


ft 


2.85 


21.1 


6.0 


2.72 


1.0 


0.6 


0.59 


0.55 


4.21 




35 
32 


.45 
.38 


ft 


10.29 
9.30 


251.5 
237.5 


38 7 
36.5 


4.94 
5.05 


12.5 
11 5 


4,1 
3.9 


1,10 
1,11 


0.99 
1.01 


7.66 
7.84 
















































































6 


15i 
13 


.56 
.44 


ft 
ft 


4.56 
3,82 


19 5 
17.3 


6.5 

5.8 


2.07 
2.13 


1.3 
1.1 


0.7 
0.7 


0.63 
0.53 


0.65 
0.52 


2.90 
3.08 




40 


.76 


1 


11.76 


196,9 


32.8 


4.09 


6.6 


2.5 


0.75 


0.72 


6.60 




35 


.64 


t 


10.29 


179.3 


29.9 


4.17 


5.9 


2.3 


■ 0.76 


0.69 


6,83 


lOi 


.32 


ft 


3 00 


15.1 


5.0 


2.21 


0.9 


0.6 


0.53 


0.50 


3.29 


12 


30 
25 


.51 

.39 


i 

il 


8.82 
7.35 


161.7 
144.0 


26.9 
24.0 


4.28 
4.43 


5.2 
4.5 


2.1 
1.9 


0.77 
0.78 


0.68 
0.68 


7,06 
7.36 




8 


.20 


ft 


2,38 


13.0 


4.3 


2.34 


0.7 


0.5 


0.54 


0.52 


3.51 






























Mi 


.28 


i 


6.03 


128,1 


21.4 


4.61 


3,9 


1.8 


0.81 


0.70 


7.67 


6 


lU 
9 
6i 


.48 
,33 
.19 


ft 
ft 
ft 


3.38 
2.65 
1.95 


10.4 
8.9 
7.4 


4,2 
3.6 
3.0 


1.75 
1.83 
1.95 


0.8 
0.6 
0.5 


0.5 
0.5 
0.4 


0.49 
0.49 
0,50 


0.61 
0.48 
0,49 


2.35 
2.57 
2.79 




35 


.82 


18 


10 29 


115.5 


23.1 


3.35 


4,7 


1.9 


0.67 


0.70 


5.17 


10 


30 
25 


.68 
.53 


i 


8.82 
7 35 


103.2 
91.0 


20.6 
18.2 


3.42 
3.52 


4,0 
3.4 


1.7 
1 5 


0.67 
0.68 


0.65 
0.62 


5.40 
5.66 






























7J 


,33 


ft 


2.13 


4.6 


2.3 


1.46 


0,4 


0.4 


0.46 


0.46 


1.88 




20 


.38 


i 


5.88 


78.7 


15.7 


3 66 


2.9 


1.3 


0.70 


0.61 


5.97 


4 


6i 


.25 


>, 


1.84 


4.2 


2.1 


1.51 


4 


0.3 


0.45 


0.46 


1.96 




IS 


.24 


i 


4,46 


66.9 


13.4 


3 87 


2.3 


1.2 


0.72 


0.64 


6.33 




61 


.18 


ft 


1.55 


3.8 


1.9 


1.56 


0.3 


0.3 


0.45 


0.46 


2.08 




26 


62 


, 


7.35 


70,7 


15.7 


3.10 


3.0 


1.4 


0.64 


0.62 


4.83 






























20 


.45 


I'm 


5.88 


60,8 


13.5 


3.21 


2.5 


1 2 


0.65 


0.58 


5.14 




6 


.36 


i 


1,76 


2.1 


1.4 


1.08 


3 


0.3 


0.42 


0.46 


1.10 


9 


16 


.29 


t 


4.41 


50,9 


11,3 


3.40 


2.0 


1.0 


0.67 


0.59 


5.49 


3 


5 


.26 


1 


1.47 


1.8 


1.2 


1.12 


0.3 


0.2 


0.42 


0.44 


1.17 




Ui 


.23 


A 


3.89 


47.3 


10.5 


3.49 


1.8 


1.0 


0.67 


0.61 


5.62 




4 


.17 


4 


1.19 


1.6 


1.1 


1,17 


0.2 


0.2 


0.41 


0.44 


1.29 
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PROPERTIES OF BETHLEHEM I-BEAMS AND GIRDER BEAMS, AND LIST OF SHIPPING MARKS 



:-U 



IF THE THICKNESS OF THE WEB IS MORE THAN ^ BELOW AN EVEN SIX' 
TEENTH, THE NEXT LOWER SIXTEENTH IS GIVEN IN THE TABLE BELOW 

/ = THE MOMENT OF INERTIA OF THE CROSS SECTION ABOUT THE AXIS 1-1 
S = THE CORRESPONDING SECTION MODULUS ABOUT THE AXIS 1-1 
r = THE CORRESPONDING RADIUS OF GYRATION ABOUT THE AXIS 1-1 
/2=THE MOMENT OF INERTIA OF THE CROSS SECTION ABOUT THE AXIS 2-2 
rj=THE CORRESPONDING RADIUS OF GYRATION ABOUT THE AXIS 2-2 



BETHLEHEM I-BEAMS 



SIZE WEIGHT 



30 



28 



24 



20 



18 



16 



12 



10 



105 



81 
83 
73 



82 
72 



64 
69 



59 
S4 
52 
481 



71 
64 
54 
46 
41 



SQ.IN, 



.50 



36 
32 

2SJ 



28J 
23i 



24 
20 



m 
m 



.25 



AREA 



35.30 



26.49 



24.80 
24.59 
21.47 



24.17 
21.37 
20.26 
18.86 
17.36 



17.40 
15.87 
15.24 
14.25 



20.95 
18.81 
15.88 
13.52 
12.02 
11.27 



10.61 
9.44 
8.42 



8.34 
6.94 



7.04 
6.01 



5.78 
5.18 



IN.' 



5239.6 



4014.1 



2977.2 



2381.9 
2240.9 
2091.0 



1559.8 
1466.5 
1268.9 
1222.1 
1172.2 



883.3 
842.0 
825.0 
798.3 



349.3 



286.7 



229.0 



198.5 
186.7 
174.3 



156.0 
146.7 
126.9 
122.2 
117.2 



8.1 



91.7 
88.7 



796.2 
664.9 
610.0 
484.8 
456.7 
442.6 



269.2 
228.5 
216.2 



134.6 
122.9 



85.1 



60.6 
67.4 



106.2 
88, 
81, 
64.6 
60, 
59.0 



44.9 
38.1 
36.0 



26.9 
24.6 



20.5 
18.9 



15.1 
14.3 



IN. 



12.18 



10.60 



9.55 
9.87 



8.03 
8.28 
7.91 
8.05 
8.22 



7.12 

7.28 
7.36 
7.48 



6.16 

5.96 

6.20 

5, 

6.16 

6.27 



IN.* 



131.5 



101.2 



91.1 
78.0 
74.4 



79.9 
75.9 
51.2 
49.8 
48.3 



39.1 
37.7 
37.1 
36.2 



61.3 
41.9 
38.3 
25.2 
24.0 
23.4 



5.04 
4.92 
5.07 



4.02 
4.21 



3.62 
3.76 



21.3 
16.0 
15.3 



12.1 
11.2 



8.2 



2.16 



2.06 



1.95 



BETHLEHEM GIRDER BEAMS 



IN. 



LBS./FT, 



30 



200 
180 



26 



24 



15 



12 



180 
166 



160 
150 



140 
120 



140 
112 



92 



140 
104 
73 



70 
55 



32i 



SQ. IN. 



58.71 
53.00 



62.86 
48.47 



9150.6 
8194.5 



7264.7 
6562.7 



46.91 
43.94 



41.16 
35.38 



41.19 
32.81 



2934.7 
2342.1 



27.12 



41.27 
30.50 
21.49 



20.58 
16.18 



12.95 



11.22 



9.54 



5620, 
5153.9 



4201.4 
3607.3 



IN.» 



610.0 
546.3 



12, 
12.43 



518.9 



432.4 
,5 



350.1 
300, 



1591.4 



1592.7 
1220.1 
.4 



212.4 
7 
117.8 



432.0 



170.9 



293.5 
234.2 



176.8 



72.0 



48.8 



38.0 



28.6 



11.72 
11.64 



10.95 
10.83 



10.10 
10.10 



8.44 
8.45 



6.21 
6.32 
6.41 



5.12 
5.17 



4.34 



3.90 



3.46 



IN. 



630.2 
433.3 



533.3 
371.9 



435.7 
314.6 



346.9 
249.4 



182.6 



331.0 
213.0 
123.2 



3.28 
2.86 



3.18 
2.77 



3.05 
2. 



2.91 
2.70 



2.69 



114.7 
81.1 



57.3 



2.10 



32.9 



EACH MEMBER WHICH IS SHIPPED SEPARATELY SHOULD BE MARKED WITH A CHAR' 
ACTERISTIC LETTER OR LETTERS FOLLOWED BY A SPECIFIC NUMBER, THUS:B/*, LO 2 

ALL MEMBERS WHICH ARE INTERCHANGEABLE, EXCEPT OFFICE BUILDING COLUMNS,* 
SHOULD BEAR THE SAME MARKS. 

MEMBERS WHICH ARE. EXACT OPPOSITES SHOULD BE MARKED RIGHT AND LEFT, 
THUS: C rS", C 78'-, THE ONE SHOWN ON THE DRAWING BEING THE RIGHT. 

IN ALL OTHER CASES, MEMBERS SHOULD BEAR DIFFERENT MARKS. 

THE MORE COMMON CHARACTERISTIC LETTERS USED FOR SHIPPING MARKS (ADAPTED 
FROM THE STANDARDS OF THE AMERICAN BRIDGE COMPANY) ARE GIVEN BELOW: — 



BUILDING WORK 



ANGLE BRACING D 

BEARING PLATES MP 

BUCKLED PLATES BP 

CAST BASES CB 

CASTINGS. MISCELLANEOUS, STANDARD A 

"■ ■ " SPECIAL H 

COLUMNS AND POSTS, MILL BUILDINGS, ETC. C 

OFFICE BUILDINGS • 

CRANE STOPS CS 

FLOOR PLATES FP 

GIRTS, AND PENT HOUSE FRAMING f 

GIRDERS, PLATE Gt 

LATTICED LG 

HOPPERS, BINS, AND CHUTES H 

I-BEAMS ANDCHANNELS,MILLBUILDINGS,ETC.S 

OFFICE " J 

KNEE BRACES K 

LINTELS L 

MISCELLANEOUSANGLES, PLATES,BRACKETS M 

PURLINS P\ 

RAFTERS R 

RAILINGS H 

RAILING POSTS P 

RODS, BRACING X 

" TIE AND SAG, LENGTH IN INS., THUS: @ 
SIDE WALL, PARTITION, & CEILING FRAMING F 

SMOKE FLUES SF 

SPLICE PLATES SP 

STRUTS S 

TRUSSES, COMPLETE .. T 

TRUSS MEMBERS AS FOLLOWS: — 





BRIDGE WORK 



ANGLE BRACING, BETWEEN STRINGERS.... D 

BOTTOM LATERALS L 

TOP " 7" 

BED PLATES, EXPANSION END RP 

FIXED END FP 

BRACKETS B 

BUCKLED PLATES BP 

CAST PEDESTALS CP 

CROSS FRAMES CF 

END POSTS EP 

FLOOR BEAMS F 

GIRDERS, PLATE fl 

" LATTICED LO 

KNEE BRACES K 

MISCELLANEOUS ANGLES M 

PLATES P 

PINS PANEL POINT LETTER 

RAILINGS R 

RAILING POSTS P 

ROLLER NESTS RN 

SHOES, EXPANSION RS 

FIXED FS 

SHOE STRUTS ES 

SPLICE PLATES SP 

STRINGERS S 

STRUTS, BOTTOM LATERAL BS 

TOP " TS 

PORTAL PS 

SWAY BRACING SB 

TRUSSES, COMPLETE T 

TRUSS MEMBERS AS FOLLOWS: — 




X 
ROOF 



^ He K e ' H 

THE INTERSECTION POINTS OF 

TRUSSES SHOULD BE LETTERED, AND EACH 
SEPARATE MEMBER SHOULD BEAR THE LET- 
TERS AT THE ENDS. THUS: 60 2, EK /«. 

WHEN TRUSSES ARE SHIPPED IN SECTIONS, 
SUCH SECTIONS MAY BE MARKED PT (PART 
TRUSS), UNLESS SHIPPED IN HALVES, AS 
SHOWN IN THE FIGURE ABOVE. WHEN THE 
HALF AEG IS MARKED AH, AND THE HALF 
XEG IS MARKED XH, THE PEAK PLATE BEING 
SHIPPED ON THE AH HALF. 




THE UPPER PANEL POINTS OF A BRIDGE 
TRUSS SHOULD BE MARKED U7, U2, ETC., 
AND THE LOWER PANEL POINTS LO.LI, ETC, 
SO THAT L 1 IS UNDER U 1. THE END POST 
(LO-Ul) SHOULD BE MARKED EP, BUT EACH 
OTHER MEMBER SHOULD BEAR THE MARKS 
OF THE PANEL POINTS BETWEEN WHICH IT 
EXTENDS, THUS : — i 7-2, U 1-3. L 1-U 1. L2-U 1. 
THE MEMBERS OF THE LEFT HALF OF THE 
FAR TRUSS SHOULD BE DRAWN AND CON- 
SIDERED RIGHT.THE OTHERS BEING MARKED 
R AND L ACCORDINGLY, 



Each office building column should bear either the Numbers of the floors between which it extends or 
e^se the Letters of the floors which it supports. Thus: — Col. 13 (0-2) or AB 13- Col. 25 (5-6) or EF 25 
Office building columns should be numbered consecutively on the plans so that no two bear the same mark, 
even though alike. The same number should be maintained from the basement to the roof, thus section GH 16 
IS spliced to the top of section EFId. f Each office building girder should bear the floor number in addition 
to the mark, thus:— 67 (2nd Fl.) J Each office building beam should bear either the number or the letter 
of the floor for which it is intended, thus: — ^40 — I ST Fl. or /I 40; #1 5 — 8TH F|. or f 75' #30 — Roof or #30- 
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EQUAL LEGS 








? 












UNEQUAL 


LEGS 






i- 


^ 








adopted 1910 by association of american 
Steel manufacturers 


; /CENTER OF 


GRAVITY 




ADOPTED 1910 BY ASSOCIATION OF AMERICAN 
MANUFACTURERS 


STEEL 


iL-CEBTIROr 


GRAVITY 






k ^M 




S ^M 


SIZE 


THICK- 
NESS 


WEIGHT 
PER FT. 


AREA 


's 


*S 


'■s 


X 


I'M 


SIZE 


THICK- 
NESS 


WEIGHT 
PER FT. 


AREA 


's 


*,s 


's 


X 


'l 


"l 


••l 


y 


•■m 


INCHES 


INCHES 


POUNDS 


SQ. IN. 


IN.* 


IN." 


IN. 


IN. 


IN. 


INCHES 


INCHES 


POUNDS 


SQ. IN. 


IN,* 


IN.3 


IN, 


IN. 


IN.« 


IN.s 


IN. 


IN. 


IN. 




li 


56.9 


16.73 


98.0 


17.5 


2.42 


2.41 


1.55 




i 


27.2 


7.98 


27.7 


7.2 


"ITSO'^ 


2.12 


9.8 


3.4 


1.11 


1.12 


0.86 




lA 


84.0 


15.87 


93.5 


16.7 


2.43 


2.39 


1.56 




i% 


25.4 


7.47 


26.1 


6.7 


1.87 


2.10 


9.2 


3.2 


1.11 


1.10 


0.86 




1 


61.0 


15.00 


89.0 


15.8 


2,44 


2^37 
2.34 


1.56 
1.56 




i 


23.6 


6.94 


24.5 


6.2 


1.88 


2.08 


8.7 


3.0 


1.12 


1.08 


0.86 




IS 


48.1 


14.12 


. 84.3 


14^9 


2.44 


6x4 


^* s 


21.8 
20.0 


6.40 
5.86 


22.8 
21.1 


5.8 
6.3 


1.89 
1.90 


2.06 
2.03 


8.1 
7.6 


2,8 
2.5 


1.13 
1.13 


1.06 
1.03 


0.86 
0.86 


8x8 




45.0 


13.23 


79.6 


14.0 


2.45 


2,32 


1.56 


ft 


18.1 


6.31 


19.3 


4.8 


1.90 


2.01 


6.9 


2.3 


1.14 


1.01 


0.87 


ii 


42.0 


12.34 


74.7 


13.1 


2.46 


2.30 


1.67 




i 


16.2 


4.76 


17.4 


4.3 


1.91 


1.99 


6.3 


2.1 


1.16 


0.99 


0.87 






38.9 


11,44 


69.7 


12.2 


2.47 


2,28 


1.57 




ft ] 


14.3 


4.18 


16.6 


3.8 


1.92 


1.96 


5.6 


1.8 


1.16 


0.96 


0.87 




H 


35.8 


10.53 


64.6 


11.2 


2.48 


2,25 


1.68 






12.3 


3.61 


13.6 


3.3 


1.93 


1.94 


4.9 


1.6 


1.17, 


0.94 


0.88 






32.7 


9.61 


59,4 


10.3 


2.49 


2.23 


1.58 




i 


25.7 


7.56 


26.4 


7.0 


1.87 


2.22 


6.6 


2.6 


0.93 


0.97 


0.75 




A 


29.6 


8.68 


54 1 


9.3 


2.50 


2.21 


1.58 




}8 


24.0 


7.06 


24.9 


6.6 


1.88 


2.20 


6.2 


2.4 


0.94 


0.95 


0.75 






26.4 


7.75 


48.6 


8.4 


2.51 


2.19 


1.58 




i 


22.4 


6.56 


23.3 


6.1 


1.89 


2.18 


5.8 


2.3 


0.94 


0.93 


0.75 




















6x3^ 


15 


20.6 


6.06 


21.7 


6.6 


1.89 


2.15 


5.6 


2.1 


0.95 


0.90 


0.75 




1 


37.4 


11.00 


35.5 


8.6 


1.80 


1.86 


1.16 


i 


18.9 


6,55 


20.1 


6.2 


1.90 


2.13 


5.1 


1.9 


0.96 


0.88 


0.75 




ii 


35.3 


10.37 


33.7 


8.1 


1.80 


1.84 


1.16 


ft 


17.1 


6.03 


18.4 


4.7 


1.91 


2.11 


4.7 


1.8 


0.96 


0,86 


0.75 






33.1 


9.73 


31.9 


7.6 


1.81 


1.82 


1.17 




i 


16.3 


4.50 


16.6 


4.2 


1.92 


2.08 


4.3 


1.6 


0.97 


0.83 


0.76 




a 


31.0 


9.09 


30.1 


7.2 


1.82 


1 80 


1.17 
1.17 




ft 


13.6 


3.97 


14.8 


3.7 


1.93 


2.06 


3.8 


1.4 


0.98 


0.81 


0.76 






28^7 


8^44 


28^2 


6.7 


1^83 


178 




i 


11.7 


3.42 


12.9 


3.3 


1.94 


2.04 


3.3 


1.2 


0.99 


0.78 


0.77 


6x6 


a 


26.5 


7.78 


26.2 


6.2 


1.83 


1.75 


1.17 




\ 


19.8' 


6.81 


13.9 


4.3 


1.55 


1.76 


5.6 


2.2 


0.98 


1.00 


0.76 


ft 


24.2 


7.11 


24.2 


5,7 


1.84 


1.73 


1.17 
1.18 




« 


18.3 


5.37 


13.0 


4.0 


1.56 


1.72 


5.2 


2.1 


0.98 


0.97 


0.75 




21.9 


6.43 


22^1 


5!l 


1.86 


1.71 


5x3^ 


ft* 


16.8 
15.2 


4.92 
4 47 


12.0 
11.0 


3.7 
3.3 


1.56 
1.67 


1.70 
1,68 


4.8 
4.4 


1.9 
1.7 


0.99 
1.00 


0.96 
0.93 


0.75 
0.75 






19.6 


5.75 


19.9 


4,6 


1.86 


1.68 


1.18 


i 


13.6 


4.00 


10.0 


3.0 


1.68 


1.66 


4.0 


1,6 


1.01 


0.91 


0.75 




i. 


17.2 


5.06 


17.7 


4,1 


1.87 


1.68 


1.19 




ft 


12.0 


3.53 


8.9 


2.6 


1.59 


1.63 


3.6 


1,4 


1.01 


0.88 


0.76 






14.9 


4.36 


15.4 


3.5 


1.88 


1.64 


1.19 




t 


10.4 


3.05 


7.8 


2.3 


1.60 


1.61 


3.2 


1,2 


1,02 


0.86 


0.76 






















ft 


8.7 


2.66 


6.6 


1.9 


1.61 


1.69 


2.7 


1.0 


1,03 


0.84 


0.76 






18.5 


5.44 


7.7 


2.8 


1.19 


1.27 


0.77 




























H 


17.1 
15.7 


6.03 
4.61 


7.2 
6.7 


2.6 

2.4 


1.19 
1.20 


1.25 
1.23 


0.77 
0.77 






17.1 
15.7 
14.3 


5.03 
4.61 
4.18 


12.3 
11.4 
10.4 


3.9 
3.5 
3.2 


1.56 
1.57 
1.58 


1.82 
1.80 
1.77 


3.3 
3.1 

2,8 


1.6 
1.4 
1.3 


0.81 
0.81 
0.82 


0.82 
0.80 
0.77 


0.64 
0.64 
0.65 


4x4 


ft 


14.3 


4.18 


6.1 


2,2 


1.21 


1.21 


0,78 


5x3 


12.8 


3.76 


9.5 


2.9 


1.59 


1.75 


2.6 


1.1 


0.83 


0.75 


0.65 




12.8 


3.75 


6.6 


2.0 


1.22 


1.18 


0.78 


ft 


11,3 


3.31 


8.4 


2.6 


1.60 


1.73 


2.3 


1.0 


0.84 


0.73 


0.66 




ft 


11.3 


3.31 


5.0 


1.8 


1.23 


1.16 


0.78 




\ 


9.8 


2.86 


7.4 


2.2 


1.61 


1.70 


2.0 


0.89 


0,84 


0.70 


0.65 






9.8 


2.86 


4.4 


1.5 


1.23 


1.14 


0.79 




ft 


8.2 


2.40 


6.3 


1.9 


1.61 


1.68 


1.8 . 


0.75 


0.85 


0.68 


66 




ft 


8.2 


2.40 


3.7 


1.3 


1.24 


1.12 


0.79 




1 


13.6 


3.98 


6.0 


2.3 


1.23 


1.37 


2.9 


1.4 


0.85 


0.87 


0.64 






13.6 


3.98 


4.3 


1.8 


1.04 


1.10 


0.68 


4x3 




12.4 
11.1 


3.62 
3 25 


5.6 
5.0 


2.1 
1.9 


1.24 
1.26 


1,36 
1,33 


2.7 
2,4 


1.2 
1.1 


0.86 
0.86 


0.86 
0.83 


0.64 
0.64 




ft 


12.4 


3.62 


4.0 


1.6 


1.05 


1.08 


0.68 


9 8 


2.87 


4.5 


1.7 


1.26 


1,30 


2.2 


1.0 


0,87 


0.80 


0.64 


05X02 




11.1 


3.25 


3.6 


1.5 


1.06 


1.06 


0.68 




8.5 


2.48 


4.0 


1.5 


1.26 


1.28 


1,9 


0.87 


0,88 


0.78 


0.64 


ft 


9.8 


2.87 


3.3 


1.3 


1.07 


1.04 


0.68 




ft 


7.2 


2.09 


3.4 


1.2 


1.27 


1.26 


1,7 


0.74 


0,89 


0.76 


0,65 






8.5 


2.48 


2.9 


1.2 


1.07 


1.01 


0.69 






11.4 


3.34 


3.8 


1.6 


1.07 


1.15 


2,6 


1.2 


0.87 


0.90 


0.62 




ft 


7.2 


2.09 


2.5 


1.0 


1.08 


0.99 


0.69 




" i 


10.2 


3.00 


3.6 


1.5 


1.07 


1.13 


' 2,3 


1,1 


0.88 


0.88 


0.62 




1 


9.4 


2.75 


2.2 


1.1 


0.90 


0.93 


0.58 


35x3 




9.1 
7.9 


2.65 
2.30 


3.1 
2.7 


1.3 
1.1 


1.08 
1.09 


1.10 
1.08 


2.1 
1,8 


0,98 
0.85 


0.89 
0.90 


0.85 
0.83 


0.62 
0.62 




ft 


8.3 


2.43 


2.0 


0.95 


0.91 


0.91 


0.68 




6.6 


1.93 


2.3 


1.0 


1.10 


1.06 


1.6 


0.72 


0.90 


0.81 


0.63 


3x3 


ft 


7,2 
6.1 


2.11 
1.78 


1.8 
1.5 


0.83 
0.71 


0.91 
0.92 


0,89 
0.87 


0.58 
0.69 




9.4 
8 3 


2.75 
2 43 


3.2 
2,9 


1.4 
1.3 


1.09 
1.09 


1.20 
1.18 


1,4 
1,2 


0.76 
0.68 


0.70 
0.71 


0,70 
0.68 


0.53 
0.54 






4.9 


1.44 


1.2 


0.58 


0.93 


0.84 


0.69 


35x2^ 


i 


7.2 


2.11 


2,6 


1.1 


1.10 


1.16 


1,1 


0.69 


0.72 


0.66 


0.54 




ft 
ft 
ft 


6.8 
5.9 


2.00 
1.73 


1.1 
0.93 


0.65 
0.57 


0.75 
0.75 


0.78 
0,76 


0.48 
0.48 


^S 


6.1 
4.9 


1.78 
1,44 


2,2 
1.8 


0.93 
0.75 


1.11 
1.12 


1.14 
1.11 


0.94 
0.78 


0.50 
0.41 


0.73 
0.74 


0.64 
0.61 


0.54 
0.64 


2^x2^ 


5.0 
4.1 
3.1 


1.47 
1.19 
0.90 


0.85 
0.70 
0.55 


0.48 
0.39 
0.30 


0.76 
0.77 
0.78 


0,74 
0.72 
0.69 


0.49 
0.49 
0.49 


3x2^ 


^^! 


7.6 
6.6 
5.6 
4.5 


2,21 
1.92 
1.62 
1.31 


1.9 
1,7 
1,4 
1.2 


0.93 
0.81 
0.69 
0.66 


0.92 
0.93 
0.94 
0.96 


0.98 
0.96 
0.93 
0.91 


1.2 
1.0 
0.90 
0.74 


0.66 
0.68 
0,49 
0,40 


0.73 
0.74 
0,74 
0,75 


0.73 
0.71 
0.68 
0.66 


0.52 
0.52 
0.53 
0.53 






4.7 


1.36 


0.48 


0,35 


0.59 


64 


0.39 




*: 


5 3 


1.55 


0.91 


0,56 


0.77 


0.83 


0.51 


0,36 


0.58 


0.58 


0.42 


2x2 


ft 


3.9 


1.15 


0.42 


0,30 


0.60 


61 


0.39 


2^x2 


4 5 


1.31 


0,79 


0,47 


0.78 


0.81 


0,45 


0,31 


0.68 


0.66 


0.42 


ft ^ 


3.2 


0.94 


0.35 


0.25 


0.61 


0.59 


0.39 


3.6 


1.06 


0,65 


0.38 


0.78 


0.79 


0.37 


0.26 


0.59 


.54 


0.42 




2.4 


0.71 


0.28 


0.19 


0,62 


0.67 


0.40 




ft 


2,8 


0,81 


0,51 


0,29 


0.79 


0.76 


0,29 


0.20 


0,60 


0.61 


0,43 
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PROPERTIES 


OF 


SPECIAL ANGLES 


























EQUAL AND UNEQUAL LEGS 








1 














UNEQUAL LEGS 








.^ 




• NOT ROLLED BY ALL THE LEADING STEEL COMPANIES 
FOR ADDITIONAL SECTIONS SEE PAGE 303 


CEUTER 


OF GRAVITY 

-S 


• NOT ROLLED BY ALL THE LEADING STEEL COMPANIES 
FOR ADDITIONAL SECTIONS SEE PAGE 308 


"v 


1 CEBTER or QUI 


vmr 










X'^ 


SIZE 


THICK- 
NESS 


WEIGHT 
PER FT. 


AREA 


's 


«S 


's 


r 


'l 


"i 


'■l 


y 


ru 


SIZE 


THICK- 
NESS 


WEIGHT 
PER FT. 


AREA 


'3 


»S 


's 


- 


'l 


«X 


'i 


y 


'■.Jlf 


INCHES 


INCHES 


POUNDS 


SQ. IN. 


IN.« 


IN.3 


IN. 


IN. 


IN.* 


IN.3 


IN. 


IN. 


IN. 


INCHES 


INCHES 


POUNDS 


SQ. IN. 


IN.' 


m.» 


IN. 


IN. 


IN.* 


IN.» 


IN. 


IN. 


IN. 


* 


U 


28.9 


8.50 


18.7 


5.5 


1.48 


1.69 










0.C6 


• 






24.2 


7.11 


16.4 


5.0 


1.52 


1.71 


9.2 


3.3 


1.14 


1.31 


0.84 


* 




27.2 


7.98 


17.8 


5.2 


1.49 


1.67 










0.96 


* 


i?f 




22.7 


6.65 


15.5 


4.7 


1.53 


1.68 


8.7 


3.1 


1.15 


1.18 


0.84 


* 


il 


25.4 


7.46 


16.8 


4,9 


1.50 


1.66 










0.97 


• 






21.1 


6.19 


14.6 


4.4 


1.64 


1.66 


8.2 


2.9 


1 15 


1.16 


0.84 


• 




23.6 


6.94 


15.7 


4.6 


1.50 


1.62 










0.97 


5x4 


H 




19.5 


5.72 


13.6 


4.1 


1.64 


1.64 


7.7 


2.7 


1.16 


1.14 


0.84 


bxb 


H 


21.8 


6.40 


14.7 


4.2 


1.51 


1.60 










0.97 






17.8 


5.23 


12.6 


3.7 


1.55 


1.62 


7.1 


2.5 


1.17 


1.13 


0.84 




20.0 


5.86 


13.6 


3.9 


1.52 


1.48 










0.97 


ft 




16.2 


4.75 


11.6 


3.4 


1.66 


1.60 


6.6 


2.8 


1,18 


1.10 


0.85 




ft 


18.1 


5.31 


12.4 


3.5 


1.53 


1.46 










0.98 








14.5 


4.25 


10.5 


3.1 


1.57 


1.57 


6.0 


2.0 


1.18 


1.07 


0.85 






16.2 


4.75 


11.3 


3.2 


1.54 


1.43 










0.98 




ft 




12.8 


3.76 ■ 


9.3 


2.7 


1.58 


1.65 


5.3 


1.8 


1.19 


1.05 


0.85 




A 


14.3 


.4.18 


10.0 


2.8 


1.55 


1.41 










0.98 








11.0 


3.23 


8.1 


2.3 


1.59 


1.63 


4.7 


1.6 


1.20 


1.03 


0.86 






12.3 


3.61 


8.7 


2.4 


1.56 


1.39 










0.99 


5x3^: 






22.7 


6.67 


16.7 


4.9 


1.53 


1.79 


6.2 


2.5 


0.96 


1.04 


0.75 


4x4. 


a 


19.9 


5.84 


8.1 


3.0 


1.18 


1.29 










0.77 


H 




21.3 


6.35 


14.8 


4.6 


1.54 


1.77 


5.9 


2.4 


0.97 


1.02 


0.75 




6.6 


1.94 


3.0 


1.0 


1.25 


1.09 










0.79 


5x3: 






21.2 


6.33 


14.8 


4.8 


1.64 


1.88 


3.9 


1.9 


0.79 


0.88 


0.64 


35x35 


a 


17.1 
16.0 


5.03 
4.69 


6.3 
5.0 


2.3 
2.1 


1.02 
1.03 


1.17 
1.15 










0.67 
0.67 


H 




19.9 
18.6 


5.84 
5.44 


14.0 
13.2 


4.5 
4.2 


1.65 
1.55 


1.86 
1.84 


3.7 
3.5 


1.7 
1.6 


0.80 
0.80 


0.86 
0.84 
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8.60137.6 


8.36!l33.8 


'8.16:130.6 


5x35 


ft 


8.94 


8.1c 129.6 


7.90:127.4 


7.82125.1 


7.68!122.9 


7.26:116.2 


6.98111.7 


6.70107.2 






i 


8.72 


8.16:130.6 


8.06:129.0 


7.96127.4 


7.88126.1 


7.60 


121.6 


7.40118.4 


7.20:116.2 
J 


7.04!112.e 


ft 


8.00 
7.06 


7.24115.8 
6. 4C 102.4 


7.12!113.9 
6.30J100.8 


7.0C!112.C 
6.18 98.9 


6.88:110 1 
6.08; 97.3 


6.48:i03.7 
5.74:91.8 


6.24 99.8 
5.54 88.6 


6.00: 96.0 
6.30! 84.8 










: 


i 














1 






6.10 


5.54 88.6 


6.44 87.0 


5.34 85.4 


5.26! 84.2 


4.98; 79.7 


4.7£: 76.6 


4.58: 73.3 






i 


10.88 


9.76156.2 


9.56:153.0 


9.38150.1 


9.20147.2 


i.. 64:138. 2 


8.24131.8 


7.88!126.1 


7.62:120.3 




ft 


5.12 


4.66 74.6 


4.681 73.3 


4.50 72.0 


4.421 70.7 


4.20! 67.2 


4.04! 64.6 


3.88:62.1 






». 


10.06 
9.22 


9.02:141.3 
8.28:132.5 


8.86:141.8 
8.12:129.9 


8.68138.9 
7.96127 4 


S.62:i36.3 
7.82:125.1 


7.98:127.7 
7.34:117.4 


7.66:122.6 
7.02!112.3 


7.30!116.8 
6.70!107.2 


6.98:111.7 
6.42:102.7 




ft 

ftj 


10.06 
9 22 


9.02144.3 
8 28132.5 


8.c6!l41.8 
8.12:129.9 


8.68138.9 
7.96127.4 


8.52:136.3 
7.82il26.] 


7.981127.7 
7.34:117.4 
6.68:106.9 
6.98! 96.7 
5.30! 84.8 


7.66:122.6 
7.02:112.3 


7.30hl6.8 
8.70:107.2 




4x4 


:• 


8.36 
7.50 
6.62 


7.52:120.3 
6.74:107.8 
5.96: 95.4 


7.38:118.1 
6.62:105.9 
5.86: 93.8 


7.24115.8 
8.50:104.0 
5.74: 91.8 


7.10 
6.38 
5.64 


113.6 
102.1 
90.2 


6.68:106.9 
5.98195.7 
5.30 84.8 


6.40!102.1 
5.74: 91.8 
5.10: 81.6 


6.12; 97.9 
5.60! 88.0 
4.86; 77.8 


5.84: 93.4 
6.26; 84.2 
4.66! 74.6 


5x3 


8.36 
7.50 
6.62 


7.52il20.3 
6.74^07.8 
5.96: 95.4 


7.38:118.1 
8. 62:106. £ 
5 86; 93.8 


7.24115.8 
6.60 104. C 
5.74 91.8 


7.1Cill3.e 
6.38;102.1 
5.64: 90.2 


6.40"a02.4 
6.741 91.8 
6.10: 81.6 


6.12: 97.9 
6.50: 88.0 
4.86: 77.8 






i 


5.72 


5.16! 82.6 


5.06; 81.0 


4.96! 79.4 


4.88 


78.1 


4.60 73.6 


4.40: 70.1 


4.20; 67.2 


4.04i 64.6 




6.72 


5.16: 82.6 


6.0ei 81. C 


4.96 79.4 


4.88i 78.1 


4.6O: 73.6 


4.40! 70.4 


4.20: 67.2 






ft 


4.80 


4.34: 89.4 


4.26; 68.2 
i 


4.181 66.9 

i 


4.10 


65.6 


3.88 62.1 


3.72: 69.6 
! 


3.66; 57.0 


3.40; 64.4 




ft' 


4.80 
7.96 


4.34; 69.4 
7.02:112.3 


4. 20! 68.2 
6.86:109.8 


4.18 66.9 
6.70107.2 


4.10! 66. C 
6.56:105.0 


3.88 62.1 
6.08 97.3 


3.72! 69.5 
5.76! 92.2 


3.56: 57.0 
5.44! 87.0 






1 


7.96 


7.02:112.3 


6.86:109.8 


6.70!l07.2 


I 


6.08 97.3 


5.76: 92.2 


5.44i 87.0 






ft 


7.24 


6.40102.4 


6.26:100.1 


6.12 97.9 


5.98! 95.7 


5.56 89.0 


5.28:84.6 


6.00:80.0 


* 




ft 


7.24 


6.40:102.4 


6.26:100.2 


6.12: 97.9 




5.66; 89.0 


5.28; 84.6 


5.00: 80.0 




4x3 




6.50 


5.74 91.8 


5.62: 89.!. 


5.50 88. C 


5.38! 86.1 


4.98 79.7 


4.74: 75.8 


4. 60: 72.0 




82x35 


h 


6.60 


5.74: 91.8 


5.6? 39.9 


5.50: 88.0 






4.98; 79.7 


4.74: 75.8 


4.50; 72.0 




ft 


6.74 


5.08 81.3 


4.98; 79.7 


4.86- 77.£ 


4.76! 76.2 


4.42 70.7 


4.22! 67.5 


3.98:63.7 




ft 


5.74 


5.08: 81.3 


4.9^ 79.7 


1.86: 77.8 






4.42; 70.7 


4.22: 67.5 


3.98! 63.7 








4.96 


4.40 70.4 


4.3(S 68.8 


4.20 67.2 


4.121 65.! 


3.84 61.4 


3.64:68.2 


3.44:56.0 






i 


4.96 


4.40; 70.4 


4.30: 68.8 


4.20! 67.2 






3.84! 61.4 


3.64; 58.2 


3.44! 65.0 






ft 


4.18 


3.72; 59.5 


3.64! 68.2 


3.66 57.C 


3.48; 56.7 


3.26 52.2 


3.10: 49.6 


2.94:47.0 






ft 


4.18 


3.72: 59.5 


3.64; 58.2 


3.56i 57.0 
i 






3.26! 62.2 
j 


3.10; 49.6 


2.94; 47.0 
i 




3^x3 


ft 


6.68 
COO 


5.84: 93.4 
5.24: 83.8 


5.7rf 91.2 
5.12: 81.1 


5.56! 89.0 
5.00: 80. C 


i 


5.00 80.0 
4.48 71.7 


4.72; 75.5 
4.24: 67.8 


4.44171.0 
4.00:64.0 






* 


5.50 


4.74: 75 8 


4.62; 73.9 


4.50; 72.0 






3.98! 63.7 


3.74; 59.8 






ft 


5,30 


4.64! 74.2 


4.5^ 72.6 


4.4? 70.7 




3.98 63.7 


3.78: 60.6 


3.64: 56.6 






% 


4 86 


4 20: 67.2 


4.10: 65.6 


3.98: 63.7 






3.54; 56.6 


3.34! 53.4 








4.60 


4.04: 64.6 


3.94 63.0 


3.84. 61.4 




3.48 65.7 


3.28; 62.6 


3.08:49.3 




3x3 


4.22 


3.86: 58.6 


3.561 57.0 


3.46:55.4 






3.10i49.6 


2.90! 40.4 








ft 


3.86 


3.40! 54.4 


3.32: 53.1 


3.24. 51.8 




2.94 47.0 


2.78! 44.5 


2.62; 41.9 




ft 


3.56 


3.10i 49.6 


3.02: 48.3 


2.94:47.0 





2.64! 42.2 


2.48: 39.7 










6.50 


4.74: 75.8 


■4.62; 73.9 


4.6O: 72.0 


1 


3.98: 63.7 


3.74; 69.8 








i 


2.88 


2.50; 40.0 


2.44 39.0 


2.38138.1 




2 12! 33.9 


2,00: 32.0 






02X^2 


ft 


4.86 


4.20: 67.2 


4.10: 65.6 


3.9S 63.7 




3.64: 56.6 


3.34: 63.4 
















; 




1 


! 


; 






4.22 


3.66; 58.6 


3.56: 67.0 


3.46: 55.4 




3.10: 49.6 


2.90! 48.4 






22-x2^ 


** 


4.00 
3.46 


3.34: 53.4 
2.90: 46.4 


3.2^ 51.8 
2.8O; 44.8 


j 




2 68! 42.9 

2 34| 37.4 


;;;;;!;;;;; 






*i 


3.56 

2.88 


3.10:49.6 
2. 60! 40.0 


3.02: 48.3 
2.44! 39.0 


2.94: 47.0 
2.38: 38.1 




2.64: 42.2 
2.12:33.9 


2.48! 39.7 
2.00: 32.0 






A 


2.94 


2.48! 39.7 


2.40; 38.4 






2.02: 32.3 










A ' 


4.42 


3.76: 60.2 


3.66: 53.6 


3.6ffi 57.0 




3.10:49.6 




. . . .: 




J 


2.38 


2.00; 32.0 


1.94: 31.0 




, . , .: 


1.62! 25.9 








3x2^ 


§ 


3.84 


3.28:52.5 


3.18: 50.9 


3,08 49.3 




2.72:43.6 










ft 


1.80 


1.52: 24.3 


1.48; 23.7 




, . , .: 


1.24! 19.8 








ft 


3.24 


2.78! 44.6 


2.70: 43.2 


2.62 41.9 




2.32; 37.1 






























} 


2.62 


2.24:35.8 


2.18: 34.9 


2.12: 33.9 




1.86: 29.8 










i 


2 72 


•>. ia: .<!4 R 


















f 


3.10 


2.64: 40.6 


2.44: 39.0 














2x2 


2.30 i.84: 29.4 
1 88 1 50: 24 
















2^x2 


". 


2.62 
2.12 


2,16; 34,6 
1.74; 27.8 


2.08 33.3 
1.68: 26.9 














1.42 l.Ui 18.2 






•■••:■■•■■ ; 1 










h 


1.62 


1.34:21.4 


1.30: 20.8 
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UNIT STRESSES FOR COMPRESSION 


































i=LENGTH OF MEMBER iN INCHES 
r=LEAST RADIUS OF GYRATION IN INCHES 
VALUES BELOW DASHED LINES EXCEED 14,000 


UNIT STRESSES IN THOUSAND 

LBS. PER SO. IN. AT 16,000-70 v// 

DIFFEREN-rVALUES OF 1 AN 

LENGTH OF M 


»S OF FOR VALUES BELOW HEAVY FULL LINES THE RATIO //r DOES NOT EXCEED 100 

FOR " BETWEEN •; " JJO 

D r .... ABOVE "MO 






;mber in feet 




r 


3 


4 


6 6 


7 


8 


9 


10 


11 


12 


13 


14 


IS 


16 


17 


18 


19 


no 


21 


22 


23 


24 1 25 


26 


27 


28 


29 1 30 


31 


32 33 


34 


3S { 36 


37 


38 


39 


40 


41 


42 


43 


41 


45 


46 


47 


48 


r 


0.3 
0.1 
0.5 
0.6 
0.7 
0.8 
0.9 
1.0 

1.1 
1.2 
1.3 
1.1 
1.6 
1.6 
17 
1.8 
1.9 

a.o 

2.1 

2.2 

2.3 

2.4 

2.6 

2.6 

2.7 

2.8 

2.9 

3.0 

3.1 

3.2 

3.3 

3.4 

3.6 

3.6 

3.7 

3.8 

3.9 

4.0 

4.1 

4.2 

4.3 

4.4 

4.5 

4.6 

4.7 

4.8 

4.9 

SO 

6.1 

6.2 

6.3 

6.4 

6.6 

6.6 

6.7 

6.8 

6.9 

6.0 


V.d 
























































































... 


0.3 

0.4 
0.6 
O.G 
0.7 
0.8 
0.9 
1.0 
1.1 
1.2 
1.3 
1.4 
1.6 
1.6 
1.7 
1.8 
1.9 
2.0 
2.1 
2.2 
2.3 
24 
2 6 
2.6 
2.7 
28 
2.9 
3.0 

3.1 
3.2 
3.3 
3.4 
3.6 
3.6 
3.7 
8.8 
3.9 
4.0 
4.1 
4.2 
4.3 
4.4 
4.6 
4.6 
47 
4.8 
4.9 
6.0 
6.1 
6.2 
6.3 
6.4 
5.6 
6.6 
6.7 
6.8 
69 
6.0 


■9.7 
11.0 
11.8 
12.4 
12.8 
13.2 
13. S 
13.7 
13.9 

u'.i 

14.2 
14.3 
14.4 
14.5 
14.6 
14.7 
14.7 
14.8 
14.9 
14.9 
14.9 
15.0 
15.0 
15.1 
15.1 
15.1 
15.2 
15.2 
15.2 
15.2 
15.3 
15.3 
15.3 
15.3 
15.3 
15.4 
15.4 
15.4 
15.4 
15.4 
15.4 
15.4 
15.5 
15.5 
15.5 
15.5 
15.6 
15.6 
15.5 
15.5 
16.6 
15.5 
15.6 
15.6 
15,6 
15.6 
15.6 


7.6 


5.6... 




















































































9.3 
10.4 
11.2 
11. S 
12.3 
12.6 
12.9 
13.2 
13.4 
13.6 
13.8 
13.9 
14.0 

iiTi 

14.2 
14.3 
14.4 
14.5 
14.5 
14.6 
14.7 
14.7 
14.8 
14,8 
14.8 
14.9 
14.9 
14.9 
15.0 
15.0 
15.0 
15.1 
15.1 
15.1 
15.1 
15.2 
15.2 
15.2 
15.2 
15.2 
15.3 
15.3 
15.3 
15.3 
15.3 
15.3 
15.3 
15.4 
15.4 
15.4 
15.4 
15.4 
15.4 
3.4 
5.4 
5.4 


7.6|5.i 

To|7.( 

10.0 8.f 
10.7 9.' 
11.310.4 






















































































6.2 
71 

8.e 

9.£ 
10.1 

10. e 
11.1 
11. s 
11.8 
12.1 

12.3 
12. S 
12.7 
12.8 
13.1 
13.2 
13.3 
13.4 
13.6 
13.0 
13.7 
13.8 
13.9 
14.0 
14^0 
14.1 
14.2 
14.2 
14.3 
14.3 
14.4 
14.4 
14.5 
14.6 
14.6 
14.6 
14.6 
14.6 
14.7 
14.7 
14.7 
14.7 
14.8 
14.8 
14.8 
14.8 
14.9 
14.9 
14.9 
14.9 
14,9 
15,0 
15.0 
15.0 
15. C 




































































6.4 
— 
8.5 
9.3 
9.9 
10.4 
10.8 
11.2 
11.5 
11.8 
12.0 
12.3 
12.6 
12.6 
12.8 
12.9 
13.1 
13.2 
13.3 
13.4 
13.6 
13.6 
13.7 
13.8 
13.8 
13.9 
14.0 
14.0 

u:i 

14.1 
14.2 
14.2 
14.3 
14.3 
14.4 
14.4 
14.4 
14.6 
14.5 
14.6 
14.6 
14.6 
14.6 
14.7 
14.7 
14.7 
14.7 
14.8 
14.8 
14.8 
14.8 
14.8 
14.9 
14.9 


















































































6.6 
7.6 
8.4 

■^ 
9.7 
10.2 
10.6 
11.0 
11.3 
11.6 
11.8 
12.0 
12.2 
12.4 
12.6 
12.7 
12.8 
13.0 
13.1 
13.2 
13.3 
13.4 
13.6 
13.6 
13.6 
13.7 
13.8 
13.8 
13.9 
14.0 
14.0 
14" 
14.1 
14.2 
14.2 
14.2 
14.3 
14.3 
14.4 
14.4 
14.4 
14.6 
14.5 
14.5 
14.5 
14.6 
14.6 
14.6 
14.6 
14.7 
14.7 
14.7 
14.7| 


5.: 

6.7 
7.6 
8.4 
9.0 
9.6 
10.0 
10.4 
10.7 
11.1 
11.3 
11.6 
11.8 
12.0 
12.2 
12.3 
12.5 
12.6 
12.8 
12.9 
13.0 
13.1 
13.2 
13.3 
13.4 
13.5 
13.5 
13.6 
13.7 
13.7 
13.8 
13.8 
13.9 
14.0 
14.0 
14.0 

14 ri 

14.1 
U.2 
14.2 
14.2 
14.3 
14.3 
14.4 
14.4 
14.4 
14.4 
4.5 
4.5 
4.5 
4.6 
4.6 
4.6 














































































6.7 
6.8 
7.6 
8.3 
8.9 
9.4 
9.8 
10.2 
10.6 
10.9 
11.1 
11.4 
11.6 
11.8 
12.0 
12.1 
12.3 
12.4 
12.6 
12.7 
12.8 
12.9 

13.0 
13.1 
13.2 
13.3 
13.4 
13.4 
13.5 
13.6 
13.6 
13.7 
13.7 
13.8 
13.9 
13.9 
13.9 
14.0 
14 

iiri 

14.1 
14.1 
14.2 
14.2 
14.3 
14.3 
14.3 
14.3 
14.4 
14.4 
14.4 
14.5 












































































11. S 
12.2 
12.5 
12.8 
13.0 
13.2 
13.4 
13.5 
13.7 
13.8 
13.9 
14.0 
l4!i 
14.2 
14.2 
14.3 
14.4 
14.4 
14.6 
14.5 
14. C 
14.6 
14.7 
14.7 
14.8 
14.8 
14.8 
14.9 
14.9 
14.9 
14.9 
15.0 
15.0 
15.0 
15.0 
15.1 
15.1 
15.1 
15.1 
15.1 
15.2 
15.2 
15.2 
15.2 
15.2 
15.2 
5.2 
5.3 
5.3 
6.3 
5.3 


11. t 

n.4 

11. f 

12.1 
12.4 
12. e 
12. S 
13. C 
13.2 
13.3 
13. S 
13.6 
13.7 
13.8 
13.9 
14.0 
14.: 
14.1 
14.2 
14.3 
14.3 
14.4 
14.4 
14.6 
14.5 
14.6 
14.6 
14.6 
14.7 
14.7 
14.7 
14.8 
14.8 
14.8 
14.9 
14.9 
14.9 
14.9 
14.9 
16.0 
15.0 
15.0 
16.0 
15.0 
15.1 
15.1 
15.1 
15.1 
15.1 
15.1 
15.2 


5.9 
6.8 

To 

8.2 
8.8 

Ts 

9.7 
10.1 
10.4 
10.7 
11.0 
11.2 
11.4 
11.6 
11.8 
12.0 
12.1 
12.3 
12.4 
12.5 
12.6 
12.7 
12.8 
12.9 
13.0 
13.1 
13.2 
13.3 
13.3 
13.4 
13.6 
13.6 
13.6 
13.7 
13.7 
13.8 
13.8 
13.9 
13.9 
13.9 
14.0 
U.O 

va 

14.1 
14.1 
14.2 
14.2 
U.2 
14.3 
14.3 
14.3 










































































6.1 
6.9 
7.6 
8.2 
8.7 
9.2 
9.6 
0.9 
10.2 
10.5 
10.8 
U.O 
11.2 
11.4 
11.6 
11.8 
12.0 
12.1 
12.2 
12.4 
12.5 
12.6 
12.7 
12.8 
12.9 
13.0 
13.0 
13.1 
13.2 
13.3 
13.3 
13.4 
13.6 
13.6 
13.6 
13.6 
13.7 
13.7 
13.8 
13.8 
13.9 
13.9 
13.9 
14.0 
14.0 
4.0 

•a 

14.1 
14.1 
14.2 








































































6.2 
6.9 
T6 
8.2 

8.6 
9.1 
9.6 
9.8 
10.1 
10.4 
10.7 
10.9 
11.1 
11.3 
11.6 
11.6 
11.8 
11.9 
12.1 
12.2 
12.3 
12.4 
12.6 
12.6 
12.7 
12.8 
12.9 
13.0 
13.1 
13.1 
13.2 
13.3 
13.3 
13.4 
13.4 
13.5 
13.5 
13.6 
13.6 
13.7 
13.7 
13.8 
13.8 
13.9 
13.9 
13.9 
14.0 
14.0 
14.0 


5.5 
6.3 

7.0 
7.6 
8.1 
8.6 
9.0 
9.4 
9.7 
10.0 
10.3 
10.6 
10.7 
11.0 
11.1 
11.3 
11.5 
11.7 
11.8 
U.9 
12.1 
12.2 
12.3 
12.4 
12.6 
12.6 
12.7 
12.8 
12.8 
12.9 
13.0 
13.1 
13.1 
13.2 

13.3 
13.3 
13.4 
13.4 
13.5 
13.5 
13.6 
13.6 
13.7 
13.7 
13.7 
13.8 
13.8 
13.9 
13.9 


































































5.7 
6.4 
7.0 
7.6 
8.1 
8.5 
8.9 
9.3 

9.6 
9.9 
10.2 
10.4 
10.6 
10.8 
U.O 
U.2 
11.4 
11.6 
11.7 
11.8 
11.9 
12.0 
12.2 
12.3 
12.4 
12.6 
12.6 
12.6 
12.7 
12.8 
12.9 
12.9 
13.0 
13.1 
13.1 
13.2 
13.3 
13.3 
13.4 
13.4 
13.6 
13.6 
13.6 
13.6 
13.6 
13.7 
13.7 
13,8 






























































6.8 
6.5 
7.1 
7.6 
8.1 
8.6 
8.9 

9.5 
9.8 
10.0 
10.3 
10.6 
10.7 
10.9 
11.1 
11.2 
11.4 
U.5 
11.7 
11.8 
11.9 
12.0 
12.1 
12.2 
12.3 
12.4 
12.5 
12.6 
12.7 
12.8 
12.8 
12.9 
13.0 
13.0 
13.1 
13.1 
13.2 
13.3 
13.3 
13.4 
13.4 
13.4 
13.5 
13.6 
13.6 
13.6 
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5.9 
6.6 
7.1, 
— 
8.0 
8.4 
8.8 
9.1 
9.4 
9.7 
9.9 
10.2 
10.4 
10.6 
10.8 
U.O 
U.l 
11.3 
11.4 
11.5 
11.7 
11.8 
11.9 
12.0 
12.1 
12.2 
12,3 
12,4 
12,5 
12.6 
12.6 
12.7 
12.8 
12.8 
12.9 
13.0 
13.0 
13.1 
13.1 
13.2 
13.2 
13.3 
13.3 
13.4 
13.4 
13.5 




























































6.0 

6.6 

7.1 

1.6 

8.0 

8.4 

8.7 

9.1 

9.3 

9.6 

9.9 

10.1 

10.3 

10.6 

10.7 

10.8 

U.O 

11.2 

11.3 

11.4 

U.O 

11.7 

11.8 

11. t 

12,0 

12,1 

12,2 

12,3 

12.4 

12.4 

12.5 

12.6 

12.7 

12.7 

12.8 

12.9 

12.9 

13.0 

13. C 

13.1 

13.1 

13.2 

13.2 

13.3 

13.3 


5.6 

6.1 

6.7 

7.2 

— 

8.0 

8.4 

8.7 

9.0 

9.3 

9.5 

9.8 

10.0 

10.2 

10.4 

10.6 

10.7 

10.9 

U.l 

11.2 

11.3 

11.6 

11.6 

11.7 

11.8 

11. C 

12. C 

12.1 

12.2 

12.3 

12.3 

12.4 

12.6 

12.6 

12.6 

12.7 

12.8 

12.8 

12.9 

12.9 

13.0 

13.0 

13.1 

13.1 

13.2 
























































6.6 

6.2 

6.7 

7.2 

7.6 

8.0 

8.3 

8.6 

8.9 

9.2 

9.6 

9.7 

9.9 

10.1 

10.3 

10.5 

10.6 

10.8 

U.O 

U.l 

11.2 

11.4 

11.5 

11.6 

11.7 

11.8 

U.O 

12.0 

12.1 

12.2 

12.2 

12.3 

12.4 

12.6 

12.6 

12.6 

12.7 

12.7 

12.8 

12.8 

12.9 

13.0 

13.0 

13.1 






















































5.7 

0.3 

0.8 

7.2 

— 

8.0 

8.3 

8.6 

8.9 

9.2 

9.4 

9.6 

9.8 

10.0 

10.2 

10.4 

10.6 

10.7 

10.9 

U.O 

U.l 

11.3 

11.4 

11.6 

11.6 

11.7 

11.8 

11.9 

12.0 

12.1 

12.1 

12.2 

12.3 

12.4 

12.4 

12.6 

12.6 

12.6 

12.7 

12.8 

12.8 

12.9 

12.9 




















































5.8 

6.3 

6.8 

7.2 

/.^ 

7.6 

8.3 

8.6 

8.8 

9.1 

9.3 

9.6 

9.8 

10.0 

10.1 

10.3 

10.5 

10.6 

10.8 

10. S 

U.O 

11.2 

11.3 

11.4 

11.5 

u.e 

11.7 
11.8 
11.9 
12.0 
12.1 
12.1 
12.2 
12.3 
12.3 
12.4 
12.6 
12.6 
12.6 
12.7 
12.7 
12.8 




















































6.9 
6.4 
6.8 

7.9 
8.2 
8.5 
8.8 
9.0 
9.3 
9.5 
9.7 
9.9 
10.1 
10.2 
10.4 
10.5 
10.7 
10.8 
U.O 
U.l 
11.2 
11.3 
U.4 
11.5 
11.6 
11.7 
11.8 
11.9 
12.0 
12.0 
12.1 
12.2 
12.3 
12.3 
12.4 
12.6 
12.6 
12.6 
12.6 


6.5 
6.0 
6.4 
6.9 
7.2 
7.6 
7.9 
8.2 
8.5 
8.8 
9.0 
9.2 
9.4 
9.6 
9.8 
10.0 
10.2 
10.3 
10.6 
10.6 
10.7 
10,9 
U.O 
U.l 
11.2 
U.3 
11.4 
11.5 
U.6 
11.7 
11.8 
11.9 
12.0 
12.0 
12.1 
12.2 
12.2 
12.3 
12.4 
12.4 
12.5 
















































6.6 
6.1 
6.5 
6.9 
73 
7.6 
7.9 
8.2 
8.5 
8.7 

M 
9.2 
9.4 
9.6 
9.8 
9.9 
10.1 
10.2 
10.4 
10.5 
10.7 
10.8 
10.9 
U.O 
U.l 
11.2 
11.3 
11.4 
11.5 
11.6 
11.7 
11.8 
11.9 
12.0 
12.0 
12.1 
12.2 
12.2 
12.3 
12.4 














































5.7 

6.1 

6.6 

6.9 

7.3 

7.6 

7.9 

8.2 

8.4 

£.7 

8.9 

9.1 

9.3 

9.5 

9.7 

9.9 

10.0 

10.2 

10.3 

10.6 

10.6 

10.7 

10.8 

U.O 

U.l 

11.2 

11 3 
11.4 
11.5 
11.6 
U.O 
11.7 
11.8 
11.9 
U.9 
12.0 
12.1 
12.2 

12 2 








































6.8 
6.2 
6.6 
6.9 
7.3 

To 

7. 

8,2 

8,4 

8,6 

8,9 

9.1 

9.3 

9.6 

9.C 

9.6 

10.0 

10.1 

10.3 

10.4 

10.6 

10.7 

10.8 

10.9 

U.O 

U.l 

11.2 

11.3 

11.4 

11.6 

U.O 

11.6 

11.7 

11.8 

11.9 

U.O 

12.0 

12.1 
































6.8 
6.3 
6.6 
7.0 
7.3 
7.0 
7.9 
8.1 
8.4 
8.6 
8.8 
9.0 
9.2 
9.4 
9.6 
9.7 
9.9 
10.1 
10.2 
10.3 
10.6 
10.6 
10.7 
10.8 
10.9 
U.O 
U.l 
11.2 
11.3 
11.4 
11.5 
11.6 
U.O 
11.7 
11.8 
11.9 
11.9 


5.6 
5.9 
6.3 
6.7 
7C 
7.3 
7.0 
7.9 
8.1 
8.4 
8,6 
8.8 
9.0 
9.2 
9.4 
9.5 
9.7 

9.8 
10.0 
10.1 
10.3 
10.4 
10.5 
10.6 
10.7 
10.9 
U.O 
U.l 
U.l 
11.2 
11.3 
U.4 
11.5 
11.6 
11.7 
U.7 
11.8 
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5.6 
6.0 
6.4 
6.7 
7.0 
7.3 
7.6 
7.9 
3.1 
8.3 
8.6 
8.8 
9.0 
9.1 
9.3 
9.5 
9.6 
9.8 
9.9 
10.1 
10.2 
10.3 
10.6 
10.6 
10.7 
10.8 
10.9 
U.O 
U.l 
U.2 
U.3 
11.3 
11.4 
U.6 
11.6 
11.7 
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6.0 
6.4 
6.7 
7.0 
7.3 
7.6 
7.8 
8.1 
8.3 
8.6 
8.7 
8.9 
9.1 
9.3 
9.4 
9.6 
9.7 
9.9 
10.0 
10.2 
10.3 
10.4 
10.5 
10.6 
10.7 
10.8 
10.9 
U.O 
U.l 
11.2 
U.3 
U.4 
U.4 
11.5 


5.7 
6.1 
6.4 
6.8 
7.0 
7.3 
7.6 
7.8 
8.1 
8.3 
8.5 
8.7 
8 f 
9,i 
9,2 
9.4 
9.6 
9.7 
9.8 
10.0 
10.1 
10.2 
10.3 
10.4 
10.6 
10.7 
10.8 
10.9 
U 
U.O 

11.1 

11.2 
11.3 

— 
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5.8 
6.2 
6.5 
6.8 
7.1 
7.3 
7.6 
7.8 
8.1 
8.3 
8.5 
8.7 
\^ 
9.0 
9.2 
9.4 
9.6 
9.6 
9.8 
9.9 
10.0 
10.2 
10.3 
10.4 
10.5 
10.6 
10.7 
10.8 
10.9 
U.O 
U.l 
11.2 
11.2 


6.5 
5.9 
6.2 
6.5 
6.8 
7.1 
7.4 
7.6 
7.8 
8.1 
8.3 
8.6 
8.6 
3,8 
— 
9.2 
9.3 
9.5 
9.6 
9.7 
9.9 
10.0 
10.1 
10.2 
10.3 
10.4 
10.6 
10.6 
10.7 
10.8 
10.9 
U.O 
U.l 
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6.6 
5.9 
6.2 
6.6 
6.8 
7.1 
7,4 




















5.6 
6.0 
6.3 
6.6 
6.8 
7.1 
7.4 
























6.7 
6.0 
6.3 
6.6 
6.9 

7.1 
7.4 






















5.7 
6.1 
6.4 
6.0 
6.9 
7.1 
7.4 

To 

7.8 
8.0 
8.2 
8.4 
8.5 
8.7 
8.9 


6.6 
5.8 
6.1 
6.4 
6.7 
6.9 
7.2 
7.4 
7.6 
7.8 
8.0 
8.2 
8.4 
8.6 
8.7 
8.8 
9.C 
9.1 
9.3 
9.4 
9.6 
9.7 
9.8 
9.9 
10.0 
10.1 
10.2 
10.3 
10.4 














6.6 
5.9 
6.2 
6.4 
6.7 
6.9 
7.2 
7.4 


"s'.i 

5.9 
6.2 
6.6 
6.7 
6.9 
7.2 
7.4 














5.7 
6.0 
6.2 
6.6 
6.7 
7.0 
7.2 
7.4 












7.6 
7.8 
8.0 
8.2 
8.4 
8.6 
8.8 
9.0 
9.1 
9.3 
9.4 
9.6 
9.7 
9.8 
9.9 
10.1 
10.2 
10.3 
10.4 
10.5 
10.6 
10.7 
10.8 
10.9 
U.O 


6.7 
6.0 
6.3 
6.5 
6.8 
7.0 
7.2 
7.4 


5.5 
6.8 
6.0 
6.3 
6.6 
6.8 
7.0 
7.2 
7.4 


5.6 
5.8 
6.1 
6.3 

6.6 
6.8 
7.0 
7.2 
7.4 


5.6 

5.8 

6.1 

6.4 

6.6 

6.8 

7.0 

7.2 

7,4 

7,6 

7,8 

7.9 

8.1 

8.3 

8.4 

8.6 

8.7 

8.8 

9.0 

9. 

9.2 

9.3 

9.4 


5.9 
6.2 
6.4 
6.6 
6.8 
7.0 
7.2 

7.8 
7.9 
8.1 
8.2 
8.4 
8.5 
8.7 
S.8 
8,9 

■■9"b 

9,2 
9,3 


8.0 
8.2 
8.4 
8.6 
8.8 
8.9 
9.1 
9.2 
9.4 
9.5 
9.7 
9.8 
9.9 
10.0 
10.1 
10.2 
10.3 
10.4 
10.5 
10.6 
10.7 
10.8 


7.6 
7.8 
8.0 
8.2 
8.4 
8.6 
8.7 
8.9 


7.6 
7.8 
8.0 
8.2 
8.3 
8.6 
8.7 
8.8 
9.0 


7.6 
7.8 
8.0 
8.2 
8.3 
8.5 
8.6 
8.8 
8.9 


7.6 
7.8 
8.0 
8.1 
8.3 
8.5 
8.6 
8.8 
8.9 

— 
9.2 
9.3 
9.4 
9.5 
9.7 
9.8 
9.9 

10.0 


7.6 
7.8 
8.0 
8.1 
8.3 
8.4 
8.6 
8.7 
8.9 


7.6 
7.8 
7.9 
8.1 
8.3 
8.4 
8.6 
8.7 
8.9 


9.1 
9.2 
9.3 
9.6 
9.6 
9.7 
9.9 
10.0 
10.1 
10.2 
10.3 
10.4 
10.5 
10.6 
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7.6 
7.8 
7.9 
8.1 
8.3 
8.4 
8.6 
8.7 
8.8 
,9.0 


9.0 
9.2 
9.3 
9.4 
9.0 
9.7 
9.8 
9.9 
10.0 
10.1 
10.2 
10.3 
10.4 
10.6 


9.1 
9.2 
9.4 
9.5 
9.6 
9.7 
9.8 
10.0 
10.1 
10.2 
10.3 


9.1 
9.2 
9.3 
9.5 
9.6 
9.7 
9.8 
9.9 
10.0 
10.1 


9.0 
9.2 
9.3 
9.4 
9.5 
9,6 
9.7 
9.8 


9.0 
9.1 
9.2 
9.4 
9.5 
9.6 
9.7 


9.1 
9.2 
9.3 
9.4 
9.6 
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RADII 


OF GYRATION IN INCHES FOR TWO ANGLES ARRANGED AS SHOWN 












EQUAL LEGS 






9 




UNEQUAL 


LEGS 






, f 












? 










i^tfcs' 




-A 


-t' 


'' lll •' 


SIZE 


THICK- 
NESS 


AREA 
2Ls 


AXIS 
AA 


DISTANCE B TO B. OF ANGLES— AXIS BB 


SIZE 


THICK- 
NESS 


AREA 
2Ls 


AXIS 
AA 

1.86 


DISTANCE B.TOB.OFANGLES — AXISBB 


AXIS 
AA 


DISTANCEB. TO B. OF ANGLES— AXISBB | 





A 


1 

3. 58 


3.67 


1 

i 
3.60 


A 

3.62 


1 





1.69 


f 


A 




A 


f 





A 


f 


A 


i 


A 


1 






li 


33.46 


2.42 


3.42 


3.53 


3.64 






i 


15.96 


1758" 


1.71 


1.74 


1.76 


1.79 


1.81 


1.11 


2.82 


2.94 


2.97 


2.99 


3.01 


3.04 


3.06 




lA 




31.74 


2.43 


3,41 


3.52 


3.54 


3.66 


3.59 


3.61 


3.63 




i3 




14.94 


1.87 


1.66 


1.68 


1.70 


1.73 


1.75 


1.77 


1.80 


1.11 


2.81 


2.93 


2.96 


2.98 


3.00 


3.03 


3.05 






I 


30.00 


2.44 


3,40 


3.61 


3.53 


3.55 


3.58 


3.60 


3.62 


6x4 


ii 


i 


13,88 
12,80 


1.88 
1.89 


1.56 
1 55 


1.67 
1.6C 


1.69 
1.68 


1.72 
1.71 


1.74 
1.73 


1.76 
1.75 


1.79 
1.77 


1.12 
1.13 


2.80 
2.79 


2.92 
2.91 


2.95 
2.94 


2.97 
2.96 


2.99 

2.98 


3.02 
3.01 


3.04 
3.03 




is 




28.24 


2.44 


3.38 


3.49 


3.62 


3.54 


3.56 


3.58 


3.61 






11.72 


1.90 


1.53 


1.64 


1.66 


1.69 


1.71 


1.73 


1.76 


1.13 


2.78 


2.89 


2.92 


2.94 


2.97 


2.99 


3.01 


8x8 






26.46 


2.45 


3.38 


3 48 


3.51 


3.53 


3.55 


3.57 


3.60 


ft 




10.62 


1.90 


1.52 


1.63 


1.65 


1.68 


1.70 


1.72 


1.75 


1.14 


2.77 


2.88 


2.91 


2.93 


2.95 


2.98 


3.00 


H 




24.68 


2.46 


3.37 


3 48 


3.50 


3.52 


3.54 


3.57 


3.59 








9.50 


1.91 


1.52 


1.62 


1.65 


1.67 


1.69 


1.71 


1.74 


1.15 


2.76 


2.88 


2.90 


2.92 


2.95 


2.97 


2.99 






22.88 


2.47 


3.36 


3.47 


3.49 


3.51 


3.54 


3.56 


3.58 




ft 




8.36 


1.92 


1.50 


1.61 


1.63 


1.65 


1.68 


1.70 


1.72 


1.16 


2.75 


2.86 


2.88 


2.91 


2.93 


2.95 


2.98 




ih 




21.06 


2.48 


3.35 


3.46 


3.48 


3.60 


3.52 


3.54 


3.67 








7.22 


1.93 


1.50 


1.60 


1.62 


1.64 


1.67 


1.69 


1.71 


1.17 


2.74 


2.85 


2.87 


2.90 


2.92 


2.94 


2.97 








19.22 


2.49 


3.34 


3.45 


3.47 


3.40 


3.51 


3.54 


3.66 








15.10 


1.87 


1.34 


1.46 


1.49 


1.51 


1.53 


1.66 


1.58 


0.93 


2.90 


3.02 


3.05 


3.07 


3.10 


3.12 


3.15 




1% 




17.36 


2.50 


3.33 


3.44 


3.46 


3.48 


3.50 


3.53 


3.65 




» 




14.12 


I 88 


1.34 


1.45 
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1.46 
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1.31 
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3.01 


3.03 
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2.72 
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2.77 


2.80 
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1.30 


1.41 


1.43 


1.46 
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1.51 


1.53 
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2.85 
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3.00 


3.02 


3.05 


3.07 


3.10 
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20.74 


1.80 


2.58 


2,69 


2.71 


2.74 


2.76 


2.78 


2.81 


ft 




10.06 


1.91 


1.29 


1.40 


1.42 


1.44 


1.47 


1.49 


1.52 


0.96 


2.85 


2.96 


2.99 


3.01 


3.04 


3.06 


3.09 








19.46 


1.81 


2.57 


2.68 


2.70 


2.73 


2.75 


2.77 


2.80 








9.00 


1.92 


1.28 


1.38 


1.41 


1.43 


1.45 


1.48 


1.50 


0.07 


2.83 


2.95 


2.97 


3.00 


3.02 


3.04 


3.07 
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18.18 


1.82 


2.56 


2.67 


2 69 


2.72 


2.74 


2 76 


2.79 




ft 




7.94 


1.93 


1.27 


1.37 


1.40 


1.42 


1.44 


1.47 


1.49 


0.98 


2.82 


2.94 


2.96 


2.99 


3.01 


3.03 


3.06 
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1.83 


2.55 


2.66 


2.68 
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2.73 


2.76 


2.78 
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1.94 


1.26 


1.36 


1.'39 


1.41 


1.43 


1.45 
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0.99 


2.81 


2.93 


2.95 


2.98 
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3.02 


3.05 
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15.66 


1.83 


2.53 


2.64 


2.67 


2 69 


2.71 


2.74 


2.76 








11.62 


1.55 


1.40 


1.51 


1.54 


1.56 


1.59 


1.61 


1.63 


0.98 


2.34 


2.46 


2.48 


2.61 


2.63 


2.55 


2.58 






14.22 


1.84 


2.53 


2.64 


2.66 


2.68 


2.71 


2.73 


2.75 




ih 




10.74 


1.56 


1.38 


1.49 


1.52 


1.54 


1.57 


1.59 


1.61 


0.98 


2.32 


2.44 


2.46 


2.49 


2.51 


2.63 


2.56 




A 


12.86 


l'85 


2'52 


2^63 


2!65 


2.67 


2.70 


2.72 


2.74 


5x8.^ 




' 


9.84 
8.94 


1.56 
1 57 


1.37 
1 37 


1.49 
1.48 


1.51 
1.50 


1.53 
1.52 


1.56 
1.65 


1.58 
1,57 


1.60 
1.59 


0.99 
1.00 


2.31 
2.30 


2.43 
2.42 


2.45 
2.44 


2.48 
2.46 


2.50 
2.49 


2.52 
2.51 


2.56 
2.54 








11.50 


1.86 


2.51 


2.62 


2.64 


2.66 


2.68 


2.70 


2.73 


'^ 




8.00 


l.,58 


1,38 


1.47 


1.49 


1.51 


1.54 


1,56 


1.58 


1.01 


2.29 


2.41 


2.43 


2.45 


2.48 


2.50 


2.53 




A 




10.12 


1.87 


2.50 


2.61 


2.63 


2.65 


2.67 


2.69 


2.72 


TIT 




7.05 


1.E9 


1,34 


1.45 


1.47 


1.50 


1.52 


1.54 


1.57 


1.01 


2.28 


2.39 


2.42 


2.44 


2.46 


2.49 


2.51 








8.72 


1.88 


2.49 


2.60 


2.62 


2.64 


2.66 


2.69 


2 71 








6.10 


1.60 


1.34 


1.44 


1.46 


1.49 


1.51 


1.63 


1.55 


1.02 


2.27 


2.38 


2.41 


2.43 


2.45 


2.48 


2.50 








10.88 


1.19 


1.74 


1.86 


1.88 


1.91 


1.93 


1.95 


1.98 




ft 




i/.l2 


1.61 


1.33 


1.43 


1.45 


1.48 


1.60 


1.52 


1.65 


1.03 


2.26 


2.37 


2.40 


2.42 


2.44 


2.47 


2.49 




« 




10.06 


1.19 


1.73 


1.84 


1.87 


1.89 


1.92 


1.94 


1.06 




n 




10.06 


1.56 


1.15 


1.27 


1.29 


1.32 


1.34 


1.37 


1.39 


0.81 


2.40 


2.62 


2.64 


2 57 


2.59 


2.62 


2.64 






9.22 


1^20 


1.72 


1.83 


1.86 


1.88 


1,91 


1 93 


1.95 




ft 




9.22 
8.36 


1.57 
1.58 


1.14 
1 12 


1.25 
1.24 


1.28 
1.26 


1.30 
1.29 


1.33 
1.31 


1.35 
1.33 


1.38 
1.36 


0.81 
0.82 


2.39 
2.37 


2.51 
2.49 


2.53 
2.52 


2.56 
2.54 


2.58 
2.57 


2.61 
2.59 


2.63 
2.61 


4x4 
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8.36 


1.21 


1.71 


1.83 


1.85 


1.87 


1,90 


1.92 


1.94 


5x3 




7.50 


1.59 
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1.23 


1.25 


1.28 


1.30 
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1.36 


0.83 


2.36 


2.48 


2.50 


2.63 


2.55 


2.58 


2.60 






7.50 


1.22 


1.70 


1.81 


1.83 


1.86 


1.88 


1.90 


1.93 
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6.62 


1.60 


1.11 


1.22 


1.24 


1.27 


1.29 


1.31 


1.34 


0.84 


2.36 


2.47 


2.49 


2.62 


.2.64 


2.57 


2.59 




ft 




6.62 


1.23 


1.69 


1.80 


1.82 


1.85 


1.87 


1.89 


1.92 








6.72 


1.61 


1.10 


1.21 


1.23 


1.25 


1.27 


1.29 


1.32 


0.84 


2.34 


2.46 


2.48 


2.61 


2.53 


2.55 


2.58 








5.72 


1.23 


1.68 


1.79 


1.81 


1.84 


1.86 


1.88 


1.90 




ft 




4.80 


1.61 


1.09 


1.19 


1.22 


1.24 


1.26 


1.28 


1.31 


0.85 


2.33 


2.44 


2.47 


2.49 


2.52 


2.54 


2.56 
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4.80 


1.24 


1.67 


1.78 


1.80 


1.83 


1.85 


1.87 


1.89 








7.96 


1.23 


1.22 


1.33 


1,36 


1.38 


1.41 


1.43 


1.46 


0.85 


1.84 


1.96 


1.98 


2.01 


2.03 


2.06 


2.08 
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7.96 
7.24 


1.04 
1.05 


1.52 
1.51 


1.63 
1.62 


1.66 
1.65 


1.68 
1 67 


1.70 
1.69 


1.73 
1.72 


1.75 
1.74 


4x3 
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ft 




7.24 
6.50 
6.74 


1.24 
1.25 
1.25 


1.21 
1.20 
1.18 


1.32 
1.31 
1.29 


1,35 
1,33 
1,32 


1,37 
1,36 
1,34 


1.40 
1.38 
1.36 


1.42 
1.40 
1.39 


1.45 
1.43 
1.41 


0.86 
0.86 
0.87 


1.83 
1.82 
1.81 


1.95 
1.94 
1.92 


1.97 
1.96 
1.95 


2.00 
1.99 
1.97 


2.02 
2.01 
1.99 


2.05 
2.04 
2.02 


2.07 
2.06 
2.04 


85x8^ 






6.50 


1.06 


1.50 


1.61 


1.64 


1.66 


1.68 


1.71 


1.73 






4,96 


1.26 


1.18 


1.28 


1.31 


1.33 


1.35 


1.38 


1.40 


0.88 


1.80 


1.91 


1.94 


1.96 


1.98 


2.01 


2.03 


ft 




5.74 


1.07 


1.40 


1.60 


1.63 


1.65 


1.67 


1.70 


1.72 
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4.18 


1.27 


1.17 


1.28 


1.30 


1.32 


1.35 


1.37 


1,39 


0.89 


1.79 


1.90 


1.93 


1.95 


1.97 


2.00 


2.02 








4.96 


1.07 


1.48 


1.59 


1.61 


1.63 


1.66 


1.68 


1.70 
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6.68 


1.07 


1.25 


1.37 


1.39 


1.42 


1.44 


1.47 


1.49 


0.87 


1.57 


1.69 


1.71 


1.74 


1.76 


1.79 


1.81 
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4.18 


1.08 


1.47 


1.58 


1.60 


1.62 


1.65 


1.67 


1.69 








6.00 


1.07 


1.24 


1.36 


1.38 


1.41 


1.43 


1.46 


1.48 


0.88 


1.56 


1.67 


1.70 


1.72 


1.75 


1.77 


1.80 








5.60 


0.00 


1.29 


1.41 


1.43 


1.46 


1.48 


1.61 


1.53 
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5.30 
4.60 


1.08 
1 09 


1.23 
1 22 


1.34 
1.33 


1.37 
1,36 


1.39 
1.38 


1.41 
1.40 


1.44 
1 43 


1.46 
1.45 


0.89 
0.90 


1.54 
1.53 


1.66 
1.65 


1.68 
1.67 


1.71 
1.70 


1.73 
1.72 


1.75 
1.74 


1.78 
1.77 
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4.86 


0.91 


1.28 


1.40 


1.42 


1.45 


1.47 


1.60 


1.52 




ft 


3.86 


1.10 


1.21 


1.32 


1.35 


1.37 


1.39 


1.41 


1.43 
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1.52 


1.64 


1.66 


1.69 


1.71 


1.73 
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4.22 


0.91 


1.27 


1.39 


1.41 


1.44 


1.46 


1.48 


1.51 
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1.09 


0.99 


1.11 


1.13 


1.16 


1.18 
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1.23 


0.70 


1.62 


1.74 


1,76 


1.79 


1.81 


1.84 
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3.56 


0.92 


1.27 


1,38 


1.40 


1,43 


1.45 


1.47 
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1.10 
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1.17 
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1.22 
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1.61 


1.73 


1.75 


1.77 


1.80 


1.82 
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0.93 
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1.39 
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1.43 


1.46 


1.48 
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4.22 


1.10 


0.97 


1.09 


1.11 


1.14 


1.16 


1.18 


1.21 


0.72 


1.60 
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1.74 


1.76 


1.79 


1.81 


1.84 
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* 


4.00 
3.46 
2.94 
2.38 


0.75 
0.75 
0.76 
0.77 


1.08 
1.07 
1.06 
1.05 


1.20 
1.18 
1.18 
1.17 


1.22 
1.21 
1.20 
1.19 


1.25 
1 23 
1 22 
1.21 


1.27 
1.26 
1.25 
1.24 


1.30 
1.28 
1.2; 
1.26 


1.32 
1.31 
1.30 
1.29 


ft 
ft 
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3.56 
2.88 
4.42 
3.84 
3 24 


1.11 
1.12 
0.92 
0.03 
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0.97 
0.96 
1.03 
1.02 
1.01 


1.08 
1.06 
1.15 
1.14 
1.12 


1.10 
1.09 
1.17 
1.16 
1.14 


1.13 
1.11 
1.20 
1.19 
1.17 


1.15 
1.13 
1.22 
1.21 
1.19 


1.17 
1.16 
1.25 
1.24 
1.21 


1.20 
1.18 
1.27 
1.26 
1.24 


0.73 
0.74 
0.73 
0.74 
0.74 


1.59 
1.58 
1.34 
1,34 
1.32 


1.71 
1.69 
1.46 
1.45 
1.43 


1.73 
1.71 
1.49 
1.48 
1.46 


1.75 
1.74 
1.51 
1.50 
1.48 


1.78 
1.76 
1.54 
1.53 
1.61 


1.80 
1.79 
1.56 
1.55 
1.53 


1.83 
1.81 
1.59 
1.58 
1.56 




ft 




1.80 


0.78 


1.04 


1.15 


1.18 


1.20 


1.22 


1.25 


1.27 




2.62 


0.95 


1.00 


1.11 


1.13 


1.16 


1.18 


1.20 


1.23 


0.75 


1.31 


1.42 


1.46 


1.47 


1.60 


1.52 


1.65 








2.72 


0.59 


0.87 


0.99 


1.02 


1.04 


1.07 


1.09 


1.12 








3.10 


0.77 


0.82 


0.94 


0.96 


0.98 


1.01 


1.04 


1.06 


0.58 


1.13 


1.25 


1.28 


1.30 


1.33 


1.35 


1.38 
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2.30 


0.60 


0.86 


0.98 


1.00 


1.02 


1.06 


1.07 


1.10 


25x2 


ft 




2.62 


0.78 


0.81 


0.93 


0.95 


0.97 


1.00 


1.02 


1.05 


0.58 


1,12 


1.24 


1.26 


1.29 


1.32 


1.34 


1.S7 




1.88 


0.61 


0.85 


0.96 


0.99 


1.01 


1.04 


1.06 


1.09 
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0.78 


0.80 


0.91 


0.94 


0.96 


0.99 


1.01 


1.04 


0.59 


1.11 


1.23 


1.25 


1.28 


1.30 


1.32 


1.36 




ft 


1^42 


0.62 


0.84 


0.96 


0.98 


1.00 


1.03 


1.05 


1.08 
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1.62 


0.79 


0.79 


0.90 


0.92 


0.94 


0.97 


0.99 


1.02 


0.60 


1.10 


1.21 


1.24 


1.26 


1.29 


1.31 


1.33 
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61 
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70 
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48 
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142 
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155 
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98 
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83 
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70 


64 


59 


54 
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44 
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131 
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98 


92 


85 


78 
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87 


90 
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79 
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45 
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116 
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97 


93 


88 


84 


79 


74 


70 
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56 
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89 


81 


73 


66 


58 
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83 


79 
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63 
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74 
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56 
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44 
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40 


42 
36 
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33 
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28 
25 
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57 


52 
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41 
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52 


47 
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44 
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85 


80 


75 
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62 


57 


53 


48 


43 
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57 
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46 
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71 


67 


63 
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51 


47 


43 


39 


35 
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829921 


961 


923521 


112 


12544 


162 


26244 


212 


44944 


262 


68644 


312 


97344 


362 


131044 


412 


169744 


462 


213444 


512 


262144 


562 


315844 


612 


374544 


662 


438244 


712 


506944 


762 


580644 


812 


659344 


862 


743044 


912 


831744 


962 


925444 


113 


12769 


163 


26569 


213 


45369 


263 


69169 


313 


97969 


363 


131769 


413 


170569 


463 


214369 


513 


263169 


563 


316969 


613 


375769 


663 


439669 


713 


508369 


763 


682169 


813 


660969 


863 


744769 


913 


833569 


963 


927369 


114 


12996 


164 


26896 


214 


45796 


264 


69696 


314 


98596 


364 


132496 


414 


171396 


464 


215296 


514 


264196 


664 


318096 


614 


376996 


664 


440896 


714 


509796 


764 


683696 


814 


662596 


864 


746496 


914 


835396 


964 


929296 


lis 


13225 


165 


27225 


215 


46225 


265 


70225 


315 


99225 


365 


133225 


415 


172225 


465 


216225 


515 


266225 


565 


319226 


615 


378225 


665 


442225 


715 


511225 


765 


585225 


815 


664225 


865 


748225 


915 


837225 


966 


931225 


116 


13456 


166 


27556 


216 


46656 


266 


70756 


316 


99866 


366 


133966 


416 


173066 


466 


£17156 


516 


266266 


566 


320356 


616 


379466 


666 


443556 


716 


512666 


766 


586756 


816 


665866 


866 


749956 


916 


839056 


966 


933156 


117 


13689 


167 


27889 


217 


47089 


267 


71289 


317 


100489 


367 


134689 


417 


173889 


467 


21S089 


617 


267289 


667 


321489 


617 


380689 


667 


444889 


717 


514089 


767 


588289 


817 


667489 


867 


761689 


917 


840889 


867 


935089 


118 


13924 


168 


28224 


21S 


47524 


268 


71824 


318 


10U24 


368 


136424 


418 


174724 


468 


219024 


518 


268324 


568 


322624 


618 


381924 


668 


446224 


718 


615524 


768 


589824 


818 


669124 


868 


753424 


918 


842724 


968 


937024 


119 


14161 


169 


28561 


219 


47961 


269 


72361 


319 


101761 


369 


136161 


419 


175561 


469 


219961 


619 


269361 


669 


323761 


619 


383161 


669 


447561 


719 


516961 


769 


691361 


819 


670761 


869 


755161 


919 


844561 


969 


938961 


120 


14400 


170 


28900 


220 


48400 


270 


72900 


320 


102400 


370 


136900 


420 


176400 


470 


220900 


520 


270400 


670 


324900 


620 


384400 


670 


448900 


720 


518400 


770 


592900 


820 


672400 


870 


756900 


920 


846400 


970 


940900 


121 


14641 


171 


29241 


221 


48841 


271 


73441 


321 


103041 


371 


137G41 


421 


177241 


471 


221841 


621 


271441 


671 


326041 


621 


385641 


671 


460241 


721 


519841 


771 


694441 


821 


674041 


871 


768641 


921 


848241 


971 


942841 


122 


14884 


172 


29584 


222 


49284 


272 


73984 


322 


103684 


372 


138384 


422 


178084 


472 


222784 


522 


272484 


572 


327184 


622 


386884 


672 


451584 


722 


621284 


772 


5C5984 


822 


676684 


872 


760384 


922 


850084 


972 


944784 


123 


15129 


173 


29929 


223 


49729 


273 


74529 


323 


104329 


373 


139129 


423 


178929 


473 


223729 


623 


273629 


573 


338329 


623 


388129 


673 


452929 


723 


522729 


773 


597529 


823 


677329 


873 


762129 


923 


851929 


973 


946729 


124 


15376 


174 


30276 


224 


50176 


274 


75076 


324 


104976 


374 


139876 


424 


179776 


474 


224076 


624 


274676 


674 


329476 


624 


389376 


674 


454276 


724 


624176 


774 


599076 


824 


678976 


874 


763876 


924 


853776 


974 


948676 


126 


15625 


175 


30625 


225 


60625 


275 


75625 


325 


105626 


376 


140625 


425 


180626 


475 


225626 


525 


275626 


575 


330625 


625 


390025 


675 


455625 


725 


626625 


775 


600625 


825 


680625 


875 


765625 


925 


855625 


975 


950625 


126 


15876 


176 


30976 


226 


51076 


276 


76176 


326 


106276 


376 


141376 


426 


181476 


476 


226576 


526 


276676 


676 


331776 


626 


391876 


676 


456976 


726 


527076 


776 


602176 


826 


682276 


876 


767376 


926 


857476 


976 


962576 


127 


16129 


177 


31329 


227 


51529 


277 


76729 


327 


106929 


377 


142129 


427 


182329 


477 


227529 


527 


277729 


577 


332929 


627 


393129 


677 


458329 


727 


528629 


777 


603729 


827 


683929 


877 


769129 


927 


859329 


977 


954529 


128 


16384 


178 


31684 


228 


51984 


278 


77284 


328 


107684 


378 


142884 


428 


183184 


478 


228484 


528 


278784 


678 


334084 


628 


394384 


678 


459684 


728 


629984 


778 


605284 


828 


686684 


878 


770884 


928 


861184 


978 


956484 


129 


16641 


179 


32041 


229 


62441 


279 


77841 


329 


108241 


379 


143641 


429 


184041 


479 


229441 


529 


279841 


679 


335241 


629 


395641 


679 


461041 


729 


531441 


779 


606841 


829 


687241 


879 


772641 


929 


863041 


979 


958441 


130 


16900 


180 


32400 


230 


52900 


230 


78400 


330 


108900 


380 


144400 


430 


184900 


480 


230400 


630 


280900 


580 


336400 


■630 


396900 


680 


462400 


730 


532900 


780 


608400 


830 


688900 


880 


774400 


930 


864900 


980 


960400 


131 


17161 


181 


32761 


231 


53361 


281 


78961 


331 


109561 


381 


145161 


431 


186761 


481 


231361 


631 


281961 


581 


337561 


631 


398161 


.681 


463761 


731 


534361 


781 


600961 


831 


690561 


881 


776161 


931 


866761 


981 


962361 


132 


17424 


182 


33124 


232 


63824 


282 


79524 


332 


110224 


382 


145924 


432 


186624 


482 


232324 


632 


283024 


582 


338724 


632 


399424 


682 


465124 


V32 


536824 


782 


611524 


832 


692224 


882 


777924 


932 


868624 


982 


964324 


133 


17689 


183 


33489 


233 


64289 


283 


80089 


333 


110889 


383 


146689 


433 


187489 


483 


233289 


633 


284089 


583 


339889 


633 


400689 


683 


466489 


733 


537289 


783 


613089 


833 


693889 


883 


779689 


933 


870489 


983 


966289 


134 


17956 


184 


33866 


234 


54756 


284 


80656 


334 


111666 


384 


147456 


434 


188356 


484 


234256 


634 


285156 


584 


341056 


634 


401966 


684 


467856 


734 


538756 


784 


614656 


834 


695556 


884 


781456 


934 


872366 


984 


968256 


135 


18225 


185 


34226 


235 


66226 


285 


81225 


335 


112225 


385 


118225 


435 


189225 


485 


235236 


636 


286225 


685 


342225 


635 


403225 


685 


469225 


735 


540225 


785 


616225 


835 


697225 


885 


783225 


935 


874225 


985 


970225 


136 


18496 


186 


34596 


236 


56696 


286 


81796 


336 


112896 


386 


148996 


436 


190096 


48C 


236196 


636 


287296 


686 


343396 


636 


404496 


686 


470596 


736 


541696 


786 


617796 


836 


698896 


886 


784996 


936 


876096 


986 


972196 


137 


18769 


187 


34969 


237 


66169 


287 


82369 


337 


113569 


387 


149769 


437 


190969 


487 


237169 


537 


288369 


587 


344569 


637 


406769 


687 


471969 


737 


543169 


787 


619369 


837 


700569 


887 


786769 


937 


877969 


987 


074169 


138 


19044 


188 


35344 


238 


56644 


288 


82944 


338 


114244 


388 


150544 


438 


191844 


488 


238144 


538 


289444 


688 


345744 


638 


407044 


«88 


473344 


738 


644641 


788 


620944 


838 


702244 


888 


788544 


938 


879844 


988 


976144 


139 


19321 


189 


35721 


239 


57121 


289 


83621 


338 


114921 


389 


151321 


439 


192721 


489 


239121 


639 


290521 


589 


346921 


639 


408321 


689 


474721 


739 


546121 


789 


622521 


839 


703921 


889 


790321 


939 


881721 


989 


978121 


140 


19600 


190 


36100 


240 


57600 


290 


84100 


340 


116600 


390 


162100 


440 


193600 


490 


240100 


540 


291600 


590 


348100 


640 


409600 


690 


476100 


740 


547600 


790 


624100 


840 


705600 


890 


792100 


940 


883600 


990 


980100 


141 


19881 


191 


36481 


241 


58081 


291 


84681 


341 


116281 


391 


152881 


441 


194481 


491 


241081 


541 


292681 


591 


349281 


641 


410881 


691 


477481 


741 


649081 


791 


625681 


841 


707281 


891 


793881 


941 


885481 


991 


982081 


142 


20164 


192 


36864 


242 


58564 


292 


85264 


342 


116964 


392 


153664 


442 


195364 


492 


242064 


542 


293764 


592 


350464 


642 


412164 


692 


478864 


742 


550564 


792 


627264 


842 


708964 


892 


796664 


942 


887364 


992 


984064 


143 


20449 


193 


37249 


243 


59049 


293 


86849 


343 


117649 


393 


164449 


443 


196249 


493 


243049 


543 


294849 


593 


351649 


643 


413449 


693 


480249 


743 


552049 


793 


928849 


843 


710649 


893 


797449 


943 


889249 


993 


986049 


144 


20736 


194 


37636 


244 


59536 


294 


86436 


344 


118336 


394 


166236 


444 


197136 


494 


244036 


544 


295936 


694 


352836 


644 


414736 


694 


481636 


744 


553536 


794 


630436 


844 


712336 


894 


799236 


944 


891136 


994 


088036 


145 


21025 


195 


38025 


245 


60025 


295 


87026 


345 


119025 


395 


156025 


446 


198025 


495 


246026 


545 


297026 


596 


354025 


645 


416025 


695 


483025 


745 


565025 


V95 


832025 


845 


714026 


895 


801025 


945 


B93025 


995 


990025 


146 


21316 


196 


38416 


246 


60516 


296 


87616 


346 


119716 


396 


156816 


446 


198916 


466 


246016 


546 


298116 


596 


355216 


646 


417316 


6P6 


484116 


746 


556516 


796 


533616 


846 


715716 


896 


802816 


946 


S94916 


996 


992016 


147 


21609 


197 


38809 


247 


61009 


297 


88209 


347 


120409 


397 


157609 


447 


199809 


497 


247009 


547 


299209 


697 


356409 


647 


418609 


697 


485809 


747 


558009 


797 


635209 


847 


717409 


897 


804609 


947 


896809 


997 


994009 


148 


21904 


198 


39204 


248 


61504 


298 


88804 


348 


121104 


308 


158404 


448 


200(04 


498 


248004 


548 


300304 


598 


357604 


648 


419904 


698 


487204 


748 


559594 


798 


636804 


848 


719104 


898 


806404 


948 


MS7ni 


998 


996004 


149 


22201 


199 


39601 


249 


62001 


299 


89401 


349 


121801 


399 


159201 


449 


201601 


499 


249001 649 


301401 


599 


358801 


649 


421201 


699 


488601 


749 


561001 


799 


638401 


849 


720801 


899 


808201 


949 900601 


999 


998001 


160 


22500 200 


40000 


250 


62500 


300 


90000 


350 


122500 


400 


160000 


450 


202500 


500 


250000 550 


302500 


600 


360000 


650 


422500 


700 


490000 


750 


562600 800|640000 | 


850 


722500 


900 


810000 


950 902500 


1000 


1000000 













MOMENTS 


OF PINS AND 


DECIMAL EQUIVALENTS 
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RESISTING 


MOMENTS OF PINS IN 


=OUND-INCHES 




DECIMAL EQUIVALENTS 


DIAM. 


AREA 


UNIT STRESS FOF 


EXTREME 


FIBER IN 


POUNDS PER SQUARE 


INCH 


DECIMALS OF A FOOT 


DECIMALS 
OF AN 
INCH 


INS. 


SQ. IN. 


15,000 


18,000 


20,000 


22,000 


22,600 


24,000 


25,000 


INS. 





1 


2 


3 


4 


5 


6 


1 


8 


9 


10 


11 


l',2 


1.77 


4,970 


5,960 


6,630 


7,290 


1 7,460 




7,950 


8,280 





.0000 


.0833 


.1667 


.2500 


.3333 


.4167 


.5000 


.5833 


.6667 


.7500 


.8333 


1 
.9167 






1% 


2.07 


6,320 


7,580 


8,430 


9,270 


9,480 


10,100 


10,600 


VS2 


.0026 


.0859 


.1603 


.2526 


.3359 


.4193 


.5026 


.5859 


.6693 


.7526 


.8359 


.9193 


y32 


.0313 


1% 

1% 


2.41 
2.76 


7,890 
9,710 


9,470 
11,600 


10,600 
12,900 


11,600 
14,200 


11,800 
14,600 


12,600 
15,500 


13,200 
16,200 


Vis 


.0052 


.0885 


.1719 


.2552 


.3385 


.4219 


.5052 


.6885 


.6719 


.7552 


.8385 


.9219 


Me 


.0625 




















%2 


.0078 


.0911 


.1745 


.2578 


.3411 


.4245 


.5078 


.5911 


.6745 


.7578 


.8411 


.9245 


%2 


.0938 


i 


3.14 


11,800 


14,100 


15,700 


17,300 


17,700 


18,900 


19,600 
































■2Vs 


3.55 


14,100 


17,000 


18,800 


20,700 


21,200 


22,600 


23,600 






















t 










ay* 


3.98 


16,800 


20,100 


22,400 


24,600 


25,200 


26,800 


28,000 


Vs. 


.0104 


.0938 


.1771 


.2604 


.3438 


.4271 


.5104 


.5938 


.6771 


.7604 


.8438 


.9271 


Vb 


.1250 


2% 


4.43 


19,700 


23,700 


26,300 


28,900 


29,600 


31,600 


32,900 


%2 


.0130 


.0964 


.1797 


.2630 


.3464 


.4297 


.5130 


.5964 


.6797 


.7630 


.8464 


.9297 


%2 


.1563 


2% 


4.91 


23,000 


27,600 


30,700 


33,700 


34,500 


36,800 


38,300 


%6 


.0166 


.0990 


.1823 


.2656 


.3490 


.4323 


.5156 


.5990 


.6823 


.7656 


.8490 


.9323 


%e 


.1875 


2% 


5.41 


26,600 


32,000 


35,500 


39,100 


40,000 


42,600 


44,400 


732 


,0182 


.1016 


.1849 


.2682 


.3516 


.4349 


.6182 


.6016 


.6849 


.7682 


.8516 


.9349 


Va2 


.2188 


2y4 


5.94 


30,600 


36,700 


40,800 


44,900 


45,900 


49,000 


51,000 
































2'/'8 


6.49 


35,000 


42,000 


46,700 


61,300 


52,500 


66,000 


58,300 


Vi 


.0208 


.1042 


.1875 


.2708 


.3542 


.4375 


.5208 


.6042 


.6875 


.7708 


.8542 


.9375 


Vi 


.2500 


3 


7.07 
7.67 


39,800 
44,900 


47,700 
53,900 


53,000 
69,900 


68,300 
65,900 


59,600 
67,400 


63,600 
71,900 


66,300 
74,900 


%2 


.0234 


.1068 


.1901 


.2734 


.3568 


.4401 


.5234 


.6068 


.6901 


.7734 


.8568 


.9401 


%2 


.2813 


SVi 


8.30 


50,600 


60,700 


67,400 


74,100 


76,800 


80,900 


84,300 


%6 


.0260 


.1094 


.1927 


.2760 


.3594 


.4427 


.5200 


.6094 


.6927 


.7760 


.8594 


.9427 


%6 


.3125 


s% 


8.95 


56,600 


67,900 


75,600 


83,000 


84,900 


90,600 


94,400 


Was 


.0286 


.1120 


.1953 


.2786 


.3620 


.4453 


.5286 


.6120 


.6953 


.7786 


.8620 


.9453 


H'32 


.3438 


SV2 


9.62 


63,100 


75,800 


84,200 


92,600 


94,700 


101,000 


105,200 
































3% 


10.32 


70,200 


84,200 


93,600 


102,900 


106,200 


112,200 


116,900 


% 


.0313 


.1146 


.1979 


.2813 


.3646 


.4479 


.5313 


.6146 


.6979 


.7813 


.8646 


.9479 


% 


.3760 


S% 


11.05 


77,700 


93,200 


103,600 


113,900 


116,500 


124,300 


129,400 


1%2 


.0339 


.1172 


.2005 


.2839 


.3672 


.4505 


.5339 


.6172 


.7005 


.7839 


.8672 


.9506 


1%2 


.4063 


3% 


11.79 


85,700 


102,800 


114,200 


126,700 


128,500 


137,100 


142,800 


%6 


.0365 


.1198 


.2031 


.2865 


.3698 


.4531 


.5365 


.6198 


.7031 


.7865 


.8698 


.9531 


%6 


.4375 


4 


12.57 


94,200 


113,100 


125,700 


138,200 


141,400 


160,800 


157,100 


1%2 


.0391 


.1224 


.2057 


2801 


.3724 


.4557 


.5391 


.6224 


.7057 


.7891 


.8724 


.9557 


1%2 


.4688 


ly* 


14.19 


113,000 


135,700 


150,700 


165,800 


169,600 


180,900 


188,400 
































4% 


15.90 


134,200 


161,000 


178,900 


196,800 


201,300 


214,700 


223,700 
































4% 


17.72 


157,800 


189,400 


210,400 


231,600 


236,700 


262,500 


263,000 


y2 


.0417 


.1250 


.2083 


.2917 


.3750 


.4583 


.5417 


.6250 


.7083 


.7917 


.8750 


.9583 


y2 


.5000 


6 


19.64 


184,100 


220,900 


245,400 


270,000 


276,100 


294,500 


306,800 


iys2 


.0443 


.1276 


.2109 


.2943 


.3776 


.4609 


.5443 


.6276 


.7109 


.7943 


.8776 


.9609 


"/32 


.5313 


6% 


21.65 


213,100 


255,700 


284,100 


312,500 


319.600 


340.900 


3.55,200 


%6 


.0469 


.1302 


.2135 


.2969 


.3802 


.4635 


.5469 


.6302 


.7135 


.7969 


.8802 


.9635 


%6 


.5626 


6y2 


23.76 


245,000 


294,000 


326,700 


369,300 


367,500 


392,000 


408,300 


1%2 


.0495 


.1328 


.2161 


.■2995 


.3828 


.4661 


.5495 


.6328 


.7161 


.7995 


.8828 


.9661 


"/32 


.5938 


6% 


25.97 


280,000 


336,000 


373,300 


410,600 


419,900 


447,900 


466,600 
































6 

6% 


28.27 
30.68 


318,100 
359,500 


381,700 
431,400 


424,100 
479,400 


466,500 
527,300 


477,100 
539,300 


508,900 
575,200 


630,100 
699,200 


% 


.0521 


.1354 


.2188 


.3021 


.3854 


.4688 


.5.521 


.6354 


.7188 


.8021 


.8854 


.9688 


% 


.6250 


6^2 


33.18 


404,400 


485,300 


539,200 


593,100 


606,600 


647,100 


674,000 


"/32 


.0547 


.1380 


.2214 


.3047 


.3880 


.4714 


.5547 


.6380 


.7214 


.8047 


.8880 


.9714 


2y32 


.6563 


6% 


35.79 


452,900 


1 543,500 


603,900 


664,300 


679,400 


724,600 


764,800 


iyi6 


.0573 


.1406 


.2240 


.3073 


.3906 


.4740 


.5573 


.6406 


.7240 


.8073 


.8906 


.9740 


iVie 


.6875 


7 


38.49 


505,100 


606,100 


673,500 


740,800 


757,700 


808,200 


841,800 


2%2 


.0599 


.1432 


.2266 


.3099 


.3932 


.4766 


.5599 


.6432 


.7266 


.8099 


.8932 


.9766 


''y82 


.7188 


iVi 


41.28 


561,200 


673,400 


748,200 


823,100 


841,800 


897,900 


935,300 
































7Vi 

7% 

8 

8V4 


44.18 
47.17 


621,300 
686,600 


745,500 
822;600 


828,400 
914,000 


911,200 
1,005,000 


931,900 
1,028,000 


994,000 
1,097,000 


1,035,000 
1,142,000 


% 


.0625 


.1458 


.2292 


.3125 


.3958 


.4792 


.5025 


.6458 


.7292 


.8125 


.8958 


.9792 


% 


.7500 


50.27 
53.46 


754,000 
826,900 


904,800 
992,300 


1,005,000 
1,103,000 


1,106,000 
1,213,000 


1,131,000 
1,240,000 


1,206,000 
1,323,000 


1,257,000 
1,378,000 


2%2 
"/i6 


.0651 
.0677 


.1484 
.1510 


.2318 
.2344 


.3151 
.3177 


.3984 
.4010 


.4818 
.4844 


.5651 
.5077 


.6484 
.6510 


.7318 
.7344 


.8151 
.8177 


.8984 
.9010 


.9818 
.9844 


2%2 
1%6 


.7813 
.8126 


SV2 


66.75 


904,400 


1,085,000 


1,206,000 


1,326,000 


1,367,000 


1,447,000 


1,507,000 


"/32 


.0703 


.1536 


.2370 


.3203 


.4036 


.4870 


.5703 


.6536 


.7370 


.8203 


.9036 


.9870 


2ys2 


.8438 


8% 


60.13 


986,500 


1,184,000 


1,315,000 


1,447,000 


1,480,000 


1,578,000 


1,644,000 
































9 


63.62 


1,074,000 


1.288,000 


1,431,000 


1,575,000 


1.610,000 


1,718,000 


1,789,000 


Vs 


.0729 


.1563 


.2396 


.3229 


.4063 


.4896 


.5729 


.6563 


.7396 


.8229 


.9063 


.9896 


% 


.8750 


9% 

9% 
10 


67.20 
70.88 
74.66 


1,166,000 
1,263,000 
1,365,000 


1,399,000 
1,515,000 
1,638,000 


1,554,000 
1,683,000 
1,820,000 


1,709,000 
1,852,000 
2,002,000 


1,748,000 
1,894,000 
2,047,000 


1,865,000 
2,020,000 
2,184,000 


1,943,000 
2,104,000 
2,275,000 


2%2 


.0755 
.0781 


.1589 
.1615 


.2422 
.2448 


.3255 
.3281 


.4089 
.4115 


.4922 
.4948 


.5755 
.5781 


.6589 
.6615 


.7422 
.7448 


,8255 
.8281 


.9089 
.9116 


.9922 
.9948 


'%2 
1%6 


.9063 
.9375 


78.54 


1,473,000 


1,767,000 


1,963,000 


2,160,000 


2,209,000 


2,356,000 


2,454,000 


ms 


.0807 


.1641 


.2474 


.3307 


.4141 


.4974 


.5807 


.6641 


.7474 


.8307 


.9141 


.9974 


'y32 


.9688 
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PAGE 298 

Weights and Dimensions of Carnegie I-beams. — Some of these beams 
rolled by the Carnegie Steel Company differ from those tabulated on the 
opposite page. The depth in inches is given under "Size," and the weight 
given is the weight per linear foot of beam. The weights of the preferred 
beams most commonly used are given in larger type. The heavier beams 
of each group are made by means of the same rolls, but the rolls are sepa- 
rated. The lighter supplementary beams, indicated by asterisks, are 
specially designed with wider flanges and thinner webs to give greater 
resistance to bending in proportion to their weights. The web thicknesses 
are given in both decimal and fractional forms. The flange widths and the 
web thicknesses are converted into fractions upon the basis noted at the 
top of the table. The grip t is the thickness of the flange at the rivet line 
located by the standard gage g. The tangent distance between the curved 
fillets may be found by subtracting twice the distance k from the depth. 
The standard length of bearing of a beam on a masonry wall is the first 
dimension (width) of the corresponding bearing plate found in the column 
headed p. 

American Bridge Company Connection Angles. — The munbers of 
rivets in these connection angles differ from those in the angles tabulated 
on the opposite page, but they have been tested tinder ordinary condi- 
tions and found to be satisfactory. A constant distance of 5|" between 
the holes in the outstanding legs is used, and the corresponding gage b 
varies with the web thickness. A single 6x6 angle may be used on the 
lighter beams when two angles cannot be used. A single angle should 
not be used on the larger beams unless specially designed. The weights 
of the heads of the f " shop rivets are included in the weights of the con- 
nection angles. The distance c, equal to one-haK the web thickness plus 
iV", may be used to advantage in determining the length back to back of 
angles for a beam which is supported by an I-beam. 

PAGE 299 
Weights and Dimensions of Standard I-beams. — Similar to the tables 
described above. 



Lackawanna Connection Angles. — These connection angles are simi- 
lar to those described above. The numbers and the spacing of the rivets 
and the sizes of the angles differ. A gage of 2j" is used in the outstand- 
ing legs, and the corresponding distance a from center to center of holes 
varies with the web thickness. A variable gage b is given also for use 
with a constant dimension of SJ" if preferred. 

PAGE 300 

Weights and Dimensions of Carnegie Channels. — Similar to the table 
of Carnegie I-beams described above. Dimensions are given also for 
spacing the channels in channel columns. Note that the flange faces of 
the webs and the rivet lines are both kept a constant distance apart for 
a given depth of channel, but the gage varies with the web thickness. 

American Bridge Company Connection Angles. — Similar to the table 
of American Bridge Company connection angles for I-beams described 
above. The holes are symmetrical about the center of the web, as for 
I-beams. There is an additional dimension c' equal to the fuU web thick- 
ness plus Yt". 

PAGE 301 

Weights and Dimensions of Standard Channels. — Similar to the table 
of Carnegie channels described above. 

Lackawanna Connection Angles. — Similar to the table of Lackawanna 
connection angles for I-beams described above. A distance h from the 
back of the channel to the holes in the angles is shown, and also a dimen- 
sion c' equal to the full web thickness plus xV"- 

PAGE 302 

Weights and Dimensions of Bethlehem I-beams and Girder Beams. — 

The left half of the table shows the special I-beams rolled by the Bethle- 
hem Steel Company, and the right half the girder beams rolled by the 
same company. The dimensions are tabulated as in the preceding tables. 
Bethlehem Connection Angles. — These connection angles are arranged 
as in the preceding tables. 
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PAGE 303 

Weights and Areas of Angles. — The weights per linear foot and the 
areas of cross section in square inches are tabulated for standard angles 
at the left and for special angles at the right. This arrangement simpli- 
fies the selection of a standard angle to fulfill requirements. 

Gages of Angles. — The standard gages commonly used for different 
sizes of angles. 

Areas of Rivet Holes. — This table gives the areas of cross section 
(rectangles) of holes of different diameters in metal of different thick- 
nesses. Note that the diameter of the hole is -taken 1" greater than the 
nominal diameter of the corresponding rivet. 

PAGE 304 

Weights and Dimensions of Rivets and Bolts. — These tables are self- 
explanatory. 

Rivet Code. — The inner rows show the conventional method of indi- 
cating rivets with different forms of heads. The outer rows represent 
the corresponding rivets. 

Clearance for Machine-driven Rivets. — This shows the desired dis- 
tance and the minimiim distance from the center of a rivet to any pro- 
jecting part which might interfere with the use of a riveting machine. 

Minimum Rivet Stagger. — This shows the minimum stagger of rivets, 
in opposite legs of an angle, which will provide the driving clearance tabu- 
lated at the left of the page. 

PAGE 305 

Minimum Rivet Spacing. — This shows the minimum spaces used for 
ordinary work. The minimum pitches in the flanges of plate girders are 
shown in the table on the following page. 

Maximum Rivet Spacing. — This shows the maximum spaces under 
ordinary conditions. 

Edge Distance. — This shows the minimum and maximum values for 
the perpendicular distance from the center of a rivet to the sheared edge 
of any piece. The distance to a rolled edge may be less necessarily. 

Minimum Rivet Stagger. — There are two sets of curves for determin- 
ing the minimum stagger of rivets. The circular curves show when the 



diagonal distance from center to center of holes equals the usual mini- 
mum given in the table at the top of the page. The other curves show 
how close together two rivets may be placed in a tension member with- 
out the necessity of considering both in finding the limiting net cross 
section, as explained more fully on page 209 : 1. This diagram can be 
used even when the holes are in different legs of an angle, as indicated 
below the diagram. For the minimum stagger for the rivets in the flanges 
of plate girders, see the following table. 

PAGE 306 

Minimum Pitches for Flange Rivets. — These tables give the minimum 
pitches for the rivets in the flanges of plate girders under different con- 
ditions. Their importance and their use are described more fully on page 
255 : 2. The upper table should be used to conform to the specifications 
of the American Railway Engineering Association. 

PAGE 307 

Multiplication Table for Rivet Spacing. — This table is self-explanatory. 
Values for pitches in sixteenths can be interpolated or found by taking 
one-half the values which correspond to pitches twice as large. 

PAGES 308 TO 311 

Rivet Values. — These four tables are practically self-explanatory, but 
they are described on page 231 : 1. 

PAGE 312 

Graphic Resultants — Decimals. This diagram may be used to ad- 
vantage in finding the resultants of forces or stresses in pounds or in 
thousands of pounds. One component is measured horizontally, the 
other vertically, while the resultant is measured diagonally. There are 
five spaces between numbers, the odd tenths falHng in the centers of the 
spaces. The diagram can often be used to better advantage if both com- 
ponents are multiplied or divided by a convenient factor, and the result- 
ant corrected to correspond. 
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PAGE 313 

Graphic Resultants — Inches and Fractions. This diagram may be 
used to advantage in finding small diagonal distances in inches and frac- 
tions from rectangular coordinates, in much the same manner as in the 
preceding diagram. There are eight spaces between numbers, the six- 
teenths being interpolated. 

PAGE 314 

Graphic Resultants — Feet and Inches. This diagram may be used 
in finding diagonal distances in feet and inches from rectangular coordi- 
nates, in the same maimer as in the two preceding diagrams. There are 
six spaces between numbers, the inches being interpolated. This diagram 
cannot be expected to replace a table of squares in computing lengths of 
diagonals to the nearest sixteenths of an inch, but it can be used for less 
precise work. 

PAGE 316 

Purlin Connections. — Typical standard piu'Iin connections to roof 
trusses or rafters are here shown in detail. The angles are usually -fy" 
thick. 

Lattice Bars. — The maximum lengths of lattice bars for different 
thicknesses are shown for different specifications. The values given in 
the left-hand columns for both single and double latticing correspond to 
the more usual specifications. The detailed dimensions at the ends of 
lattice bars are shown also. 

Areas and Weights of Rods. — The gross areas of round rods, and the 
diameters and the lengths of standard upset ends are given. The areas 
at the roots of the threads of the upset ends are shown. These root areas 
may be used also for rods which are not upset, intermediate values being 
tabulated on page 207 : 4. 

PAGE 316 

Bearing Plates. — The relation between the thickness of a bearing 
plate and its projection beyond the superimposed metal is shown in the 
diagram. The imit stress in bending in the extreme fiber of the steel 
plate is 16,000#/sq. in., but different lines indicate different bearing values 
allowed on the masonry. If the projection is known, the required thick- 
ness may be determined by the vertical distance to the intersection of 



the proper vertical and diagonal lines. Conversely, the maximum projec- 
tion of a plate of a given thickness may be foimd. 

Separators. — Detailed dimensions of cast-iron separators for I-beam 
girders of different sizes are shown, and the weights of the separators and 
the bolts used with them are given. 

Anchors. — Details are shown of Government anchors and angle 
anchors for beams, and of swedge bolts and built-in anchor , bolts for 
other classes of work. 

Rod Connections. — ■ Different methods are indicated for attaching 

rods to other members. Details are given for the ends of tie rods or sag 

rods. 

PAGE 317 

Dimensions and Properties of Rails. — Detailed dimensions, areas, 
and section moduli of rails of different weights per yard are shown for 
the different standards (page 44:7). 

Rail Fastenings. — Details are given for the spUce bars for crane rails, 
with punching to match the standard mill punching at the ends of the 
rails. Hook bolts for fastening crane rails to the tops of I-beams, rail 
clamps for fastening crane rails to the tops of plate girders, and crane 
stops to be bolted to the ends of crane rails are illustrated. 

Unit Stresses for Structural Steel. — These are self-explanatory. 

PAGE 318 

Shear and Moment Table for Cooper's Engine Loading. — This table 
is largely self-explanatory, but its use is more fully described on page 
193:1. 

PAGE 319 

Properties of Wooden Rectangular Beams. — This table shows the 
section moduU for rectangular beams, not only for nominal dimensions 
in even inches, but also for dimensions which conform to the actual sizes 
of sawed and planed lumber. The designer should be famihar with the 
practice of the lumber mills which furnish the wooden beams for any 
structure which he designs, and he should use the sizes which are likely 
to be delivered. The table shows also the area of cross section, the num- 
ber of feet-board measure per foot of length, and the weight per linear 
foot for each section. 



DESCRIPTION OF THE TABLES AND DIAGRAMS 



337 



PAGE 320 

Unit Stresses for Structural Timber. — The unit stresses are given for 
different kinds of structural timber, and for different types of structure, 
as clearly indicated in the table. 

Moments of Inertia of Rectangles. — These moments of inertia are 
for rectangles in which the longer dimension is at right angles to the neu- 
tral axis through the center. Moments of inertia of rectangles wider 
than 1 inch can be found by multiplying the values in the last column 
by the widths in inches. 

PAGE 321 

Areas of Plates. — The areas of plates most likely to be used are in- 
cluded in the table; others may be found by interpolation or by propor- 
tion. Note the inset portion which shows the areas of the wider plates. 
The net areas of cover plates or similar plates may be found from the 
fable by using the net widths of the plates. These are found by deduct- 
ing from the full widths the diameters of the rivet holes cut by any one 
section. 

Weights of Plates. — The weights per linear foot are given for steel 
plates of different cross section. Note the inset portion for the weights 
of the wider plates. 

PAGE 322 

Properties of I-beams. — This table is self-explanatory. The I-beams 
are placed in two groups to correspond to those on pages 298 and 299. 
The web thiclmesses are converted to fractions upon a different basis 
from that used in the first five tables, some of resulting values used in 
designing being ■^" less than the corresponding values used in drafting. 

PAGE 323 

Properties of Channels. — This table is self-explanatory. See note 
regarding web thiclmesses in the preceding paragraph. 

PAGE 324 
Properties of Bethlehem I-beams and Girder Beams. — These tables 
are self-explanatory. See note regarding web thickness under " Properties 
of I-beams " above. 



List of Shipping Marks. 
Chapter XVI, page 79. 



If further explanation is necessary, see 



PAGES 325 AND 326 

Properties of Standard and Special Angles. — For convenience, the 
properties of standard angles and special angles are placed on different 
pages. Is, ss, and rs represent respectively the moment of inertia, the 
section modulus, and the radius of gyration about the axis through the 
center of gravity parallel to the shorter (or equal) leg, and x is the distance 
from the back of this leg to this axis. Il, sl and tl represent the moment 
of inertia, the section modulus, and the radius Of gyration about the axis 
through the center of gravity parallel to the longer leg, and y is the dis- 
tance from the back of this leg to this axis, tm is the minimum or least 
radius of gyration which is about a diagonal axis. 

PAGE 327 

Two Angles in Tension. — This table may be used to advantage in 
designing plate girders as well as two-angle tension members. The ten- 
sile stresses are used when the unit stress is 16,000#/sq. in. The net areas 
are used for other unit stresses. 

PAGE 328 
Unit Stresses for Compression. — This table gives the resulting unit 
stresses found by substituting different values for the length and the 
radius of gyration in the common column formula printed at the top of 
the table. A maximum of 14,000 is usually specified, and if so, it should 
be used in place of the values below the dotted lines in the lower left-hand 
portion of the table. The maximum ratio of slenderness for the main- 
compression members of bridges is usually specified as 100, while for 
buildings 125 is allowed. The maximum for secondary compression 
members is usually 120 for bridges and 150 for buildings. Zigzag lines 
are used to indicate these ratios. 

PAGE 329 

Radii of Gyration of Two Angle Struts. — The radii of gyration are 
given about axes parallel to both legs through the center of gravity of 
compression members composed of two angles spaced at different dis- 
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tances apart. This table can be used to advantage in designing compres- 
sion members for other unit stresses from that used in the following 

tables. 

PAGES 330 AND 331 

Safe loads of Single Angle and Two Angle Struts. — These tables show 
the maximum total loads which can be placed upon compression mem- 
bers composed of one or two angles of different lengths without exceeding 
the unit stress shown at the tops of the tables. The zigzag lines indicate 
the limiting ratios for different types of members, as described above. 

PAGE 332 

Table of Squares. — This table is self-explanatory. The square of a 
number less than 100 can be found from the table by moving the decimal 



point of the number one place and that of the corresponding square two 
places. Similarly, the squares of nximbers over 1000 can be found. 

PAGE 333 

Resisting Moments of Pins. — This table gives the resisting moments 
of cylindrical pins for different unit stresses. 

Decimal Equivalents. — This table may be used to convert dimensions 
in inches and fractions of inches to the corresponding decimals of a foot, 
and conversely. It may also be used to convert fractions of an inch to 
decimals of an inch, and vice versa. 
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(For definitions of engineering terms, see pages 6 to 18. For description of tables and diagrams, see pages 334 to 338.) 
Page numbers are usually followed by one or more paragraph numbers, for example, 255:2 or 255:1, 2 



Abbreviations, 6, 45:7, 48:5 
Accuracy, 

in designing, 220:2 
in plotting, 35:2 
Actual Shapes of cross sec- 
tions, 26:1 
Ambiguity avoided in dimen- 
sions, 47:4 
Anchor for beams, 88:2, 174:1, 

316 
Anchor Bolts, 174:1 
for columns, 134:4 
for girders, 106:5 
holes for, 73:3 
plan of, 152:1, 3 
Angle, Angles, 
actual shape, 26:1 
areas, table, 303 
bent, 78:1 
connection, 83:6 
design, 86:3 
different depths of beams, 

86:2 
methods of detailing, 84:1, 2 
single, 86:1 
tables, 298-302 incl. 
cover, 274:2 

flange, in plate girders, 219:2 
four in each flange, 227:1 
splice, 274:2 
gages, 68:5, 106:3, 132:3, 
136:1, 139:3; table, 303 



Angle, Angles (Continued) 

how billed, 44:1 

how expressed, 50:7 

how shown, 38:6 

net areas, table, 327 

not expressed in degrees, 50:7 

ordering from mill, 165:1 

properties of special, table, 326 

properties of standard, table, 
325 

reentrant, 29:3, 123:6, 141:4 

seat, 73:2 

skewback, 94:3 

splice, 274:2 

stiffening, see "stiffeners" 

tensile strength, table, 327 

thickness in compression, 212 :2 

top, 89:2 

weights, table, 303 
Angle Anchors, 316 
Angle Shears, 28:1 
Angle Struts, 

radii of gyration, table, 329 

safe loads, tables, 330, 331 
Annealing, 31:6 
Appearance of drawing, 55:1 
Application of forces on pins, 

278:3 
Architects' Scale, 35:3 
Area, Areas, 

angles, table, 303 

Bethlehem beams, table, 324 



Area, Areas (Continued) 

channels, table, 323 

cross section, 206:3 

flanges of girders, 219:4 

holes, 208:2, table, 303 

I-beams, table, 322 

net, see "net area" 

plates, table, 321 

rivet holes, table, 303 

rods, table, 315 

root of thread, table, 315 
Arrangement, 

computation, 185:1, 208:3 

drawings, 34:3, 116:1, 121:2, 3, 
131:2, 138:5 

order bills, 163:4 

shop bills, 167:4 

this book, 1 :2 
Arrow Heads, 

how made, 47:4 

inking, 60:3 
Assembling, 30:3 
Assembling Marks, 79:2 

component parts, 79:4 
first letter, 80:1 
second letter, 80:2 
sheet number, 80:3 

rights and lefts, 80:4 

summary, 80:5 

when used, 79:3 
Assistant Chief Engineer, 
20:2 
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Assumptions, 

girder design, 221:1, 223:1 
riveted connections, 228:4 

Auxiliary Working Lines, 
77:1, 108:5 

Back Checking, 182:1 
Ball-pointed Pen, 57:3 
Baltimore Truss, 
bridge, 120:2 
roof, 113:2 
Bae, see "eye bar" or "lattice 

bar" 
Base, 

cast-iron, 290:1 
column, 134:4, 174:3, 290:1 
Base Plate, 134:4, 290:1 
Batten Plate, 
size, 216:2 
use, 208:1, 212:2 
Beam, Beams, 
anchors, 88:2 
bearing, 203:1 
bearing plates, 88:2; tables, 

316 
bending moment, see "bending 

moment" 
cantilever, 83:1 

bending moment, see "bend- 
ing moment" 
shear, see "shear" 
common forms, 83:3 



Beam, Beams (Continued) 

connection angles, 83:6 
design, 86:3, 234:2 
different depths of beams, 

86:2 
methods of detailing, 84:1, 2 
single-angle, 86:1 
tables, 298-302 incl. 

continuous, 83:1, 192*4 

coping, 29:3, 89:1 

crane-runway, 94:4 

cylindrical, 200:1 

deflection, 203:2 

design, 

bearing, 203:1 
bending, 197:3, 198:1 
buckling, 293:3 
cylindrical, 200:1 
effect of bending, 197:3 
effect of holes, 201:1 
lateral supports, 201 :2 
lateral thrust, 201:3 
points considered, 197:1, 2 
rectangular, 199:3 
resisting moment, 198:1 
section modulus, 199:1 
shear intensity, 202:1 
steel, 200:2 
units, 199:2 
unit stress, 198:2 
weight assumed, 200:3 
wooden, 199:3 
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Beam, Beams (Continued) 

diagonal cuts, 94:5 

dimensions, table, 298-302 

extension figures, 86:5 

grillage, see "grillage beams" 

horizontal dimensions, 86:5 

length, 86:6 

longitudinal shear, 202:1 

mill variation, 25:2, 88:1 

of&ce-building, 89:2 

ordered length, 88:1 

ordering from mill, 164:7 

printed forms, 83 :4 

properties, tables 
Bethlehem, 324 
channels, 323 
I-beams, 322 
rectangular, 319 

restrained, 192:4 

seat angles, 73:2, 89:2, 235:1 

segment, 183:4, 184:4 

shear, see "shear" 

shear intensity, 202:1 

shown full length, 86:4 

simple, 83:1 

bending moment, see "bend- 
ing moment" 

shear, see "shear" 

skew connections, 94:5 

supports, 83:5 

tie rods, holes, 90:2 

top angles, §9:2 

vertical dimensions, 84:2 

wall bearing, 88:2 

web connections, 83:6, 234:2 

weight, tables, 298-302 incl., 
319 
Beam Bevel, 38:7 
Beam Connections on columns, 

132:3 
Beam Girdebs, 91:5 
Beam Punch, multiple, 91:2 
Beam Sepaeatobs^ table, 316 



Beam Shears, 28:1 
Bearing, 

beams, design, 203:1 

pins, 284:4 

reinforcing plates, 284:4 

rivets, 230:3 

soil, 292:3 

stiffeners, 267:1 
Bearing Plates, 

beams, 88:2, 174:1 

diagram, 316 

double, 289:2 

size, 288:2 

tables, 316 

thickness, 288:3 

type, 288:1 
Bearing Values of rivets and 
bolts, tables, 308-311 incl. 
Bending, 

beams, 197:3, 198:1 

pins, 279:1 

rivets, 228:4 

unit stress, 198:2 
Bending Moments, 183:1 

arrangement of computation, 
185:1 

combined loads, 188:1, 192:2 

concentrated loads, 186:1 

continuous beams, 192:4 

Cooper's loading, 193:1, 195:1, 
196:1 
diagram, 318 

definition, 184:2 

forces considered, 183:4 

formulas, 184:3 

live and dead load, simple 
beam, 192:2 

live concentrated load, simple 
beam, 191:1 

live uniform load, simple 
beam,. 190:2 

live load, cantilever beam, 
192:3 



Bending Moments (Continued) 

maximum on pins, 280:1 

principles, 183:2 

reactions, 185:2 

relation to shear, 189:1 

restrained beams, 192:4 

short-cut rule, 188:2 

signs, 6, 183:3 

sketches, 184:4 

through girders, 196:2 

uniform loads, 187:1, 188:2 

units, 3:2, 184:2 
Bent Angles, 78:1 
Bent Plates, 

how shown, 41:4 

layout, 78:1 
Benzine, use, 64:1 
Bessemer Steel, 23:2 
Bethlehem Beams, 

dimensions, table, 302 

properties, table, 324 

weights, table, 302 
Bevel, 

beam, 38:7 

calculation, 76:2 

dimensioning, 50:7 
Beveled Washer, 316 
Bills, see "order bills," "ship- 
ping bills, " or " shop bills.'' 
BiLLEBS, 20:4 
Billing, 43:1 

conventional signs, 43:2 

when inked, 60:5 
Bins, 146:5 
Black Ink, 36:2, 68:1 
Blast Furnace, 23:1 
Blocking Out, 29:3, 89:1 
Bloom, 23:3 
Blooming Mill, 23:3 
Blotteb, 59:8 
Boabd Measuee, 200:3 
Bolts, 

anchor, 174:1 



Bolts (Continued) 

dimensions, table, 304 

erection, 178:1 

erector's Ust, 176:2 

field, list, 176:2 

grip, 176:2 , , 

how billed, 45 :5 

how made, 31 :6 

how shown, 41 :2 

length, 176:2 

list, 176:2 

number, 177:1 

permanent, 53:3 

shipment, 53:2 

spiking pieces, 91 :3 

summary, 177:1 

swedge, 316 

table, 304 

temporary, 53:2 

unit stress, 230:4 

use of, 230:4 

values, tables, 308-311 incl. 

weight, 170:1 
BoBDEB, 54:6, 7 

when inked, 61:1 
BoBiNG, 31 :2 
BoBiNG Machine, 31 :2 
Bottom-chobd Bracing, 119:3, 

139:6 
Bottom Lateral Bracing, 

141:3 
Bottom Sectional View, 34:1 
Box Gibders, 94:1, 107:2, 252:1 
Bracing, cross, 138:5 
Bbacing Diagonals, 139:1 
Bbacing Rods, 119:2 
Bbacinq Systems, 

arrangement, 138:5 

bottom chord, buildings, 139:6 

bottom lateral, bridges, 141:3 

brackets, 144:1 

connections, 119:2, 3, 139:2 

considered as trusses, 138:2 



Bbacing Systems (Continued) 

cross, 138:5 

cross frames, 144:2 

diagonal, 138:1, 5, 145:1 

gages in angles, 139:3 

initial tension, 139:1 

knee braces, 141:2, 145:1 

mill buildings, 139:5 

ofiice buildings, 145:1 

portal, 141:4, 145:1 

statically complete, 138:3 

top lateral, bridges, 141 :4 

types, 138:1 

imsymmetrical, 141:1 

working lines, 138:4, 5, 139:6 
Brackets, 144:1, 145:1 
Breaks, how shown, 38:1 
Bridge Diagrams, 152:1, 2 
Bridge Teusses, 

arrangement on sheet, 121 :2 

arrangement of views, 121 :3 

camber, 123:2 

collision struts, 120:2 

Cooper's engine loading, 196:3 

counters, 120:2 
method of holding in place, 
130:5 

countersunk rivets, 130:2 

clearance, 130:4 

deck, 120:2 

deflection, 123:2 

flattened rivets, 130:2 

milling, 123:5 

pony, 144:1 

protection from weather, 130:3 

reinforcing plates, 130:1 

shipping marks, 82:1, 123:1 

sizes of pin holes, 123:3 

spUces, 123:6 

through, 120:2 

types, 120:2 

types of members, 123:4 

when used, 120:1 
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Bridge Trusses (Continaed) 

working lines, 121:3 
Brush, use, 63:5 
BucKLiNQ, beams, 293:3 

Calculated Weights, 170:1 
Calculation of slopes, 70 :2 
Calking, 146:4 
Camber, 107:3, 123:2 
Camel-back Truss, 120:2 
Cantilever Beams, 83:1 

bending moment, see "bend- 
ing moment" 

flange rivets, 252:2 

shear, see "shear." 
Cantilever Girders in founda- 
tions, 292:4 
Carbon in iron and steel, 23:1, 2 
Cardboard Templets, 27:5 
Care of tracing cloth, 55:3 
Castings, 174:1 
Cast-iron Bases, 174:3 
Cast-iron Pedestals, 289:3 
Cast-iron Separators, 91 :5, 

table, 316 
Center Hanger, roof truss, 

118:3 
Center op Gravity, 

compression member, 212:1 

eccentric connections, 237 :3, 
238:1 

girder flange, 224:1 
(Center of Rotation, 237:3 
Center Punch, 27:5, 29:2 
Centrifugal Forces, 227:2 
Chalk, on tracing cloth, 56:2 
Chamfering, 29:4 
Change Orders or Change 

Slips, 164:5 
Channel, Channels, 

actual shape, 26:1 

areas, table, 323 

coping, 29:3, 89:1 



Channel, Channels (Cont'd) 

design, 200:2 

dimensions, tables, 300, 301 

gages, 68:5, 132:1; tables, 
300, 301 

holes in flange, 91:4 

how billed, 44:3 

how shown, 39:1 

length, 86:6 

mill variation, 22:2, 88:1 

ordered length, 88:1 

ordering, 164:7 

properties, table, 323 

seat connection, 89:2 

shear intensity, 202:1 

web connection, 83:6 

weights, tables, 300, 301 
Channel Columns, 131:3, 132:1 
Channel-column Splices, 

132:1, 276:4 
Channel Purlins, 90:1, 91:1 
Checkers, 20:4, 179:1, 180:2 
Checking Drawings, 

check marks, 181 :2 

for students, 182:2 

indicating mistakes, 181:1 

suggestions, 180:3 

when checked, 22:1, 179:2 
Check Marks, 181:2 
Chief Draftsman, 20:4, 22:1 
Chief Engineer, 20:2 
Chipping, 29:3, 30:4 
Chord Members, form, 115:3, 

123:4 
Chutes, 146:5 
Clamp, rail, 107:5, 317 
Clearance, 73:4 

bridge, 130:4 

driving, 73:5 

erection, 73:1 

overrun 72:2 

where provided, 72:1 
Clearstory, 113:2 



Clevis, 174:2, 207:3 
Cloth, see "tracing cloth" 
Code of Rivets, 304 
Cold Saws, 28:1 
Collars, on pins, 279:5 
Collision Struts, 120:2 
Column, Columns, 131:1 

anchor bolts, 134:4 

arrangement on sheet, 131 :2 

bases, 134:4 

beam connections, 132:3 

connections, 131:1, 134:3 

countersunk rivets, 134:4 

crane, 134:2 

critical, 292:2 

dimensions, 132:1, 2, 134:6 

extension figures, 134:6 

gable, 136:2 

gages, 

in angles, 136:1, 3 
in channels, 132:1 

girder seats, 134:2 

latticed, 136:3 

loads, 292:2 

mill building, 134:2 

milling, 134:5 

plate and angle, 131 :3 

plate and channel, 131:3, 
132:1 

position on sheet, 131:2 

sectional views, 134:1 

stiffening, angles, 132:3 

types, 131:3 

use, 131:1 
Column Bases, 134:4, 174:3, 

290:1 
Column Formula, 211:2 
Column Loads, 292 ;2 
Column Schedule, 159:2, 161:1 
Column Splices, 132:1, 134:3, 

276:2, 3, 4 
Combination Sheets, 173:2, 
174:2, 3 



Coii^BiNED Loads on beams, 

188:1,, 192:2. 
Combined Members, 53:4, 81:3 
Combined Stresses, axial and 

bending, 215:1 
Commercial Lengths, 114:2 
Compasses, use, 57:2 
Components, diagrams, 312, 

313, 314 
Compression, unit stresses, 

211:2 
Compression Formula, 211:2 
Compression Flanges of gir- 
ders, 219:5 
Compression Members, 206:2 
bending and compression, 

215:1 
cross section, 206:3 
design, 211:1 

effect of rivet holes, 206:4 
forms, 206:3, 212:2 
moment of inertia, 212:1 
radius of gyration, 211:3 
strength, 211:2 
thickness of metal, 212:2 
Computation, arrangement, 

185:1, 208:3 
Computers, 170:1 
Concentrated Loads, 
beams, 185:2 
cover plates, 261:1, 2 
equivalent, 187:1 
flange rivets, 243 :2 
Concrete Mat under grillage 

beams, 292:4 
Connection, Connections, 
column, 132:3, 134:3 
eccentric, see "eccentric con- 
nections" 
field, 50:5 

floor-beam, rivets, 236:1 
independent, 232:2 
purlin, 119:1; table, 315 



CoNNECflON, CONNECKONS 

(Continued) 

riveted, 

assumptions, 228:4 
design, 229:1 

seat, 235 :1 

skewed beams, 94:5 

stringer, rivets, 235:2 

web, beams, 234:2 
Connection Angles, 83:6 

design, 86:3 

different depths of beams, 86:2 

methods of detailing, 84:1, 2 

single angle, 86:1 

tables, 298-302 incl. 
Connection Plates, 

latticed girder, 109:3, 112:1,2 

layout, 76:1, 77:1 
Continuous Beams, 83:1, 192:4 
Continuous Rivet Spacing, 

70:4 
Continuous Stroke in ruling, 

58:8 
Contracting Department, 

20:2 
Conventional Methods, 

billing, 43:2 

representation, 38:3 
Conventional Signs, 

billing, 43:2 

different materials, 42:1 
Conventional Wheel Loads, 

193:1 
Cooperation, between depart- 
ments, 22:3 
Cooper's Engine Loading, 

bending moment, 195:1, 196:1 

floor-beam reaction, 194:2 

shear, 193:2, 194:1 

table, 318 

through girders, 196:2 

trusses, 196:3 
Coordinates, 50:4 
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Coping, 29:3, 89:1 
Cored Holes, 174:3 
Corrections on drawings, 47:8, 

182:3 
Corrugated Steel, 114:2, 174:2 

diagrams, 152:6 
Cotter Pins, 278:1 
Counters, 120:2, 130:5 
Countersunk Rivets, see 

"rivets" 
Course of Study, 2:1 
Cover Angles, 274:2 
Cover Plates, 
design, 219:3 
how billed, 97:2 
length, 

algebraic method, 259:4, 

263:1 
concentrated loads, 261:1 
full length, 97:2, 259:2 
graphical method, 259:4 
moving concentrated loads, 

262:2 
theoretical, 259:3 
uniformly distributed loads, 

259:6 
variable concentrated loads, 
261:2 
net area, 221:2, 222:2 
ordering from mill, 165:2 
rivets, 69:2 

developed plate, 264:2 
flange stress, 264:1 
points considered, 263:3 
splice, 274:1 
thickness, 212:2 
use, 97:2, 259:1 
width, 219:3 
Cranes, 

locomotive, 20:1 
overhead, 27:4 
Crane Clearance Diagrams, 
152:5 



Crane Columns, 134:2 
Crane Girders, 107:5 

cover plates, 97:2 
Crane Runway Beams, 94:4 
Crane Stops, 174:1 
Crimped Angles, 29 :4 

ordering, 165:1 

stiffeners, 97:1 
Critical Column, 292:2 
Critical Load, 191:1, 195:1 
CRrricAL Rivet, 237:3 
Cross Bracing, 138:5 

unsymmetrical, 141:1 
Cross Frames, 144:2 
Cross References, 2:3 
Cross Section, 

area, 206:3 

eccentricity, 212:1 

of a hole, 208:2 
Cross-section Lines, 37:2 
Curved Ends op Girders, 

107:4, 274:3 
Curved Surfaces, 38:2 
Curves, 

disregarded, 26:1, 38:2 

inking, 57:2, 59:5 
Cuts, reentrant, 29:3, 123:6, 

141:4 
Cutttinq in field, 72:1 
Cylindrical Beams, 

design, 200:1 

shear intensity, 202:1 

Dashed Lines, 37:1 

Data Sheets, 151:4 

Dead Loads, 189:2 

Decimal Equivalents, table, 

333 
Decimal Scale, 35:3 
Decimals, converting, 48:4 
Deck Bridge, 120:2 
Definitions of engineering 

terms, 6-18 incl. 



Deflection, 
beams, 203:2 
girders, 107:3 
trusses, 123:2 
Depths, 

latticed girders, 109:1 
plate girders, 218:3 
effective, 224:1 
rivet calculation, 242:3 
Derricks, 20:1, 27:3 
Description of tables, 334-338 

incl. 
Description of this book, 1, 

2,3 
Design, 
beams, see "beams"* 
bearing plates, 288:2, 3 

double, 289:2 
column splice, 276:2, 3, 4 
complete structures, 206:1 
compression members, 211:1 
eccentric connections, 237:2, 3 
eye bars, 207:5 
field sphces, 275:1 
flange splices, 274:1, 2 
floor-beam connections, 236:1 
grillage beams, 293:1, 2, 3, 

294:1 
lattice bars, 216:1, 3, 4 
pins, see "pins" 
plate girders, see "plate gir- 
ders" 
practical points, 206:1 
reinforcing plates, 284:3 
bearing, 284:4 
rivets, 286:1, 286:2 
tension members, 286:1 
riveted joints, 229:1 
riveted tension members, see 

"tension members" 
rods, 207:2, 3, 4 
splices, see "splices" 
stringer connections, 235:2 



Design (Continued) 

tension members, see "tension 
members'' 

tie rods, 201 :3 

web plates, 218:4 
Designing Department, 19:2, 

20:2 
Design Sheets, 20:3 
Designers, 20:2, 3 
Detailers, 180:1 
Developed Plate, 78:1, 264:2 
Diagonal Bracing, 138:1, 5, 

145:1 
Diagonal Cuts in beams, 94:5 
Diagonals, diagrams for com- 
puting, 312, 313, 314 
Diagrams, 151:1 

bearing plates, 316 

corrugated steel, 152:6 

crane clearance, 152:5 

erection, 22:1, 151:1 

method of drawing, 157:1 

mill buildings, 152:4 

ofBce buildings, 152:7, 157:1, 
159:1, 2 

plate-girder bridges, 152:1 

resultants, 312, 313, 314 

rivet spacing, 305, 306 

truss bridges, 152:2 
Diameter of rivets used in de- 
sign, 208:2, 230:1 
Diaphragms, 134:2 
Die, 

punch, 29:5 

rivet, 30:4 
Dimension, Dimensions, 46:1, 2 

angles, tables, 303 

avoid ambiguity, 47:4 

Bethlehem beams, tables, 302 

bevels, 50:7 

bolts, table, 304 

channels, tables, 300, 301 

columns, 132:1, 2, 134:6 



Dimension, Dimensions (Con- 
tinued) 

decimals avoided, 48:4 

edge distances, 49:4 

field connections, 50:5 

figures, see below 

gages, 49:3 

girders, 95:3 

group spacing, 49:7 

horizontal, beams, 86:5 

how determined, 46:4 

I-beams, tables, 298, 299, 302 

importance, 46:2 

indicate actual measurements, 
46:3 

lattice bars, 60:6 

latticed girders, 109:2 

lines, see below 

not given to edges of flanges, 
49:6 

not repeated, 49:1 

only one method, 50:4 

plate girders, 95:3 

polar coordinates, 60:4 

position, 46:6 

rails, table, 317 

rectangular coordinates, 50:4 

recurring, 48:6 

reference, 106:6 

repeating, 49:1 

rivets, table, 304 

shopmen not made to add, 
50:3 

slope, 50:7 

sum of, 50:2 

supplementary lines, 60:1 

units, 48:3 

vertical, 
beams, 84:2 
columns, 134:6 

when recorded, 46:4 
Dimension Figures, 

how corrected, 47:8 
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Dimension Figures (Cont'd) 

how made, 47:5, 48:2 

inking, 60:4 

method of writing, 48:5 

replaced when erased by mis- 
take, 63:7 

units, 48:3 

where placed, 47:6 
Dimension Lines, 

distance apart, 47:3 

how drawn, 47:1 

replaced when erased by mis- 
take, 63:7 

when inked, 60:1 

where placed, 47:2 
Direction Marks, 82:4 
_ Distance between views, 34 :2 
Dolly Bar, 30:4 
Dot and Dash Lines, 37:1 
Dotted Lines, 37:1 
Double Latticed Girders, 

112:3 
Double Latticing, 50:6, 70:1, 

216:3 
Double Shear, 230:2 
Drafting Department, 19 :3, 

20:4 
Drafting Forms, 35:4 
Draftsman, 19:1, 20:4 

checking own work, 36 :4, 180 :1 
- use of diagrams, 151:2 
Drawings, 

accuracy, 35:2 

appearance, 55:1 

arrangement, 34:3, 115:1, 
121:2,3, 131:2, 138:5 

back checking, 182:1 

checking, 179:2 

conform to material ordered, 
163:3 

corrections, 47:8, 182:3 

distance between views, 34:2 

elements, 33:2 



Drawings (Continued) 

how made, 36:1 

in book, 146:1, see preface 
• indicating mistakes, 181:1 

lines, 37:1 

making in ink directly on 
tracing cloth, 651, 3 

methods of making, 36:1, 3, 
55:2 

parts shown, 34:4 

planning, 66:2 

position on sheet, 34:3, 115:1, 
121:2,3, 131:2, 138:5 

procedure, 36:3 

projection, 33:3 

record, 159:3 

revisions, 182:4 

scales, 35:3 

sheet numbers, 54:5 

size, 35:4 

structural, 33:1 

symmetrical, 34:5 

tracing, see "inking" 

views, 33:3,4, 34:1 

when checked, 22:1 

when made, 22:1 

working, 33:1 
Drilling, 30:1 

in field, 74:1 
Drill Press, 30:1 
Driving Clearance, 73:5 
Driving Nuts, 278:1 
Drying of ink, 56:3, 59:6, 7, 8 
Dull Side of tracing cloth used, 

55:4 
Duties, 

biller, 20:4 

checker, 20:4 

chief draftsman, 22:1 

chief engineer, 20:2 

detailer, 20:4 

draftsman, 20:4 

squad foreman, 20:4, 22:1, 2 



Eave Struts, 138:3, 146:3 
Eccentric Connections, 237:1 

center of gravity, 237:3, 238:1 

center of rotation, 237:3 

critical rivet, 237:3 

eccentricity, 237:3 

method of designing, 237 :2 

theory, 237:3 

working rule, 238:1 
Eccentricity, 212:1, 237:3 
Economical Depth of girders, 

218:3 
Edge Distances, 695 

omitted, 49:4 

table, 305 
Edge of Flange not dimen- 
sioned, 49:6 
Edged Plates, 165:2 
Effective Depth, 224:1 
Effect of, 

bending, 197:3 

rivet holes, 201:1, 206:4 

spreading of rolls, 25:1 
Elastic Limit, 197:3 
Elevation, 33:3 
End Stiffeners, see "stiffeners" 
End View, 34:1 
Engine Loading, see "Cooper's 

engine loading" 
Engineering Department, 

20:2 
Engineers' Scale, 35:3 
Equations of Equilibrium, 

183:2 
Equilibrium, principles, 183:2 
Equivalent Concentrated 

Loads, 187:1 
Eradicatob, ink, 63:2 
Erasers, 63:1 
Erasing, 

importance, 62:1 

object, 62:2 

secret, 62:5 



Erasing (Continued) 

willingly, 62:3 
Erasing Shield, 63:4 
Erection, 20:1 
Erection Bolts, 178:1 
Erection Clearance, 73:1 
Erection Considerations, 74:1 
Erection Diagrams, 

corrugated steel, 152:6 

girder bridges, 152:1 

mill buildings, 152 :4 

office buildings, 152:7, 159:1, 2 

truss bridges, 152:2 

when drawn, 22:1, 151:1 
Erection Marks, see "shipping 

marks" 
Erection Plans, see "erection 

diagrams" 
Erection Seats, 73:2 
Erector's List of field rivets 

and bolts, 176:2 
Erector's Use of Diagrams, 

151:3 
Estimating Department, 19:2, 

20:2 
Estimator, 20:3 
Expansion, 289:2 
Extension of buildings, 119:4 
Extension Figures, 86:5, 134:6 
External Forces, 183 :4 
Extreme Fibers, 198:1 
Eye Bars, 

design, 207:5 

how billed, 45:1 

how shown, 40:4, 150:1, 174:2 
Eye-bar Shop, 27:3, 31:6 

Fabrication, 27:1 
Facing, 31:1 
Falsework, 20:1 
Fan Truss, 113:2 
Fiber, extreme, 198:1 
Fiber Stresses, 197 :3 



Field Check, 179:2 
Field Connections, dimen- 
sions, 50:5 
Field Corrections, 74:1 
Field Rivets and Bolts, see 

"rivets" or "bolts" 
Field Splice, girders, 275:1 
Figures, 

compressed, 48:1 

extension, 86:5, 134:6 

how corrected, 47:8 

how made, 47:5 

inking, 60:4 

method of writing, 47:5, 48:2 

replaced when erased by mis- 
take, 63:7 

where placed, 47:6 
Fillers, 

how shown, 41 :3 

length, 96:4 

rivets, 232:1, 235:2 

size, 96:4 
Fillets, not shown, 26:1 
Fine Lines, 37:1 
Finishing Rolls, 23 :3 
Fink Truss, 113:2 
Fitters, 30:3 
Flanges, 

beams, holes, 201:1 

girders, 

center of gravity, 224:1 
composition, 219:1 
net area, 221 :2 

no dimension to edges, 49:6 
Flange Angles, 96:2, 219:2 

gage, 106:3 
Flange Plates, see "cover 
plates" 

vertical, 227:1 
Flange Rivets, 241:1 

box girders, 252:1 

cantilever girders, 252:2 

cases, 243:1 
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Flange Rivets (Continued) 
combined static web loads, 

246:2 
complete treatise, 241 ;4 
concentrated static web loads, 

bending moment theory, 
243:3 

how appUed, 243:2 

shear theory, 244:1 
controlling factors, 242:1 
depth used, 242:3 
different cases, 243:1 
flange loads, 

bottom flange, 249:3 

how apphed, 248:2 

theory, 249:1 
forces considered, 242:2 
general discussion, 241 :5 
general rules, 106:1 
girders with four angles in 

each flange, 253:1, 255:1 
girders with non-parallel 

flanges, 252:4 
girders with vertical flange 
plates, 253:1,2 

theory, 254:1, 2 

when used, 253:1 
incUned girders, 241:3 
minimum values, table, 306 
moving web loads, 

approximate method, 247:3 

how applied, 247:1 

theory, 247:2 
pitch, 68:1, 241:2 
resistance of web considered, 
250 ;3 

strength of web, 

jmportanoe, 256 ;3 

minimum pitches, 356 ;1; 
table, 306 

theory, 256:3 

unit stresses, 256:3 
summaryr 257 



Flange Rivets (Continued) ^ ' 
table of minimum values, 305 
uniform static web loads, 
how applied, 244:2 
theory, 244:3 
variable fixed loads, 246:3 
Flange Splices in girders, see 

■'spUces" 
Flange Stresses in plate gir- 
ders, 221:2 
Flats, 165:2 
Flat Roofs, 113:1 

Fl/ATTENDD RiVETS, 

bridge trusses, 1302 

design, 231 :2 

how shown, 40.i5 
Flexure Formula, 1992 
Floor Beams, 107:5 
Floor-beam Connections, 

rivets, 236:1 
Floor-beam Rbactioh:, 194:2 
Flock Girders, 107:5 
Floor Plans, ofiice buildings, 

152:7, 157:1, 159:1 
Floor Plates, 146:4 
Flux, 23:1 

Footings, column), 29LJ. 
Foot-pounds, 3:2 
Forces, 

beams, 197:3 

centrifugal, 227:2 

external, 183:4 

girder flanges, 242:2 

internal, 197:1 

lateral, 226:1 

pins, 278:3 
selection, 280:2 

plate girders, 218:2 

signs, 6, 183:3 

sketches, 184:4 
Foreman, squad, 20:4 
Forge Shop, 27:3, 31:6 
Forgings, 174:1 



Forms, printed, 35:4 
Forms of Members, 

bridge trusses, 123:4 

compression members, 206:3, 
212:2 

roof trusses, 115:3 
Formulas, 

compression members, 211 :2 

flexure, 199:2 

shear and bending moment, 
184:3 

use of, 3:1 
Foundation Plans, 152:1, 3 
Foundry, 27:3, 31:6 
Fractions, 47:7 
Frames, cross, 144:2 
Friction in riveted joints, 228:4 
Future Extension, 119:4 

Gable Columns, 136:2 
Gages, 

angles, 68:5, 106:3, 132:3, 
136:1, 139:3; table, 303 

beams, tables, 298-302 incl. 

bracing angles, 139:3 

channels, tables, 300, 301 

columns, 132:1, 136:1 

dimensioned, 49:3 

flange angles, 106:3 

I-beams, tables, 298, 299, 
302 

standard, 68:5, 106:3 

stiffening angles, 106:3 
Gas Pipe, ordering, 166:1 
Gas-pipe Separators, 

beams, 91:5 

grillage, 292:1 

table, 316 
Girder, Girders, 

beam, 91:5 

box, 94:1, 107:2, 262:1 

cantilever, in foundations, 
292:4 



Girder, Gikdees (Continued) 
crane, 107:6 

cover plates, 97:2 
floor, 107:5 

latticed, see "latticed girders" 
plate, see "plate girders" 
stiffening, 112:6 
Girder Beams, Bethlehem, 

tables, 302, 324 
Girder Seats, on columns, 134:2 
Girts, 
gable, 119:5 
side, 146:2 
Gordon Formula, 211:2 
Government Anchors, 88:2 
Gravity, Center of, 

compression members, 212:1 
eccentric connections, 237 :3, 

238:1 
girder flanges, 224:1 
Grillage Beams, 
arrangement, 291:2 
bearing pressure, 292:3 
concrete mat, 292:4 
design, 

bending, 293:2 
budding, 293:3 
method, 293:1 
shear, 294:1 
distance between, 291:2 
grouting, 291 :2 
loads, 292:2 

method of design, 293:1 
separators, 292:1 
stiffeners, 292:1 
tie rods, 292:1 
when used, 291:1 
Group Dimensions, 49 :7 
Grout between grillage beams, 

291:2 
Guard, scale, 35 
Guide Lines for lettering, 
60 ;5 



Gusset Plates, 
layout, 76:1 
rivets, 233:2, 3 
roof trusses, 118:1 
symmetrical, 234:1 
Gyration, Radius of, 211:3 
tables, 

angles, 325, 326, 329 

Bethlehem beams, 324 

channels, 323 

I-beams, 322 ' 

two angles, 329 

Hammer, pneumatic, 30:4 

Handbooks, 1:1 

Hand Holes, 74:1 

Hanger, center, roof trusses, 

118:3 
Heads of shop rivets, weight, 

170:1 
Heavy Lines, inking, 59:3 
Heel Plates, roof trusses, 114:3 
Hinged Shoes, 289:3 
Hip Roof Construction, 146:5 
Holes, 

all shown, 41 :1 
anchors, 
beams, 88:2 
columns, 73:3 
girders, 73:3, 106:5 
areas, table, 303 
boring, 31:2 
cored, 174:3 
cross section, 208:2 
deducted in girder flanges, 

221:2 
drilUng, 30:1 
effect of, 

beams, 201 :1 

tension and compression 
members, 206:4 
flanges of I-beams and chan- 
nels, 91:4 
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HpLEs (Continued) 

how billed, 45:6 

how dimensioned, 49 :2 

how noted, 60:4 

how shown, 40:6 

pin, 123:3 

punching, 29:5 

reaming, 30:2, 4 

sag rods, 91:1 

size, 30:4 

in designing, 208:2 
in drafting, 40:6 
how noted, 52:4 

tie rods, 90:2 

when inked, 60:3 
Hook Bolts, 317 
Hooke's Law, 197:3 
JIoppBES, 146:5 
Horizontal Dimensions in 

beams, 86:5 
Horizontal Flange Stress, 

242:2 
Howe Truss, 

bridges, 120:2 

roofs, 113:2 

I-beams, 

actual shape, 26:1 

areas, table, 322 

coping, 29:3, 89:1 

design, 200:2 

dimensions, tables, 298, 299, 

302 
holes in flange, 91 :4 
how billed, 44:2 
how shown, 38 :7 • 
length, 86:6 

mill variation, 25:2, 88:1 
ordered length, 88:1 
ordering, 164:7 
properties, tables, 322, 324 
seat corrections, 89:2 
shear intensity, 202:1 



I-beams (Continued) 
tie rods, 90:2 
web connections, 83:6 
weights, tables, 298, 299, 302 
Identification Marks, 52:5 

see also "shipping marks" 
Impact, 189:2 
Inclined-chord Pratt Truss, 

120:2 
Independent Connections, 

232:2 
Indicating Mistakes on draw- 
ings, 181:1 
Indirect Riveting, 232:1 
Indirect Splices, 274:2 
Inertia, Moment of, 212:1 
tables, 

angles, 325, 326 
Bethlehem beams, 324 
channels, 323 
I-beams, 322, 324 
rectangles, 320 
Information Sheets, 20:3 
Ingots, 23:3 
Ingot Mold, 23:3 
Initial Tension, 139:1 
Ink, 

black, 36:2, 58:1 
drying, 56:3, 59:6, 7,8 
frozen, 58:4 
never diluted, 68:1 
not shaken, 58:3 
red, 36:2, 58:1 
two bottles, 58:1 
Ink Eradicator, 63 :2 
Ink Erasers, 63:1 
Inking, 

continuous strokes, 58:8 

curves, 57:2, 59:5 

directly on tracing cloth, 

65:1, 3, 66:4 
draw away from intersections, 
69:2 



Inking (Continued) 
heavy lines, 59 :3 
method of procedure, 59:9, 10 
not too close to straight-edge, 

68:6 
parallel lines, 69:4 
setting of pen, 58:9 
Inset Sheets, 1 :2 
Inspection, 31:3 
Inspector, 31:3 
Intensity of Shear, beams, 

202:1 
Intermediate Stiffeners, see 

" stiff eners" 
Interpolation of rivet values, 

231:1 
Intersections, draw lines away 

from, 59:2 
Introductory, 1 
Invisible Edges, 37:1 
Iron, 23:1 
Iron Ore, 23:1 
Itemizing, 169:1 
Item Numbers, 169:1 

Joints, 
bridge trusses, 121:1 
riveted, see "connections'' 

Knee Braces, 141:2, 146:1 
Knife, not used on drawings 
63:3 

Lateral Bracing, 141 :3, 4 
Lateral Forces, 226:1 
Lateral Plates, layout, 77:1 
Lateral Supports, 201 :2 
Lateral Thrust, 201 :3 
Lattice Bars, 

design, 216:1, 3, 4 

how billed, 46:2 

how dimensioned, 60:6 

how shown, 40:5 



Lattice Bars (Continued) 

how made, 45 :2 

how spaced, 70:1 

minimum sizes, 216:3 

ordering, 166:1 

table, 315 
Latticed Columns, 136:3 
Latticed Girders, 108:1 

connection plates, 109:3, 
112:1,2 

dinxensions, 109:2 

double, 112:3 

end connections, 108:3 

form, 108:2 

panel depth and length, 109:1 

proportions, 108:4 

stiffening girders, 112:6 

stitch rivets, 112:4 

typical connections, 112:5 

working lines, 108:5 
Latticed Trusses, 108:1, 120:2 
Laying Out, 29:2 
Layout, 75:1 

bent plates, 78:1 

gusset plates, 76:1 

lateral plates, 77:1 

plant, 27:4 

simple, 76:3 

types, 75:4 

when used, 75:2 
Least Net Section, 209:1 
Least Radius of Gyration, 

211:3 
Lefts and rights, 81 :2 
Lengths, 

beams, 86:1 

cover plates, see "cover 
plates" 

fillers, 96:4 , 

flange angles, 96:2 

latticed girders, 109:1 

multiple, 28:1 

ordered, 164:6 



Lengths (Continued) 

plate girders, 95:3 

stiffeners, 96:1 

trusses, 120:1 

web plates, 96:2 
Lettering, use of guide lines, 

60:5 
Lettering Pen, 57:3 
Limiting Value of Rivets, 

231:1 
Line, Lines, 

curved, 67:2, 59:5 

dimension, see "dimension 
lines" 

limiting, 76:3 

of drawing, 37:1 

reference, 107:1 

replaced when erased by mis- 
take, 63:7 

when inked, 59:10, 60:1, 2 
Lists op Material, 162:2 
Lists op Members, 60:5, 81:1 
Lists op Rivets and Bolts, 

176:1, 2 
Live Loads, 189:2 

bending moments, see "bend- 
ing moments" 

shear, see "shear" 
Loads, 

column, on grillage, 292:2 

combined, 188:1, 192:2 

concentrated, 185 :2, 3 

dead or static, 189:2 

live or moving, 189:2 

uniform, 187:1, 188:2 
"Locomotive Crane, 20:1 
Locomotive Loading, table, 

318 
LoMAs Nuts, 278:1 
Longitudinal Shear in beams, 

202:1 
Loop Rods, 174:2, 207:2 
Loose Pieces bolted, 53:2 
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Loose Rivets, 31:3 

LoirvEES, 119:6 

LiTG, 118:1 

LxJMBEE, commercial lengths, 

114:2 
Lump-sum Contracts, 20:3 

Machine Shop, 27:3, 31:6 
Manupactuee of structural 

steel, 23:2 
Marks, 
assembling, 79:2 
component parts, 79:4 
first letter, 80:1 
second letter, 80:2 
sheet number, 80:3 
rights and lefts, 80:4 
summary, 80:5 
when used, 79 :3 
direction, 82:4 
shipping, 80:6 

bridge trusses, 82:1, 123:1 
component parts,- 80:7 
list, 324 

marked conspicuously, 81:1 
members combined, 81:3 
office buildings, 81 :5 
opposites, 81:4 
rights and lefts, 81:2 
roof trusses, 82:2 
tie and sag rods, 82 :3 
use, 52:5, 80:6 
Mat, Concrete, under grillage 

beams, 292:4 
Material, 
conventional representation, 

38:3, 42:1 
shipped from mill to site, 164 :4 
when billed, 60:5 
Material Order Bills, see 

"order bills" 
Maximum Bending Moments 
ON Pins, 280:1 



Maximum Rivet Spacing, 69:1 

table, 305 
Members, 
bridge trusses, 123:4 
combined, 53:4, 81:3, 215:1 
compression, see "compression 

members" 
listof, 60:5, 81:1 
number, 52:6 
pin-connected trusses, 123:3, 

284:2 
roof trusses, 115:3 
tension, see " tension members " 
Metal Scratcher, 63 :3 
Methods op 
billing, 43:1 
designing, 
eccentric connections, 237:2 
pins, 278:2 
plate girders, 220:1 
reinforcing plates, 284:3 
dimensioning, 50:4 
drawing section lines, 37:2 
making drawings, 36:1, 65:1, 3 
ordering material, 162:3 
procedure, 
drafting department, 22:1 
inking, 59:9, 10 
making drawings, 36:3 
making erection diagrams, 

157:1 
making layouts, 76:1, 77:1 
representation, 38:3 
Mill Buildings,, 
bracing, 139:5 
column bases, 134:4 
column splices, 276:2 
columns, 134:2 
diagrams, 152:4 
Mill Orders, see "order bills" 
Mill Variation, 25:2, 88:1 
Milling, 31 :1 
bridge members, 123 :5 



Milling (Continued) 

columns, 134:5 
Milling Machines, 31:1 
Minimum Pitch of flange rivets, 

table, 306 
Minimum Rivet Spacing, 68:6; 

table, 305 
Minimum Rivet Stagger, dia- 
gram, 305 
Miscellaneous Material, 
drawing, 150:1, 174:1 
ordering, 163:1 
Mistakes, 

correcting, 47:8 
guarding against, 62:4 
indicating on drawing, 181:1 
Modulus, Section, 199:1 
Mold, ingot, 23:3 
Moments, 
bending, see "bending mo- 
ments" 
of inertia, 212:1 
plate girders, 220:1 
tables, 
angles, 325^ 326 
Bethlehem beams, 324 
channels, 323 
I-beams, 322 
rectangles, 320 
pins, 280:1; table, 333 
point of, 184:2 
resisting, 198:1 
signs, 6, 183:3 
three, theorem, 192:4 
Moment Plates, 272:2 
Moment Table, for engine 

loads, 318 
Monitor, 113:2 

Moving Loads, see "live loads" 
Multiple Lengths, 28:1 
Multiple Punches, 29:5, 91:2 
Multiplication Table for rivet 
spacing, 307 



Nailing Strips, 91:3 
Net Area, 

angles, table, 327 

cover plates, 221:2, 222:2 

ends of members, 210:2 

flange angles, 221 :2 

flanges, 219:4 

least, 209:1 

plates, 208:2 

tension members, 208:2 

two angles, table, 327 

working rule, 210:1 
Net Section, see "net area" 
Neutral Axis, 197:3 
Neutral Surface, 197:3 
Nominal Diameter of rivets, 

230:1 
Notation, 3:2 
Notes, 

general, 52:2 

made positive, 53:5 

use, 52:1 

when inked, 60:5 

where placed, 52 :2, 3 
Number, 

holes deducted from flange, 
221:2 

pieces, 52:6, 169:1 

rivets, 231 :1 
Numbering, 

drawings, 64:5 

figures, 2:2 

order bills, 164:2 

pages, 2:2 

paragraphs, 2:2 

sheets, 54:5 

shipping bills, 171 :1 

shop bills, 167:2 
Nuts, 

driving, 278:1 

how made, 31 :6 

Lomas, 278:1 

pilot, 278:1 



Nuts (Continued) • 

pin, 278:1 
Office Buildings, 

beams, 89:2 

bracing, 145:1 

colunm bases, 174:3, 290:1 

column schedules, 159:2 

column sphces, 132:1, 276:2, 4 

columns, 132:1 

diagrams, 152:7 

floor plans, 152:7, 159:1 
method of procedure, 157:1 

shipping marks, 81 :5 
Ogee (or O.G.) Washers, 174:1 
Open-hearth Steel, 23:2 
Opposites, 81:4 
Order Bills, 

angles, 165:1 

arrangement, 163:4 

beams, 164:7 

changes, 164:5 

component parts, 163:2 

drawings must conform, 163:3 

gas pipe, 166:1 

lattice bars, 166:1 

material shipped direct, 164:4 

methods, 162:2, 3 

mill variation, 25:2, 88:1 

miscellaneous material, 163:1 

numbering, 164:2 

ordered lengths, 164:6 

plates, 165:2 

purpose, 162:1 

rails, 166:2 

sag rods, 166:1 

shipments, 164:1 

specifications, 164:3 

tie rods, 166:1 
Order Department, 22:1, 162:2 
Ordered Lengths, 164:6 
Ordering, 

angles, 165:1 

beams, 164:7 



INDEX 



347 



Ordering (Continued) 

gas pipe, 166:1 

lattice bars, 166:1 

plates, 165:2 

rails, 166:2 

tie rods, 166:1 
Organization of a structural 

company, 19 
Orthographic projection, 33 :3 
Outline, 

course of study, 2:1 

this book, 1, 2, 3 
Overrun, 72:2 

OXT-ACETYLBNE FlAME, 28:1, 

29:3, 89:1 

Packing on pins, 279 :5 

Painting, 31 :4 

Paper, placed under tracing 

cloth, 66:3 
Parabola, construction, 259:6 
Parallel Lines, inking, 59:4 
Part I, 1 
Part II, 1:1,33 
Part III, 1:1, 183 
Parts shown on drawings, 34:4 
Patterns, 31 :6 
Pattern Shop, 27:3, 31:6 
Peak Plates, roof trusses, 

118:5, 234:1 
Pedestals, cast-iron, 289:3 
Pens, 

lettering, 57:3 

ruling, see "ruling pens" 
Pen Wipers, 56 :3 
Pencil Erasers, 63:1 
Pencil Lines removed from 

tracing cloth, 64:1 
Permanent Bolts, 63:3 
Pettit Truss, 120:2 
Pieces, 

bolted, 53:2 

number, 52:6 



Pig Iron, 23:1 

Pilot Nuts, 278:1 
Pins, 

application of forces, 278:3 

bending, 279:1 

collars, 279:5 

components, 280:1 

computation, 280:3 

cotter, 278:1 

design, 278:2, 279:1 

forces, 278:3, 280:2 
' investigation for shear, 279 :2 

maximum bending moments, 
280:1 

packing, 279:5 

resisting moments, table, 333 

selection of forces, 280:2 

shear, 279:2 

use, 278:1 

which ones designed, 279 :4 

PiN-CONNECTED TRUSSES, types 

of members, 284:2 
Pin Holes, size, 123:3 
Pin Plates, 

design, 284:3,4, 286:1 

rivets, 285:1, 286:2 

when used, 284:1 
Pitch op Flange Rivets, see 

"flange rivets" 
Pitch op Roops, 114:1 
Plan, Plans, 33:3, 151:1 

anchor-bolt, 152:1, 3 

erection, 161:1 

floor, 162:7 

method of drawing, 157:1 
Planed Plates, ordering, 165:2 
Planing, 29:4, 31:1 
Plant Layout, 27 :4 
Plate, Plates, 

area, net, 208:2 

areas, table, 321 

batten, 
size, 216:2 



Plate, Plates (Continued) 
batten (Continued) 

use, 208:1, 212:2 
bearing, see "bearing plates'' 
bent, 

developed, 78:1 

how billed, 43:3, 45:7 

how shown, 41 :4 

layout, 78:1 
connection, 76:1, 77:1, 109:3, 

112:1,2 
cover, see "cover plates'' 
extreme sizes, 25 :3 
floor, 146:4 
gusset, layout, 76:1 
how billed, 43:3 
how shown, 38 :5 
lateral, layout, 77:1 
net area, 208:2 
ordering, 165:2 
pin, 

design, 284:3,4, 286:1 

rivets, 285:1, 286:2 

when used, 284:1 
planing, 29:4 
reentrant angles, 29:3 
reinforcing, 

bridges, 130:1 

design, 284:3,4, 286:1 
rivets, 286:1, 286:2 
when used, 130:1, 284:1 

columns, 276:4 

girders, 266:3 
rolling, 25:3 
roof, 146:4 
sheared, 26:3 
shearing, 128:1 
sphce, 270:2 

thickness, compression mem- 
ber, 212:2 
tie, 

size, 216:2 

use, 208:1, 212:2 



Plate, Plates (Continued) 
universal mill (U.M.), 26:3, 

165:2 
wall, on beams, 94:2 
web, see "web plates" 
weights, table, 321 
Plate and Angle Columns, 

131:3 
Plate and Channel Columns, 

131:3, 132:1 
Plate Girders, 
adaptabihty, 96:1 
area of flange, 219:4 
box, 107:2 
camber, 107:3 
centrifugal forces, 227:2 
compression flange, 219:5 
cover plates, see "cover 

plates" 
crimped stiffeners, 29:4, 97:1 
cmved ends, 107:4 
degree of accuracy in design- 
ing, 220:2 
depth, 96:3, 218:3 

'°' 
Case A (resistance of web 

neglected), 
assumptions, 221 :1 
flange stress, 221 :2 
net area, 

in angles, 221 :2 
in cover plates, 221:2, 
222:2 
numbers of holes de- 
ducted, 221:2 
theory, 221:2 
Case B (resistance of web 
considered), 
additional steps, 223:2 
assumptions, 223:1 
center of gravity of flange, 

224:1 
effective depth, 224:1 



Plate Girders (Continued) 
design (Continued) 
Case B (Continued) 
resistance of web, 223 :3 
theory, 223:3 
Case C (moment of inertia), 

220:1 
compression flange, 219:5 
degree of accuracy, 220:2 
depth, 218:3, 224:1 
distribution of area, 219:4 
end stiffeners, see "stiffen- 
ers" 
flanges, 219:1 
forces, 218:2 
four angles in each flange, 

^:1 
impact, 226:1 
lateral forces, 226:1 
methods, 220:1 
moment of inertia method, 

220:1 
splices, see "splices" 
through girders, 196:2 
vertical flange plates, 227:1 
web plates, 218:4 
diagrams, 152:1 
fillers, 96:4 

flange angles, 96:2, 219:2 
flange rivets, see "flange 

rivets" 
flange splices, see "flange 

splices" 
flanges, composition, 219:1 
forces, 218:2 
four angles in each flange, 

227:1 
gages, 106:3 
horizontal, 218:1, 241:3 
impact, 225:1 
incUned, 241 :3 
lateral forces, 226:1 
length, 95:3 
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Plate Gibders (Continued) 
main dimensions, 95:3 
methods of design, 220:1 
moment of inertia, 220:1 
net area, 2212, 222:1, 2 
resisting moment, 21S — 
rivets, 

cover plates, 1062, 263:3, 

264:1,2 
flange, see "flange rivets" 
stiffeneis, 96:3, 2682, 269:4 
splices, see "splices" 
stifPeners, see "stiffeners" 
stresses, 221:1,2, 223:1 
thickness of web, 266:3 
types, 952 

vertical flange plates, 227:1 
web plates, 962 
web sphces, see "splices'' 
Fi^TE Sheabs, 2S:1 
Plate Work, 146:4 
Plotting, accuracy, 352 
Pneumatic Chisel, 29:3 
FxETJiiATic Hammer, 30:4 
Pneumatic IUu^mer, 302, 4 
Pocket, rain, 95:3 
Point op Moments, 1842 
Polar Coordinates, 50:4 
Pony Trusses, 144:1 
Portal Bracing, 141:4, 145:1, 

146:5 
Position, 
of dimensions, 46:5 
of drawing on sheet, 34:3, 

115:1, 1212,3, 1312 
of straight edge, 58:5, 6 
of title, 54:1 
Posture when inking, 58:7 
Pound-feet, 32 
Pound-inches, 32 
Pound Price, 20:3, 170:1 
Powder, for tracing cloth, 
562 



I*RAcncAL Points in design, 

206:1 
Pratt Trusses, 

bridges, 1202 

roofs, 1132 
Preliminart Sketch, 35:1 
Printed Forms, 35:4. 174:1, 2 
Procedure, method of, 

drafting room, 22:1 

inking, 59 ."9, 10 

making drawings, 36:3 

making layouts, 76:1, 77:1 
Progress Records, 222 

beams, 159:4 

columns, 161:1 
Phoiecting Parts, 72:4 
Projection, 33:3 
Projection Lines. 37:1, 47:1 
Properties, tables, 

angles, 325, 326 

Bethlehem beams, 324 

channels, 323 

I-beams, 322 

rails, 317 

rectangular beams, 319 
Protection of Joints from 

weather, 130:3 
Provision for overrun, 72 :2 
Pumice Stone, 562 
Punch, 29:5 

center, 27:5, 292 

multiple, 29:5, 91:2 
Punch Die, 29:5 
Punching, 29 :o 
PuRUNS, 90:1 

holes for sag rods, 91 :1 

ordering, 164:7 

spacing, 114:2 
Purlin Connections, 90:1, 
119:1; table, 315 

Rack, spacing, 29:5 
Radial Drill, 30:1 



Radius of Gyration, 211:3 
tables, 

angles, 32o, 326, 329 
Bethlehem beams, 324 
channels, 323 
I-beams, 322 
two angles, 329 
Rail Clamps, 174:1 
Rail Fastenings. 317 
Rail Splices, table, 317 
Raii£, 
how billed, 44:7 
how shown, 40:3, 1742 
ordering, 1662 
properties, table, 317 
R\is- Pockets, 95:3 

RaNEINE FoRMUL-i, 2112 

Ratio of Slendekxess. 2112 
RTAcrioxs, 

concentrated loads, 1852 

floor-beam, 1942 

forces considered, 183:4 

sketches, 184:4 

sjininetrical, 1S52 
Re.\min-g. 30:1, 4 
EECEmxG Yard, 28:1 
Record, 

drawings, 159:3 

progress, 159:4. 161:1 
Rectangular Beams. 

design, 1992 

moment of inertia, table, 320 

properties, table, 319 

shear intensity. 202:1 
Rectangular Coordinates, 

50:4 
Recurring Dimensions. 4S:0 
Red Ink. 362, 5S:2 
Reduction of iron ore, 23:1 
Reduction Formula, 2112 
Reentrant Angles, 29:3, 123 :6, 

141:4 
Refere>xe DrMEx?io^"S, 106:6 



Reference Lines, 107:1 
References, 
cross, 2:3 

to otha drawings, 53:1 
Reinforced Concrete Foot- 

es-gs. 291:1 
Reinfohcing Plates, 
bridges, 130:1 
design, 2S4:3 
bearing, 2S4:4 
tension, 2S6:1 
rivets, 2So:l, 2S62 
columns, 276:4 
when used, 130:1, 2S4:1 
Representation, conventional, 

38:3 
Required Lists. S1:1 
Resistance of web plat«, 223 :3 
Resisting Moments, 
beams, 198:1 
girders, 2182 
pins, table, 333 
RESTR-iixED Beams, 192:4 
Resttltants, diagrams, 312. 313, 

314 
Reatsions of drawings, 182 :4 
Ridge STRirrs, 118:5 
RkShts an-d Lefts, 812 
Ri^-ets, 228:1 

assumptions in design, 228:4 
axial tension, 228:4 
\ beam connections, 2342. 235:1 
bearing, 230:3 
bearing values, tables, 308-311 

incl. 
bending, 228:4 
code, 304 
covmtersunk, 
bridge trusses, 1302 
column bases, 134:4 
driving, 30:4 
how shown, 40:6 
value, 2312 



Rivets (Ckmtinued) 

cover plates, 
I developed plate, 2642 
I flange stress, 264:1 
^ pointsconsidered,1062,263:3 
^ critical, 237:3 
^ design, 229:1 

diameter, nominal, 230:1 
J distribution of stress, 228:4 
, double shear, 2302 
, double-shear values, tables, 
I 30S-311 incl. 

j driving, 30:4 

I driving clearance, 73 .5 ; table, 
I 304 

J eccentric connections, see 
I "eccentric connections" 

I edge distance, 69:3; table, 305 
r field, 2282 

erector's lists, 1762 
grip, 1762 
length, 1762 
number, 177:1 
summary, 177:1 
; fillers, 232:1, 2352 

flange, sff "flange rivets"' 

flaUened, 40*, 130:2. 2312 

floor-beam connections, 236:1 

gages. 68:5, 106:3 

gusset plat€s, 2332. 3 

heads, 

shape, 30:4 
table, 304 
weight. 170:1 

holes, sff "holes" 

how billed, 45:4 

how dimensioned, 492 

how made, 31 :6 

how shown, 40:6 

indirect, 232:1 

inspection, 31:3 

limiting value, 231:1 

list, 176:1, 2 



INDEX 



349 



Rivets (Continued) ; 
loose, 31:3 l 

maximum spacing, table, 305 
minimum spacing, tables, 305, 

306 
minimum stagger, diagram, 

305 
more than one used, 228:1 
nominal diameter used in de- 
sign, 230:1 
noting size, 52:4 
■number, 231:1 
pitch, 68:1 

position in member, 228:3 
reinforcing plates, 285:1, 286:2 
shank, 30:4 
shear, 230:2 
shop, 30:4, 228:2 
single shear, 230:2 
single-shear values, , ;tables, 

308-311 incl. 
spacing, 68:1 
^ ccjntinuous, 70:4 
cover plates, 69:2 
maximum, 69:1, table 305 
I n linimum, 68 :6, table 305 
n lultipUcation table, 307 
I (tactical points, 70 :2 
1 Tiles, 68:2 
! rtitch, 69:4 
I subdivisions, 50:2 
uninterrupted, 49:5 
usual, 70:3; table, 305 
sp lice plates, see "splices" 
st a ggered, 49 :2 
f ,tlffeners, 96:3, 268:2, 269:4 
stitch, 69:4, 112:4, 1182 
strength, 

in bearing, 230:3 
in shear, 230:2 
stringer conneotions, 235:2 
unit stresses, 350 ;2, 3 
use, 228:1 



Rivets (Continued) 

values, tables, 308-311 incl. 

weight, 170:1 

when inked, 60:3 
Rivet Lines, 37:1, 49:2 
Riveted Joints, design, 229:1 
Riveted Tension Members, 

see "tension members" 
Riveters, 30:4, 60:3 
Riveting, 30:4 
Rockers, 289:3 
Rods, 

bracing, 119:2 

design, 207:2, 3, 4 

drawing, 150:1, 174:1, 174:2, 4 

how billed, 44:4 

how shown, 39:2 

lengths, 174:4 

marking, 174:4 

sag, 166:1, 174:4 

tables, 315 

tie, 166:1, 174:4 
Rod Connections, 316 
Rollers, 174:1, 289:3 
Rolling Steel, 23:3 
Rolls, 

effect of spreading, 25:1 

finishing, 23:3 

roughing, 23:3 

straightening, 29:1 
Roof Plates, 146:4 
Roop Trusses, 

arrangement on sheet, 115:1 

bottom-chord bracing, 119:3 

camber, 113:2 

center hanger, 118:3 

flat, 113:1 

form of members, 115:3 

future extension, 119:4 

gable girts, 119:5 

gusset plates, 118:1 

heel plates, 114:3 

louvres, 119:6 



Roop Trusses (Continued) 

peak plates, 118:5, 234:1 

pitch, 114:1 

purlin connections, 119:1 

purlin spacing, 114:2 

ridge strut, 118:5 

rod connections, 119:2 

saw tooth, 113:2 

scale, 115:2 

sections for shipment, 118:4 

shipping marks, 82:2 

stitch rivets, 118:2 

supports, 114:3 

types, 1132 

use, 113:1 

working lines, 115:2 
Root Areas, 207:4, table, 315 
Rotary Planer, 31:1 
Rotation, center of, 237:3 
Roughing Rolls, 23:3 
Rule, 

bending moment, short-cut, 
188:2 

eccentric connections, 238:1 

net section, 210:1 

rivet spacing, 68:2 
Ruling Pens, 

care, 56:3, 57:1 

cleaning, 56:3 

filling, 56:3, 58:8 

lettering with, 57:3 

setting, 58:9 

sharpening, 57:1 

stopping, 58:7, 59:1 

use, 56:3 
RuNWAT Beams, ordering, 164:7 

Safe Loads, 

anglfes, tables, 330, 331 
compression members, 211:2 

Sag Bars, 146:2 

Sag Rods, 146:2 
drawing, 174:4 



Sag Rods (Continued) 

holes, 91:1 

marking, 174:4 

ordering, 166:1 

spacing in purlins, 91 :1 

table, 316 
Saws, cold, 28:1 
Saw-tooth Truss, 113:2 
Scale, 

of drawing, 35:3 

bracing systems, 138:5 
roof trusses, 115:2 

use, 35:3 
Scale Guard, 35:3 
Schedule, column, 159 a, 161:1 
Scope of this book, 1 :1 
Scratchbr, avoid use, 63:3 
Seat, erection, 73:2 
Seat Connection, 

beams, 73:2 

design, 235:1 

girders, 134:2 

independent, 232:2 
Section, 

for shear, 184:1 

least net, 209:1 

net, at ends of tension mem- 
bers, 210:2 

roof trusses, 118:4 
Section Lines, 37:2 
Section Modulus, 199:1 

tables, 

angles, 325, 326 
Bethlehem beams, 324 
channels, 323 
I-beams, 322 
rectangular beams, 319 
Sectional Views, 37:1, 134:1 
Segment of beam, 183:4, 184:4 
Selvage Edges, 55:5 
Separators, 

beams, 91:5, 174:1 

grillage, 292:1 



Separators (Continued) 

table, 316 
Setting of pen, 58:9 
Shade Lines, 38:2 
Shank, rivet, 30:4 
Shape of cross section, 26:1 
Shapes most used, 38:4 
Sharpening ruling pen, 56 :3 
Shear, 183:1 

arrangement of computation, 
185:1 

combined loads, 188:1 

concentrated loads, 186:1 

Cooper's engine loading, 

193:1,2, 194:1; table, 318 

definition, 184:1 

design for, 

beams, 292:1, 294:1 
girders, 218:2 

double, 230:2 

forces considered, 183:4 

formulas, 184:3 

intensity, 202:1 

longitudinal, 202:1 

live-load, cantilever beams, 
190:1 

live-load, simple beams, 189:3 

pins, 279:2 

principles, 183:2 

reactions, 185:2, 194:2 

relation to bending moment, 
189:1 

rivets, 230:2 

signs, 6, 183:3 

single, 230:2 

sketches, 184:4 

uniform loads, 187:1 

values for rivets and bolts, 
tables, 308-311 incl. 
Sheared Plates, 25:3, 165:2 
Shearing, 28:1 
Shearing Stresses in web, 
266:1 
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Shears, 28:1 

Sheet Numbers, 54:5 

assembling marks, 80:3 
Shield, erasing, 63:4 
Shipments, order bills, 164:1 
Shipping, 31:5, 118:4 
Shipping Bills, 171 :1 

when made, 22:1 
Shipping Marks, 80:6 

bridge trusses, 82:1, 123:1 

component parts, 80:7 

list, 324 

marked conspicuously, 81:1 

members combined, 81 :3 

ofiBce buildings, 81 :5 

opposites, 81:4 

rights and lefts, 81 :2 

roof trusses, 82:2 

tie and sag rods, 82:3 

use, 52:5, 80:6 
Shoes, bridge, 289:3 
Shop Bills, 

arrangement, 167:4 

bolts for shipment, 167:4 

calculated weights, 170:1 

component parts, 167:3 

form, 167:2 

itemizing, 169:1 

notes, 167:4 

numbering, 167:2 

use, 167:1 

weights of rivet heads, 170:1 

when made, 22:1 
Shop and Shipping Bills, 173:1 

combined with drawing, 173:2 
Shop Methods, 27:2, 3 
Shop Rivets, see "rivets" 
Shrinkage Scales, 31 :6 
Signs, 

conventional, 43:2 

of forces and moments, 6, 
183:3 
Simple Beams, 83:1 



Single Punch, 29:5 
Single Shear, 230:2 
Single Latticing, 70:1 
Size, 46:1 
bearing plates, 288:2 
drawing, 35:4 
holes, noting, 52:4 
pin holes, 123:3 
rivet holes, 30:4 
Sketches, 
forces, 184:4 
members, 35:1 
Sketch Plates, ordering, 165:2 
Skews ACK Angles, 94:3 
Skewbacks, 94:3, 316 
Skew Connections for beams, 

94:5 
Skew Portals, 146:5 
Skew Work, 146:5 
Slag, 23:1 

Slbnderness Ratio, 211:2 
Slope, 

calculation, 76:2 
how dimensioned, 50:7 
roof, 114:1 
Soaking Pits, 23:3 
SoAPSTONE, 29:2 
Soil, bearing, 292:3 
Spacing, 
lattice bars, 70:1 
purlins, 114:2 
rivets, 68:1 

continuous, 70:4 
cover plates, 69:2 
flange, see "flange rivets'' 
maximum, 69:1; table, 305 
minimum, 68:6; table, 305 
multiplication table, 307 
practical points, 70:2 
stitch, 69:4 

stiff eners, 96:3, 268:2, 269:4 
usual, 70:3 
Spacing Rack, 29:5 



Specifications, 68:4. 164:3 
Spiking Pieces, 91 :3 
Splice, Splices, 270:1 
bridge members, 123:6 
columns, 276:2, 3, 4 
design, 270:2 
girders, 
field, 275:1 
flange, 

angles, 274:2 
cover plates, 274:1 
curved ends, 274:3 
when used, 273:2 
where placed, 273:2 
web, 

design, 270:5 

moment, 272:1, 2 
shear, 271:1, 272:2 
when used, 270:4 
where placed, 270:4 
indirect, 274:2 
raUs, 317 
types, 270:3 
use, 270:1 
Splice Angles, 274:2 
Splice Plates, 270:2 
Sponge Eraser, 56:2, 64:1 
Squad, 20:4 
Squad Foreman, 20:4 
Squares, table, 332 
Staggered Rivets, 
how dimensioned, 49:2 
minimum, diagram, 305; table, 
306 
Standard Bearing Plates, 

table, 316 
Standard Connection Angles, 

tables, 298-302 incl. 
Standard Gages, 68:5, 132:1, 
136:1 
tables, 

angles, 303 
channels, 300, 301 



Standard Gages (Continued) 
tables (Continued) 
I-beams, 298, 299, 302 
Standards, 

rails, 44:7, 68:3 
Static Loads, 189:2 
Steel, 
manufacture, 23:2 
ruling, 23:3 

unit stresses, table, 317 
Stipfenebs, or Stiffening 
Angles, 
columns, 132:3, 134:2 
cutting, 29:4 
girders, 
end, 266:4 

design for bearing, 267:1 
gages, 106:3 
length, 96:1 
position, 266:2 
rivets, 268:2 
strength in compression, 

268:1 
intermediate, 

crimping, 29:4 97:1, 269:5 
rivets, 96:3, 269:4 
spacing, 269:3 
when used, 269:2 
grillage beams, 292:1 
ordering, 165:1 
outstanding legs in contact, 
106:4 
Stiffening Girders, 112:6 
Stitch Rivets, 69:4, 112:4, 118:2 

spacing, 69:4 
Stock Yard, 28:1 
Stove, 23:1 

Straight-edge position, 58:5, 6 
Straightening Rolls, 29:1 
Straight-line Formula, 211:2 
Strain, 197:3 
Strength of, 

compression members, 211:2 



Strength of (Continued) . 

countersunk rivets, 231 :2 

flattened rivets, 231 :2 

rivets in bearing, 230:3 > 

rivets in shear, 230:2 

single angles in compression, 
table, 330 

two angles in compi'ession, 
table, 331 

two angles in tension, table, 
327 

web plates, 255:2 
Stresses, 

combined bending and axial, 
215:1 

compressive, 197:3 

flange, 221 :2 

horizontal, 221:2 

plate gu-ders, 221:1, 2, 223:1 

tensile, 197:3 

unit, see "unit stress" 

vertical, 248:2 
Stress Sheets, 20:3 
Stringer Connection, dtieign, 

235:2 
Stroke, continuous, in inldng, 

58:8 
Structural Draftsman, 1£I:1 
Structural Drawings, 33 : 1 

appearance, 55:1 

elements, 33:7 

method of making, 36:1, 65 '.1,3 
Structural Shapes, 38:4 
Structural Shop, 19:5 
Structural Steel, 23:2 
Struts, 

bracing systems, 138:3 

collision, 120:2 

eave, 138:3, 146:3 

portal, 141:4 

ridge, 118:5 

top, 141:4 
Stub Pens, 57:3 
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Students' Drawings, checking, 

182:2 
Subdivisions, rivet spacing, 50:2 
SuB-PBATT Truss, 120:2 
Sub-punching, 30:2 
Sum of dimensions, 50:2 
Summary, 

assembling marks, 80:5 
field rivets and bolts, 177:1 
flange rivet spacing, 257 
Supplementary Dimension 

Lines, 50:1 
Surface of Tracing Cloth, 
prepared, 56:2 
restored, 63:6 
Sway Bracing, 141:4 
SwEDGE Bolts, 152:3, 316 
Symmetrical Gusset Plate, 

234:1 
Symmetrical Loads, 185 :2 
Symmetrical Members, 34:5 ' 
Systems of bracing, 138:1, 2, 3 

T, or Tee, 

how billed, 44 :5 

how shown, 40:1 
Tables, 

arrangement, 1:1 

description, 334-338 incl. 
Tacks, 56:1 
Tank Work, 146:4 
Templets, 27:5 
Templet Shop, 19:4, 27:5 
Tensile Strength of two 

angles, table, 327 
Tension, 

initial, 139:1 

on rivets, 228:4 
Tension Members, 

cross section, 206:3, 208:2 

design, 206:2, 207:1 

effect of rivet holes, 206:4 

eye bars, 207:5 



'Xension Members (Continued) 
reinforcing plates, 286:1 
riveted, 

bending and tension, 215:1 
design, 208:4 
net arcti, 208:2 
at ends, 210:2 
least, 209:1 
working rule, 210:1 
size of rivet holes, 208 :2 
rods, 207:2,3, 4 
Tests for students, 182:2 
Theorem of three moments, 

192:4 
Thickness, 

bearing plates, 288:3 
girder webs, 266:3 
metal, compression members, 
212:2 
Through Bridge, 120:2, 152:1 
Through Girders, bending 

moment, 196:2 
Ties, cut for curves, 97 :2 
Tie Plates, 
size, 216:2 
use, 208:1, 212:2 
Tie Rods, 
design, 201 :3 
drawing, 174:4 
grillage beams, 292:1 
holes, 90:2 
marks, 82:3, 174:4 
ordering, 166:1 
spacing, 90:2 
table, 316 
Tight Fits, 72:3 
Timber, unit stresses, table, 

320 
Title, 

component parts, 54:2, 3 
smaller drawings, 54:4 
when inked, 61:1 
where placed, 54:1 



Top Angles, 89:2, 132:3 
Top Lateral Bracing, 141 :4 
Top View, 34:1 
Tracers, 36:1, 65:2 
Tracing, nee "inking" 
Tracing inverted when com- 
pleted, 61 :2 
Tracing Cloth, 

care of, 55:3 

drawing directly in ink on, 
65:1,3, 66:4 

dull side used, 55:4 

preparation of surface, 56 :2 

selvage edges removed, 55 :5 

stretching, 56:1 

surface restored, 63:6 
Tracing Cloth Powder, 56:2 
Track, 225:1 
Travelers, 20:1 
Trusses, 

bridge trusses, see "bridge 
trusses" 

roof trusses, sec "roof trusses" 
Type used in this book, 2 :4 
Types of, 

bearing plates, 288:1 

columns, 131:3 

latticed girders, 108:2 

layout, 75:4 

members, 

bridges, 123:4 
roof trusses, 115:3 

plate girders, 95:2 

trusses, 

bridges, 120:2 
roofs, 113:2 

Uniformly Distributed Loads, 
bending moment, 187:1, 188:2 
cover plates, 259:6 
flange rivets, 244:2, 3 
short-cut rule for bending 
moment, 188:2 



Units, 

bending moments, 3:2, 184:2 

design of beams, 199:2 

working, 34:6 
Unit Stress, 

bearing, 230:3 

bending, 198:2 

bolts, 230:4 

compression, 211:2 

rivets, 230:2,3 

shear, 230:2 

steel, table, 317 

wood, table, 320 
Universal Mill (U.M.) 
Plates, 25:3 

ordering, 165:2 

use in girders, 97:2 
Unsymmetrical Bracing, 141:1 
Unsymmetrical Members, 

212:1 
U-Plates, 316 
Upset Rivets, 30:4 
Upset Rods, 207:4; table, 315 

Valley Roof Construction, 

146:5 
Values op Rivets, 

bearing, 230:3 

interpolation, 231:1 

limiting, 231:1 

shear, 230:2 

tables, 308-311 incl. 
Variation, mill, 25:2, 88:1 
Vertical Flange Plates, 227:1 
\'ertical Flange Stress, 248 :2 
Views, 33:3, 4, 34:1, 121:3 

distance between, 34:2 

sectional, 37:2, 134:1 
Visible Edges, 37:1 

Wall Plates on beams, 94:2 
Warren Truss, 108:2, 120:2 



Washers, 
beveled, 174:1 
how billed, 45:3 
how shown, 41 :3 
O.G., 174:1 
Web Connections for beams, 

83:6, 234:2 
Web Plates or Webs, 
beams, 202:1, 293:3 
compression members, thick- 
ness, 212:2 
plate girders, 96:2 
design, 218:4 
length, 96:2 
resistance, 223:3 
shearing stresses, 266:1 
splice, see below 
thickness, 266:3 
weights, table, 321, 
Web Splices, 
design, 270:5 

moment, 272:1, 2 
shear, 271:1, 272:2 
when used, 270 :2, .4 
where placed, 270:4 
Web Stippeners, see " stiff en- 

ers" 
Weights, 

beams, assumed, 200:3 
calculated, 170:1 
tables, 

angles, 303 

Bethlehem beams, 302 
bolts, 304 
channels, 300, 301 
I-beams, 298, 299, 302 
plates, 321 
rails, 317 
rivets, 304 
rods, 315 
Wheel, critical, 191:1, 195:1 
Wheel-load Systems, 193:1 
Wide Lines, inking, 59:3 
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WioTHS of cover plates, 

219:3 
Wind Bracinq, 138:1, 145:1 
Wood, 

unit stresses, table, 320 

weight, 200:3 



Wooden Beams, 
actual sizes, 199:3 
design, 199:3 
properties, table, 319 
shear intensity, 202:1 

WoBKiNQ Drawings, 33:1 



Working Lines, 37:1 
bracing, 138:4, 5 
layouts, 76:1, 2, 77:1 
trusses, 

bridge, 121:3 

roof, 115:2 



Working Rule, ^ 

eccentric connections, 238:1 
net section, 210:1 

Working Units, 34:6 

Yard, receiving or stock, 28:1 



Z-BAHS, 
how billed, 44:6 
how shown, 40:2 



